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PREFACE   TO   THE   THIRD   EDITION 

This  book  was  published  in  the  fall  of  1910.  It  was  the  first 
new  American  book  in  its  field  that  had  appeared  in  twenty  years. 
It  was  not  only  new  in  time,  it  was  new  in  plan.  The  present  edition, 
which  represents  a  third  printing,  thus  demands  careful  revision. 

The  revision  has  been  comprehensive  and  has  unfortunately 
somewhat  increased  the  size  of  the  book — a  defect  which  further 
time  may,  however,  permit  to  be  overcome.  Such  errors  in  statement 
or  typography  as  have  been  discovered  have  been  eliminated. 
Improved  methods  of  presentation  have  been  adopted  wherever 
such  action  was  possible.  Answers  to  many  of  the  numerical  prob- 
lems have  now  been  incorporated,  and  additional  problems  set. 

Expanded  treatment  has  been  given  the  kinetic  theory  of  gases 
and  the  flow  of  gases;  and  results  of  recent  studies  gf  the  properties 
of  steam  have  been  discussed.  There  will  be  found  a  brief  study  of 
gas  and  vapor  mixtures,  undertaken  with  special  reference  to  the  use 
of  mixtures  in  heat  engines.  The  gas  engine  cycle  has  been  subjected 
to  an  analysis  which  takes  account  of  the  var}dng  specific  heats  of 
the  gases.  The  section  on  pressure  turbines  has  been  rewritten,  as 
has  also  the  whole  of  Chapter  XV,  on  results  of  engine  testS' — the 
latter  after  an  entirely  new  plan.  A  new  method  of  design  of  com- 
pound engines  has  been  introduced.  Some  developments  from  the 
engineering  practice  of  the  past  three  years  are  discussed — such  as 
Orrok's  condenser  constants;  Clayton's  studies  of  cylinder  action 
(with  appHcation  to  the  Hirn  analysis  and  the  entropy  diagram), 
the  Humphrey  internal  combustion  pump,  the  Stumpf  uniflow 
engine  and  various  gas-engine  cycles.  The  section  on  absorption 
S3^stems  of  refrigeration  has  been  extended  to  include  the  method 
of  computing  a  heat  balance.  Brief  additional  sections  on  applica- 
tions of  the  laws  of  gases  to  ordnance  and  to  balloon  construction 
are  submitted.  A  table  of  sj^mbols  have  been  prefixed  to  the  text, 
and  a  ''  reminder  "  page  on  the  forms  of  logarithmic  transformation 
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may  be  found  useful.     The  Tyler  method  of  solving  exponential 
equations  by  hyperbolic  functions  will  certainly  be  found  new. 

In  spite  of  these  changes,  the  inductive  method  is  retained  to 
the  largest  extent  that  has  seemed  practicable.  The  function  of  the 
book  is  to  lead  the  student  from  what  is  the  simple  and  obvious 
fact  of  daily  experience  to  the  comprehensive  generalization.  This 
seems  more  useful  than  the  reverse  procedure. 

Polytechnic  Institute  of  Brooklyn, 
New  York,  1913. 


PREFACE   TO  THE   FIRST  EDITION 

"  Applied  Thermodynamics  "  is  a  pretty  broad  title  ;  but  it  is 
intended  to  describe  a  method  of  treatment  rather  than  unusual 
scope.  The  writer's  aim  has  been  to  present  those  fundamental 
principles  which  concern  the  designer  no  less  than  the  technical 
student  in  such  a  way  as  to  convince  of  their  importance. 

The  vital  problem  of  the  day  in  mechanical  engineering  is  that 
of  the  prime  mover.  Is  the  steam  engine,  the  gas  engine,  or  the 
turbine  to  survive?  The  internal  combustion  engine  works  with 
the  wide  range  of  temperature  shown  by  Carnot  to  be  desirable ; 
but  practically  its  superiority  in  efficiency  is  less  marked  than  its 
temperature  range  should  warrant.  In  most  forms,  its  entire  charge, 
and  in  all  forms,  the  greater  part  of  its  charge,  must>  be  compressed 
by  a  separate  and  thermally  wasteful  operation.  By  using  liquid 
or  solid  fuel,  this  complication  may  be  limited  so  as  to  apply  to  the 
air  supply  only  ;  but  as  this  air  supply  constitutes  the  greater  part 
of  the  combustible  mixture,  the  difficulties  remain  serious,  and  there 
is  no  present  means  available  for  supplying  oxygen  in  liquid  or  solid 
form  so  as  to  wholly  avoid  the  necessity  for  compression. 

The  turbine,  with  superheat  and  high  vacuum,  has  not  yet 
surpassed  the  best  efficiency  records  of  the  reciprocating  engine, 
although  commercially  its  superior  in  many  applications.  Like  the 
internal  combustion  engine,  the  turbine,  with  its  wide  temperature 
range,  has  gone  far  toward  offsetting  its  low  efficiency  ratio ;  where 
the  temperature  range  has  been  narrow  the  economy  has  been  low, 
and  when  running  non-condensing  the  efficiency  of  the  turbine  has 
compared  unfavorably  with  that  of  the  engine.  There  is  promise 
of  development  along  the  line  of  attack  on  the  energy  losses  in  the 
turbine ;  there  seems  little  to  be  accomplished  in  reducing  these 
losses  in  the  engine.  The  two  motors  may  at  any  moment  reach 
a  parity. 
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These  are  the  questions  which  should  be  kept  in  mind  by  the 
reader.  Thermodynamics  is  physics,  not  mathematics  or  logic. 
This  book  takes  a  middle  ground  between  those  text-books  which 
replace  all  theorj'-  by  empiricism  and  that  other  class  of  treatises 
which  are  too  apt  to  ignore  the  engineering  significance  of  their 
vocabulary  of  differential  equations.  We  here  aim  to  present  ideal 
operations,  to  show  how  they  are  modified  in  practice,  to  amplify 
underlying  principles,  and  to  stop  when  the  further  application  of 
those  principles  becomes  a  matter  of  machine  design.  Thermo- 
dynamics has  its  own  distinct  and  by  no  means  narrow  scope,  and 
the  intellectual  training  arising  from  its  study  is  not  to  be  ignored. 
We  here  deal  only  with  a  few  of  its  engineering  aspects ;  but  these, 
with  all  others,  hark  back  invariably  to  a  few  fundamental  princi- 
ples, and  these  principles  are  the  matters  for  insistent  emphasis. 
Too  much  anxiety  is  sometimes  shown  to  quickly  reach  rules  of 
practice.  This,  perhaps,  has  made  our  subject  too  often  the. barren 
science.  Rules  of  practice  eternally  change ;  for  they  depend  not 
alone  on  underlying  theory,  but  on  conditions  current.  Our  theory 
should  be  so  sound,  and  our  grasp  of  underlying  principles  so  just, 
that  we  may  successfully  attack  new  problems  as  they  arise  and 
evolve  those  rules  of  practice  which  at  any  moment  may  be  best 
for  the  conditions  existing  at  that  moment. 

But  if  Thermodynamics  is  not  differential  equations,  neither 
should  too  much  trouble  be  taken  to  avoid  the  use  of  mathematics 
which  every  engineer  is  supposed  to  have  mastered.  The  calculus 
is  accordingly  employed  where  it  saves  time  and  trouble,  not  else- 
where. The  so-called  general  mathematical  method  has  been  used 
in  the  one  application  where  it  is  still  necessary  ;  elsewhere,  special 
methods,  which  give  more  physical  significance  to  the  things  de- 
scribed, have  been  employed  in  preference.  Formulas  are  useful 
to  the  busy  engineer,  but  destructive  to  the  student ;  and  after 
weighing  the  matter  the  writer  has  chosen  to  avoid  formal  definitions 
and  too  binding  symbols,  preferring  to  compel  the  occasionally 
reluctant  reader  to  grub  out  roots  for  himself  —  an  excellent  exer- 
cise which  becomes  play  by  practice. 

The  subject  of  compressed  air  is  perhaps  not  Thermodynamics, 
but  it  illustrates  in  a  simple  way  many  of  the  principles  of  gases 
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and  has  therefore  been  included.  Some  other  topics  may  convey 
an  impression  of  novelty ;  the  gas  engine  is  treated  before  the  steam 
engine,  because  if  the  order  is  reversed  the  reader  will  usually  be 
rusty  on  the  theory  of  gases  after  spending  some  weeks  with  vapor 
phenomena ;  a  brief  exposition  of  multiple-effect  distillation  is  pre- 
sented; a  limit  is  suggested  for  the  efficiency  of  the  power  gas 
producer ;  and,  carrying  out  the  general  use  of  the  entropy  diagram 
for  illustrative  purposes,  new  entropy  charts  have  been  prepared 
for  ammonia,  ether,  and  carbon  dioxide.  A  large  number  of  prob- 
lems has  been  incorporated.  Most  of  these  should  be  worked  with 
the  aid  of  the  slide  rule. 

Further  originality  is  not  claimed.  The  subject  has  been  written, 
and  may  now  be  only  re-presented.  All  standard  works  have  been 
consulted,  and  an  effort  has  been  made  to  give  credit  for  methods 
as  well  as  data.  Yet  it  would  be  impossible  in  this  way  to  fully 
acknowledge  the  beneficial  influence  of  the  writer's  former  teachers, 
the  late  Professor  Wood,  Professor  J.  E.  Denton,  and  Dr.  D.  S. 
Jacobus.  It  may  be  sufficient  to  say  that  if  there  is  anything  good 
in  the  book  they  have  contributed  to  it ;  and  for  what  is  not  good, 
they  are  not  responsible. 

Polytechnic  Institute  of  Brookltw, 
New  York,  August,  1910. 
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CHARACTERISTIC   SYMBOLS 


F  =  Fahrenheit; 
C  =  Centigrade; 
R  =  Reaumur; 
=  Radiation  (Art.  25); 
=  gas  constant  for  air  =  53.36  ft. lb. 

=  0.0686  B.t.u.; 
=  ratio  of  expansion; 
P,  p  =  pressure :  usually  lb.  per   sq.  in. 

absolute; 
F,  y  =  volume,  cu.  ft:  usually  of  1  lb.; 

=  velocity  (Chapter  XIV); 
T,  /  =  temperature,  usually  absolute; 
7"  =  heat  to  produce  change  of  tem- 
perature (Art.  12); 
^  =  change  of  internal  energy; 
I  =  disgregation  work ; 
Q,H  =  hesit  absorbed  or  emitted; 

=  total  heat  above  32°  of  1  lb.  of 
dry  vapor; 
h  =  heat  emitted ; 
=heat  of  hquid  above  32°  F; 
=  head  of  liquid; 
c  =  constant; 

=  specific  heat; 
s  =  specific  heat; 
r  =  gas  constant  (Art.  52) ; 
=  internal  heat  of  vaporization; 
= ratio  of  expansion; 

specific  heat; 


/ 


dH 
dT 
dH 
T 


entropy; 


34.5  lbs.  water  per  hour  from  and  at  212° 

F.  =  l  boiler  H.P.; 
42.42  B.t.u.  per  min.  =  1  H.P.; 
2545  B.t.u.  per  hour  =  l  H.P.; 
17.59  B.t.u.  per  minute  =  1  watt; 
w,  17  =  weight  (lb.); 

TF  =  external  mechanical  work; 
AS=piston  speed,  feet  per  minute; 
A  =  piston  area,  square  inch; 
k  =  specific  heat  at  constant  pres- 
sure; 

I  =  specific  heat  at  constant  volume; 
k 


y  = 


n=  poly  tropic  exponent; 
N,  n  =  entropy; 

e  =  coefficient  of  elasticity; 
=  external  work  of  vaporization; 
pm=mean  effective  pressure; 
D  =  piston  displacement  (Art.  190); 
r.p.m.  =revolutions  per  minute; 
H.P.  =  horse-power; 
cZ  =  density; 
^  =  32.2; 
778  =  mechanical  equivalent  of  heat; 
459.6(460)=  absolute     temperature     at 
Fahrenheit  zero; 
L  =heat  of  vaporization; 
x  =  dryness  fraction; 
/''  =  factor  of  evaporation; 
.ns=  entropy  of  dry  steam; 
ne  =  entropy  of  vaporization; 
nto  =  entropy  of  liquid. 


CHAPTER  I 

THE  NATURE  AND  EFFECTS  OF  HEAT 

1.  Heat  as  Motive  Power.  All  artificial  motive  powers  derive  their 
origin  froni  heat.  Muscular  effort,  the  forces  of  the  waterfall,  the  wind, 
tides  and  waves,  and  the  energy  developed  by  the  combustion  of  fuel,  may 
all  be  traced  back  to  reactions  induced  by  heat.  Our  solid,  liquid,  and 
gaseous  fuels  are  stored-up  solar  heat  in  the  forms  of  hydrogen  and  carbon. 

2.  Nature  of  Heat.  We  speak  of  bodies  as  "hot"  or  "cold,"  referring 
to  certain  impressions  which  they  produce  npon  our  senses.  Common 
experimental  knowledge  regarding  heat  is  limited  to  sensations  of  temper- 
ature. Is  heat  matter,  force,  motion,  or  position  ?  The  old  "  caloric " 
theory  was  that  "heat  was  that  substance  whose  entrance  into  onr  bodies 
causes  the  sensation  of  warmth,  and  whose  egress  the  sensation  of  cold." 
But  heat  is  not  a  "  substance  "  similar  to  those  with  which  we  are  familiar, 
for  a  hot  body  weighs  no  more  than  one  which  is  cold.  The  caloiists 
avoided  this  difficulty  by  assuming  the  existence  of  a  weightless  material 
fluid,  caloric.  This  substance,  present  in  the  interstices  of  bodies,  it  was 
contended,  produced  the  effects  of  heat;  it  had  the  property  of  passing 
between  bodies  over  any  intervening  distance.  Friction,  for  example,  de- 
creased the  capacity  for  caloric;  and  consequently  some  of  the  latter 
"flowed  out,"  as  to  the  hand  of  the  observer,  producing  the  sensation  of 
heat.  Davy,  however,  in  1799,  proved  that  friction  does  not  diminish  the 
capacity  of  bodies  for  containing  heat,  by  rubbing  together  two  pieces  of 
ice  until  they  melted.  According  to  the  caloric  theory,  the  resulting  water 
should  have  had  less  capacity  for  heat  than  the  original  ice :  but  the  fact  is 
that  water  has  actually  about  twice  the  capacity  for  heat  that  ice  has ;  or, 
in  other  words,  the  specific  heat  of  water  is  about  1.0,  while  that  of  ice  is 
0.504.  The  caloric  theory  was  further  assailed  by  Rumford,  who  showed 
that  the  supply  of  heat  from  a  body  put  under  appropriate  conditions  was 
so  nearly  inexhaustible  that  the  source  thereof  could  not  be  conceived  as 
being  even  an  "  imponderable"  substance.  The  notion  of  the  calorists 
was  that  the  different  specific  heats  of  bodies  were  due  to  a  varying  capac- 
ity for  caloric ;  that  caloric  might  be  squeezed  out  of  a  body  like  water 
from  a  sponge.  Eumford  measured  the  heat  generated  by  the  boring  of 
cannon  in  the  arsenal  at   Munich.     In  one  experiment,  a  gun  weighing 
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113ol3  lb.  was  heated  70°  ¥.,  although  the  total  weight  of  borings  produced 
was  only  837  grains  troy.  In  a  later  experiment,  Rumford  succeeded  in 
boiling  water  by  the  heat  thus  generated.  He  argued  thsit  "  anything 
which  any  insulated  body  or  system  of  bodies  may  continue  to  famish  without 
limitation  cannot  possibly  be  a  material  substance."  The  evolution  of  heat, 
it  was  contended,  might  continue  as  indefinitely  as  the  generation  of 
sound  following  the  repeated  striking  of  a  bell  (1).* 

Joule,  about  1845,  showed  conclusively  that  mechanical  energy 
alone  sufficed  for  the  production  of  beat,  and  that  the  amount  of  heat 
.  .  generated  was    always  proportionate   to    the 

energy  expended,  A  view  of  his  apparatus 
is  given  in  Fig.  1,  v  and  A"  being  the  verti- 
cal and  horizontal  sections,  respectively,  of 
the  container  shown  at  e.  Water  being 
placed  in  c,  a  rotary  motion  of  the  contained 
brass  paddle  wheel  was  caused  by  the  de- 
scent of  two  leaden  weights  suspended  by 
cords.       The    rise   in    temperature   of    the 


^M 


"^ 


D 


Fig.  1.    Arts.  2,  30.  —  Joule's  Apparatus. 


water  was  noted,  the  expended  work  (by  the  falling  weights)  com- 
puted, and  a  proper  correction  made  for  radiation.  Similar  experi- 
ments were  made  with  mercury  instead  of  water.  As  a  result  of 
his  experiments.  Joule  reached  conclusions  which  served  to  finally 
overthrow    the  caloric  theory. 

3.  Mechanical  Theory  of  Heat.  Various  ancient  and  modern 
philosophers  had  conceded  that  heat  was  a  motion  of  the  minute 
particles  of  the  body,   some  of  them  suggesting  that  such  motion 

*  Figures  in  parentheses  signify  references  grouped  at  the  ends  of  the  chapters. 
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was  produced  by  an  "igneous  matter."  Locke  defined  heat  as  "a 
very  brisk  agitation  of  the  insensible  parts  of  the  object,  which  pro- 
duces in  us  that  sensation  from  whicli  we  denominate  the  object 
hot ;  so  [that]  what  in  our  sensation  is  heat,  in  the  object  is  nothing 
but  motion."  Young  argued,  "If  heat  be  not  a  substance,  it  must 
be  a  quality;  and  this  quality  can  only  be  a  motion."  This  is  the 
modern  conception.  Heat  is  energy :  it  can  perform  work,  or  pro- 
duce certain  sensations ;  it  can  be  measured  by  its  various  effects. 
It  is  regarded  as  "  energy  stored  in  a  substance  by  virtue  of  the  state 
of  its  molecular  motion"  (2). 

Conceding  that  heat  is  energy,  and  remembering  the  expression  for  energy, 
^  ?«y2,  it  follows  that  if  the  mass  of  the  particle  does  not  change,  its  velocity  (molec- 
ular velocity)  must  change;  or  if  heat  is  to  include  potential  energy,  then  the 
molecular  configuration  must  change.  The  molecular  vibrations  are  invisible,  and 
their  precise  nature  unknown.  Rankine's  theory  of  molecular  vortices  assumes  a 
law  of  vibration  which  has  led  to  some  useful  results. 

Since  heat  is  energy,  its  laws  are  those  generally  applicable  to  energy, 
as  laid  down  by  Newton :  it  must  have  a  commensurable  value ;  it  must 
be  convertible  into  other  forms  of  energy,  and  they  to  heat;  and  the 
equivalent  of  heat  energy,  expressed  in  mechanical  energy  units,  must  be 
constant  and  determinable  by  experiment. 

4.  Subdivisions  of  the  Subject.  The  evolutions  and  absorptions 
of  heat  accompanying  atomic  combinations  and  molecular  decompo- 
sitions are  the  subjects  of  thermochemistry.  The  mutual  relations  of 
heat  phenomena,  with  the  consideration  of  the  laws  of  heat  trans- 
mission, are  dealt  with  in  general  physics.  The  relations  between 
heat  and  mechanical  energy  are  included  in  the  scope  of  applied  engi- 
neering thermodynamics.,  which  may  be  defined  as  the  science  of  the 
mechanical  theory  of  heat.  While  thermodynamics  is  thus  apparently 
only  a  subdivision  of  that  branch  of  physics  which  treats  of  heat,  the 
relations  which  it  considers  are  so  important  that  it  may  be  regarded 
as  one  of  the  two  fundamental  divisions  of  physics,  which  from  this 
standpoint  includes  mechanics  —  dealing  with  the  phenomena  of 
ordinary  masses  —  and  thermodynamics  —  treating  of  the  phenomena 
of  molecules.    Thermod3mamics  is  the  science  of  energy. 

5.  Applications  of  Thermodynamics.  The  subject  has  far-reaching 
applications  in  physics  and  chemistry.     In  its  mechanical  aspects,  it  deals 
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with  matters  fundamental  to  tlie  engineer.  After  developing  the  general 
laws  and  dwelling  briefly  upon  ideal  processes,  we  are  to  study  the  condi- 
tions affecting  the  efficiency  and  capacity  of  air,  gas,  and  steam  engines 
and  the  steam  turbine;  together  with  the  economics  of  air  compression, 
distillation,  refrigeration,  and  gaseous  liquefaction.  The  ultimate  engi- 
neering application  of  thermodynamics  is  in  the  saving  of  heat,  an  appli- 
cation which  becomes  attractive  when  viewed  in  its  just  aspect  as  a  saving 
of  money  and  a  mode  of  conservation  of  our  material  wealth. 

6.  Temperature.  A  hot  body,  in  common  language,  is  one  whose 
temperature  is  high,  while  a  cold  body  is  one  low  in  temperature.  Tem- 
pei-ature,  theu,  is  a  measure  of  the- Jiotness  of  bodies.  From  a  rise  in  tem- 
perature, we  infer  an  accession  of  heat ;  or  from  a  fall  in  temperature, 
a  loss  of  heat.*  Temperature  is  not,  however,  a  satisfactory  measure  of 
quantities  of  heat.  A  pound  of  water  at  200°  contains  very  much  more 
heat  than  a  pound  of  lead  at  the  same  temperature ;  this  may  be  demon- 
strated by  successively  cooling  the  bodies  in  a  bath  to  the  same  final  tem- 
perature, and  noting  the  gain  of  heat  by  the  bath.  Furthermore,  immense 
quantities  of  heat  are  absorbed  by  bodies  in  passing  from  the  solid  to  the 
liquid  or  from  the  liquid  to  the  vaporous  conditions,  without  any  change 
in  temperature  whatever.  Temperature  defines  a  condition  of  heat  only. 
It  is  a  measure  of  the  ccqmcity  of  the  body  for  coiwnmnicating  heat  to  other 
bodies.  Heat  always  passes  from  a  body  of  relatively  high  temperature; 
it  never  passes  of  itself  from  a  cold  body  to  a  hot  one.  Wherever  two 
bodies  of  different  temperatures  are  in  thermal  juxtaposition,  an  inter- 
change of  heat  takes  place ;  the  cooler  body  absorbs  heat  from  the  hotter 
body,  no  matter  which  contains  initially  the  greater  quantity  of  heat, 
until  the  two  are  at  the  same  temperature,  or  in  thermal  equilibrinm. 
Tico  bodies  are  at  the  same  temperature  when  there  is  no  tendency  touxird  a 
transfer  of  heat  between  them.  Measurements  of  temperature  are  in  gen- 
eral based  upon  arbitrary  scales,  standardized  by  comparison  with  some 
physically  established  "  fixed  "  point.  One  of  these  fixed  temperatures  is 
that  minimum  at  which  pure  water  boils  when  under  normal  atmospheric 
pressure  of  14.697  lb.  per  square  inch;  viz.  212°  F.  Another  is  the 
maximum  temperature  of  melting  ice  at  atmospheric  pressure,  which  is 
32°  F.  Our  arbitrary  scales  of  temperature  cannot  be  expressed  in  terms 
of  the  fundamental  physical  units  of  length  and  weight. 

7-  Measurement  of  Temperature.  Temperatures  are  measm-ed  by  thermome- 
ters. The  common  type  of  instrument  consists  of  a  connected  bulb  and  vertical 
tube,  of  glass,  in  which  is  contained  a  hquid.     Any  change  in  temperature  affects 

*  ".  .  .  the  chang3  in  teinrterature  is  the  thiiii^  observed  and  .  .  .  the  idea  of  heat 
is  introduced  to  account  for  tiie  change.  .  .  ." — Goodenough. 
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the  volume  of  the  hquid,  and  the  portion  in  the  tube  consequently  rises  or  falls. 
The  expansion  of  solids  or  of  gases  is  sometimes  utilized  in  the  design  of  thermom- 
eters. Mercury  and  alcohol  are  the  liquids  commonly  used.  The  former  freezes  at 
-38°  F.  and  boils  at  675°  F.  The  latter  freezes  at  -203°  F.  and  boils  at  173°  F. 
The  mercury  thermometer  is,  therefore,  more  commonly  used  for  high  tempera- 
tures, and  the  alcohol  for  low  (2a). 

8.  Thermometric  Scales.  The  Fahrenheit  thermometer,  generally 
employed  by  engineers  in  the  United  States  and  Great  Britain, 
divides  the  space  between  the  "fixed  points"  (Art.  6)  into  180 
equal  degrees,  freezing  being  at  32°  and  boiling  at  212°.  The 
Centigrade  scale,  employed  by  chemists  and  physicists  (sometimes 
described  as  the  Celsius  scale),  calls  the  freezing  point  0°  and  the 
boiling  point  100°.  On  the  Reaumur  scale,  used  in  Russia  and  a 
few  other  countries,  water  freezes  at  0°  and  boils  at  80°.  One  de- 
gree on  the  Fahrenheit  scale  is,  therefore,  equal  to  |^°  C,  or  to  |^°  R. 
In  making  transformations,  care  must  be  taken  to  regard  the  differ- 
ent zero  point  of  the  Fahrenheit  thermometer.  On  all  scales,  tem- 
peratures below  zero  are  distinguished  by  the  minus  (  — )  prefix. 

The  Centigrade  scale  is  unquestionably  superior  in  facilitating  arithmetical 
calculations;  but  as  most  English  papers  and  tables  are  published  in  Fahrenheit 
units,  we  must,  for  the  present  at  least,  use  that  scale  of  temperatures. 

9.  High  Temperature  Measurements.  For  measuring  temperatures  above 
800 '  F.,  some  form  of  pyrometer  must  be  employed.  The  simplest  of  these  is  the 
metulUc  pyrometer,  exemplifying  the  principle  that  different  metals  expand  to  dif- 
ferent extents  when  heated  through  the  same  range  of  temperature.  Bars  of  iron 
and  brass  are  firmly  connected  at  one  end,  the  other  ends  being  free.  At  some 
standard  temperature  the  two  bars  are  of  the  same  length,  and  the  indicator,  con- 
trolled jointly  by  the  two  free  ends  of  the  bars,  registers  that  temperature.  When 
the  temperature  changes,  the  indicator  is  moved  to  a  new  position  by  the  relative 
distortion  of  the  free  ends. 

In  the  Le  Chatelier  electric  pyrometer,  a  thermoelectric  couple  is  employed.  For 
temperatures  ranging  from  300°  C.  to  1500°  C,  one  element  is  made  of  platinum, 
the  other  of  a  10  per  cent,  alloy  of  platinum  with  rhodium.  Any  rise  in  tempera- 
ture at  the  junction  of  the  elements  induces  a  flow  of  electric  current,  which  is  con- 
ducted by  wires  to  a  galvanometer,  located  in  any  convenient  position.  The  ex- 
pensive metallic  elements  are  protected  from  oxidation  by  enclosing  porcelain 
tubes.  In  the  Bristol  thermoelectric  instrument,  one  element  is  of  a  platinum- 
rhodium  alloy,  the  other  of  a  cheaper  metal.  The  electromotive  force  is  indicated 
by  a  Weston  millivoltmeter,  graduated  to  read  temperatures  directly.  The  in- 
strument is  accurate  up  to  2000°  F.  The  electrical  resistance  pyrometer  is  based  on 
the  law  of  increase  of  electrical  resistance  with  increase  of  temperature.  In  Cal- 
lendar's  form,  a  coil  of  fine  platinum  wire  is  wound  on  a  serrated  mica  frame. 
The  instrument  is  enclosed  in  porcelain,  and  placed  in  the  space  the  temperature 
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of  which  is  to  be  ascertained.  The  resistance  is  measured  by  a  Wheatstone  bridge, 
a  galvanometer,  or  a  potentiometer,  calibrated  to  read  temperatures  directly. 
Each  instrument  must  be  separately  calibrated. 

Optical  pyrometers  are  based  on  the  principle  that  the  colors  of  bodies  vary 
with  their  temperatures  (26).  In  the  Morse  thermogage,  of  this  type,  an  incandescent 
lamp  is  wired  in  circuit  witli  a  rheostat  and  a  millivoltmeter.  The  lamp  is  located 
between  the  eye  and  the  object,  and  the  current  is  regulated  until  the  lamp  be- 
comes invisible.  The  temperature  is  then  read  directly  from  the  calibrated  milli- 
voltmeter. The  device  is  extensively  used  in  hardening  steel  tools,  and  has  been 
employed  to  measure  the  temperatures  in  steam  boiler  furnaces. 

10.  Cardinal  Properties.  A  cardinal  or  integral  property  of  a 
substance  is  any  property  which  is  fully  defined  hy  the  immediate 
state  of  the  substance.  Thus,  weight,  length,  specific  gravity,  are 
cardinal  properties.  On  the  other  hand,  cost  is  a  non-cardinal  prop- 
erty;  the  cost  of  a  substance  cannot  be  determined  by  examination 
of  that  substance;  it  depends  upon  the  previous  history  of  the  sub- 
stance. Any  two  or  three  cardinal  properties  of  a  substance  may  be 
used  as  coordinates  in  a  grap)liio  representation  of  the  state  of  the  sub- 
stance. Properties  not  cardinal  may  not  be  so  used,  because  such 
properties  do  not  determine,  nor  are  they  determinable  by,  the  pres- 
ent state  of  the  substance.  The  cardinal  properties  employed  in 
thermodynamics  are  five  or  six  in  number.*  Three  of  these  are  pres- 
sure, volume,  and  temperature ;  pressure  being  understood  to  mean 
specific  pressure,  or  uniform  pressure  per  unit  of  surface,  exerted  by  or 
upon  the  body,  and  volume  to  mean  volume  per  unit  of  weight.  The 
location  of  any  point  in  space  is  fully  determined  by  its  three  coordi- 
nates. Similarly,  airy  three  cardinal  properties  may  serve  to  fix  the 
thermal  condition  of  a  substance. 

The  first  general  principle  of  thermodynamics  is  that  if  two  of  the 
three  named  cardinal  properties  are  known,  these  two  enable  us  to  calcu- 
late the  third.  This  principle  cannot  be  proved  d.  priori ;  it  is  to  be  justi- 
fied by  its  results  in  practice.  Other  thermodynamic  properties  than 
pressure,  volume,  and  temperature  conform  to  the  same  general  principle 
(Art.  169)  ;  with  these  properties  we  are  as  yet  unacquainted.  A  correlated 
principle  is,  then,  that  any  two  of  the  cardinal  properties  suffice  to  fidly 
determine  the  state  of  the  substance.  For  certain  gases,  the  general  prin- 
ciple may  be  expressed,  PV=  (  f)T 

*  For  gases,  pressure,  volume,  temperature,  internal  energy,  entropy ;  for  wet 
vapors,  dryness  is  another. 
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while  for  other  gaseous  fluids  more  complex  equations  (Art.  363)  must  be 
used.  In  general,  these  equations  are,  in  the  language  of  analytical 
geometry,  equations  to  a  surface.  Certain  vapors  cannot  be  represented, 
as  yet,  \j  any  single  equation  between  P,  T,  and  T,  although  correspond- 
ing values  of  these  properties  may  have  been  ascertained  by  experiment. 
With  other  vapors,  the  pressure  may  be  expressed  as  a  function  of  the 
temperature,  while  the  volume  depends  both  upon  the  temperature  and 
upon  the  proportion  of  liquid  mingled  with  the  vapor. 

11.  Preliminary  Assumptions.  The  greater  part  of  the  subject 
deals  with  substances  assumed  to  be  in  a  state  of  mechanical  equilibrium, 
all  changes  being  made  with  infinite  slowness.  A  second  assumption 
is  that  no  chemical  actions  occur  during  the  thermodynamic  trans- 
formation. In  the  third  place,  the  substances  dealt  Avith  are  assumed 
to  be  so  homogeneous,  as  to  be  in  uniform  thermal  condition  through- 
out :  for  example,  the  pressure  property  must  involve  equality  of 
pressure  in  all  directions ;  and  this  limits  the  consideration  to  the 
properties  of  liquids  and  gases. 

The  thermodynamics  of  solids  is  extremely  complex,  because  of  the  obscure 
stresses  accompanying  their  deformation  (3).  Kelvin  (4)  has  presented  a  general 
analysis  of  the  action  of  any  homogeneous  solid  body  homogeneously  strained. 

12.  The  Three  EiEfects  of  Heat.  Setting  aside  the  obvious  un- 
classified changes  in  pressure,  volume,  and  temperature  accompanying 
manifestations  of  heat  energy,  there  are  three  known  ways  in  which 
heat  may  be  expended.     They  are  : 

(a)  In  a  change  of  temperature  of  the  substance. 

(6)  In  a  change  of  physical  state  of  the  substance. 

(tf)  In  the  performance  of  external  work  by  or  upon  the  substance. 
Denoting  these  effects  by  T,  I,  and  W,  then,  for  any  transfer  of  heat 
IT,  we  have  the  relation 

any  of  the  terms  of  which  expression  may  be  negative.  It  should  be 
quite  obvious,  therefore,  that  changes  of  temperature  alone  are  in- 
sufficient to  measure  expenditures  of  heat. 

Items  (a)  and  (6)  are  sometimes  grouped  together  as  indications 
of  a  change  in  the  INTERNAL  ENERGY  (symbol  E)  of  the  heated 
substance,  the  term  being  one  of  the  first  importance,  which  it  is 
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essential  to  clearly  apprehend.    Items  (l)  and  (<?)  are  similarly  some- 
times combined  as  representing  the  total  work. 

13.  The  Temperature  Effect.  Temperature  indications  of  heat  activity  are 
sometimes  referred  to  as  "  sensible  heat."  The  addition  of  heat  to  a  substance 
may  either  raise  or  lower  its  temperature,  in  accordance  with  the  fundamental 
equation  of  Art.  12. 

The  temperature  effect  of  heat,  from  the  standpoint  of  the  mechanical 
theory,  is  due  to  a  change  in  the  velocity  of  molecular  motion,  in  conse- 
quence of  which  the  kinetic  energy  of  that  motion  changes. 

This  effect  is  therefore  sometimes  referred  to  as  vibration  work.  Clausius 
called  it  actual  energy. 

14.  External  Work  Effect.  The  expansion  of  solids  and  fluids,  due  to  the  supply 
of  heat,  is  a  familiar  phenomenon.  Heat  may  cause  either  expansion  or  contraction, 
which,  if  exerted  against  a  resistance,  may  suffice  to  perform  mechanical  work. 

15.  Changes  of  Physical  State.  Broadly  speaking,  such  effects 
include  all  changes,  other  than  those  of  temperature,  within  the  sub- 
stance itself.  The  most  familiar  examples  are  the  change  between 
the  solid  and  the  liquid  condition,  when  the  substance  melts  or 
freezes,  and  that  between  the  liquid  and  the  vaporous,  when  it  boils 
or  condenses ;  but  there  are  intermediate  changes  of  molecular  aggrega- 
tion in  all  material  bodies  which  are  to  be  classed  with  these  effects 
under  the  general  description,  disgregation  work.  The  mechanical 
theory  assumes  that  in  such  changes  the  molecules  are  moved  into 
new  positions,  with  or  against  the  lines  of  mutual  attraction.  These 
movements  are  analogous  to  the  "partial  raising  or  lowering  of  a 
weight  which  is  later  to  be  caused  to  perform  work  by  its  own  descent. 
The  potential  energy  of  the  substance  is  thus  changed,  and  positive 
or  negative  work  is  performed  against  internal  resisting  forces." 

When  a  substance  changes  its  j^hysical  state,  as  from  water  to  steam,  it 
can  be  shown  that  a  very  considerable  amount  of  external  work  is  done,  in 
consequence  of  the  increase  in  volume  which  occurs,  and  which  may  be 
made  to  occur  against  a  heavy  pressure.  This  external  work  is,  however, 
equivalent  only  to  a  very  small  proportion  of  the  total  heat  supplied  to 
produce  evaporation,  the  balance  of  the  heat  having  been  expended  in  the 
performance  of  disgregation  work. 

The  molecular  displacements  constituting  disgregation  work  are  exemplified  in 
the  phenomena  of  solution,  and  in  the  action  of  freezing  mixtures  (5). 
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16.  Solid,  Liquid,  Vapor,  Gas.  Solid  bodies  are  those  which  resist  tendencies 
to  change  their  form  or  volume.  Liquids  are  those  bodies  which  in  all  of  their 
parts  tend  to  preserve  definite  volume,  and  which  are  practically  unresistaiit  to 
intiuences  tending  to  slowly  change  tlieir  figure.  Gases  are  unresistant  to  slow 
changes  in  figure  or  to  increases  iu  volume.  They  tend  to  expand  indefinitely  so 
as  to  completely  fill  any  space  in  which  they  are  contained,  no  matter  what  the 
shape  or  tlie  size  of  that  space  nuiy  be.  Most  substances  have  been  observed  in 
all  three  forms,  under  appropriate  conditions ;  and  all  substances  can  exist  in  any 
of  the  forms.  At  this  stage  of  the  discussion,  no  essential  difference  need  be 
drawn  between  a  vapor  and  a  gas.  Formerly,  the  name  vapor  was  applied  to 
those  gaseous  substances  which  at  ordinary  temperatures  were  liquid,  while  a 
'^  gas  "  was  a  substance  never  observed  in  the  liquid  condition.  Since  all  of  the 
so-called  "permanent"  gases  have  been  liquefied,  this  distinction  has  lost  its  force. 
A  useful  definition  of  a  vapor  as  distinct  from  a  true  gas  will  be  given  later 
(Art.  380). 

Under  normal  atmospheric  pressure,  there  exist  well-defined  tempera- 
tures at  which  various  substances  pass  from  the  solid  to  the  liquid  and 
from  the  liquid  to  the  gaseous  conditions.  The  temperature  at  which  the 
former  change  occurs  is  called  the  melting  point  or  freezing  point;  that  of 
the  latter  is  known  as  the  boiling  point  or  temperature  of  condensation. 

17.  Other  Changes  of  State.  Although  the  operation  described  as  boiling 
occurs,  for  each  liquid,  at  some  definite  temperature,  there  is  an  almost  continual 
evolution  of  vapor  from  nearly  all  liquids  at  temperatures  below  their  boiling 
points.  Such  "insensible"  evaporation  is  with  some  substances  non-existent,  or 
at  least  too  small  in  amount  to  permit  of  measurement:  as  in  the  instances  of  mercury 
at  32°  F.  or  of  sulphuric  acid  at  any  ordinary  temperature.  Ordinarily,  a  hquid 
at  a  given  temperature  continues  to  evaporate  so  long  as  its  partial  vapor  pressure 
is  less  than  the  maximum  pressure  corresponding  to  its  temperature.  The  inter- 
esting phenomenon  of  sublimation  consists  in  the  direct  passage  from  the  solid  to 
the  gaseous  state.  Such  substances  as  camphor  and  iodine  manifest  this  property. 
Ice  and  snow  also  pass  directly  to  a  state  of  vapor  at  temperatures  far  below  the 
freezing  point.  There  seem  to  be  no  quantitative  data  on  the  heat  relations  accom- 
panying this  change  of  state  (see  Art.  382  b).  . 

18.  Variations  in  "  Fixed  ^  Points."  Aside  from  the  influence  of  pressure 
(Arts.  358,  603),  various  causes  may  modify  the  positions  of  the  "fixed  points"  of 
the  thermometric  scale.  Water  may  be  cooled  below  32°  F.  without  freezing,  if 
kept  perfectly  still.  If  free  from  air,  water  boils  at  270-290°  F.  Minute  particles 
of  air  are  necessary  to  start  evaporation  sooner;  their  function  is  probably  to  aid 
in  the  diffusion  of  heat. 

(1)  Tyndall:  Heat  as  a  Mode  of  Motion.  (2)  Nichols  and  Franklin:  The  Ele- 
ments of  Physics,  I,  161.  (2a)  Heat  Treatment  of  High  Temperature  Mercurial 
Thermometers,  by  Dickinson;  Bulletin  of  the  Bureau  of  Standards,  2,  2.  (26)  See 
the  paper,  Optical  Pyrometry,  by  Waidner  and  Burgess,  Bulletin  of  the  Bureau  of 
Standards,   1,  2.     (3)  See  paper  by  J.  E.  Siebel:    The  Molecular  Constitution  of 
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Solids,   in  Science,    Nov.   5,    1909,   p.   654.     (4)  Quarterly  Mathematical  Journal, 
April,  1855.     (5)  Darling:  Heat  for  Engineers,  20S, 

SYNOPSIS   OF   CHAPTER  I 

Heat  is  the  universal  source  of  motive  power. 

Theories  of  heat :  the  caloric  theory  —  heat  is  matter;  the  mechanical  theory  —  heat 

is  molecular  motion,  mutually  convertible  with  mechanical  energy. 
Thermochemistry,  Thermodynamics. 
Thermodynamics :  the  mechanical  theory  of  heat ;  in  its  engineering  applications,  the 

science  of  heat-motor  efficiency. 
Heat  intensity,  temperature  :  definition  of,  measurement  of  ;  pyrometers. 
Thermometric  scales :    Fahrenheit,    Centigrade,    Reaumur ;     fixed   points    and   their 

variations. 
Cardinal  properties :  pressure,  volume,  temperature  ;  PV=  (/)  T. 
Assumptions :  uniform  thermal  condition;  no  chemical  action  ;  mechanical  equilibrium. 
Effects  of  heat :  R=  T-{-I-\-  W;   T-\-I=E=  "internal  energy  ";   Tr=extemal  work. 
Changes  of  physical  state,  perceptible  and  imperceptible  :  I=disgregation  work. 
Solid,   liquid,   vapor,    gas:    melting  point,   boiling    point;    insensible   evaporation; 

sublimation. 

PROBLEMS 

1.  Compute  the  freezing  points,  on  the  Centigrade  scale,  of  mercury  and  alcohol, 
(^ws.,  mercury,  -38.9°:  alcohol, -130.6°.) 

2.  At  what  temperatures,  Reaumur,  do  alcohol  and  mercury  boil?      {Ans.,  mer- 
cury, 285.8°:  alcohol,  62.7°.) 

3.  The  normal  temperature  of  the  human  body  is  98.6°  F.     Express  in  Centigrade 
degrees.     {Ans.,  37°  C.) 

4.  At  what  temperatures  do  the  Fahrenheit  and  Centigrade  thermometers  read 
alike?     {Ans.,  -40°.) 

5.  At  what  temperatures  do  the   Fahrenheit   and  Reaumur  thermometers  read 
alike?     {Ans.,  -25.6°.) 

6.  Express  the  temperature  —273°  C.  on  the  Fahrenheit  and  Reaumur  scales. 
(Ans.,  -459.4°  F.:  -218.4°  R.) 


CHAPTER  II 

THE   HEAT   UNIT:     SPECIFIC    HEAT:     FIRST   LAW   OF 
THERMODYNAMICS 

19.  Temperature  —  Waterfall  Analogy.  The  difference  between  temperature 
and  quantity  of  heat  may  be  apprehended  from  the  analogy  of  a  waterfall.  Tem- 
perature is  like  the  head  of  water;  the  energy  of  the  fall  depends  upon  the  head, 
but  cannot  be  computed  without  knowing  at  the  same  time  the  quantity  of  water. 
As  waterfalls  of  equal  height  may  differ  in  power,  while  those  of  equal  power  may 
differ  in  fall,  so  bodies  at  like  temperatures  may  contain  different  quantities  of 
heat,  and  those  at  unequal  temperatures  may  be  equal  in  heat  contents. 

20.  Temperatures  and  Heat  Quantities.  If  we  mix  equal  weights  of 
water  at  different  temperatures,  the  resulting  temperature  of  the  mix- 
ture will  be  very  nearly  a  mean  between  the  two  initial  temperatures. 
If  the  original  weights  are  unequal,  then  the  final  temperature  will  be 
nearer  that  initially  held  by  the  greater  weight.  The  general  principle  of 
transfer  is  that 

The  loss  of  heat  by  the  hotter  water  will  equal  the  gain  of  heat  by  the 
colder. 

Thus,  5  lb.  of  water  at  200°  mixed  with  1  lb.  at  104°  gives  6  lb.  at 
184°;  the  hotter  water  having  lost  80  "pound-degrees,"  and  the  colder 
water  having  gained  the  same  amount  of  heat.  If,  however,  we  mix  the 
5  lb.  of  hot  water  with  1  lb.  of  some  other  substance  —  say  linseed  oil  — 
the  resulting  temperature  will  not  be  184°,  but  194.6°,  if  the  initial  tem- 
perature of  the  oil  is  104°. 

21.  General  Principles.  Before  proceeding,  we  may  note,  in  addition  to  the 
principle  just  laid  down,  the  following  laws  which  are  made  apparent  by  the  ex- 
periments described  and  others  of  a  similar  nature  : 

(a)  In  a  homogeneous  substance,  the  movement  of  heat  accom- 
panying a  given  change  of  temperature  *  is  proportional  to  the 
weight  of  the  substance. 

(5)  The  movement  of  heat  corresponding  to  a  given  change  of 

*  Not  only  the  amount,  but  the  method^  of  changing  the  temperature  must  be 
fixed  (Art.  57). 

n 
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temperature  is  not  necessarily  the  same  for  equal  intervals  at  all 
parts  of  the  thermometric  scale ;  thus,  water  cooling  from  200°  to 
195°  does  not  give  out  exactly  the  same  quantity  of  heat  as  in  cool- 
ing from  100°  to  95°. 

((?)  Tlie  loss  of  heat  during  cooling  through  a  stated  range  of 
temperature  is  exactly  equal  to  the  gain  of  heat  during  warming 
through  the  same  range. 

22.  The  Heat  Unit.  Changes  of  temperature  alone  do  not  measure  heat  quan- 
tities, because  lieat  produces  other  effects  than  that  of  temperature  change.  If, 
however,  we  place  a  body  under  ''standard"  conditions,  at  which  these  other 
eifects,  if  not  known,  are  at  least  constant,  then  we  may  define  a  unit  of  quantity 
of  heat  by  reference  to  the  change  in  temperature  which  it  produces,  understand- 
ing that  there  may  be  included  perceptible  or  imperceptible  changes  of  other 
kinds,  not  affecting  the  constancy  of  value  of  the  unit. 

The  British  Thermal  Unit  is  that  quantity  of  heat  which  is  expended  in 
raising  the  temperature  of  one  pound  of  water  (or  in  producing  other  effects 
during  this  change  in  temperature)  from  62°  to  63°  F.* 

To  heat  water  over  this  range  of  temperature  requires  very  nearly  the  same 
expenditure  of  heat  as  is  necessary  to  warm  it  1°  at  any  point  on  the  thermometric 
scale.  In  fact,  some  writers  define  the  heat  unit  as  that  quantity  of  heat  necessary 
to  change  the  temperature  from  39.1°  (the  temperature  of  maximum  density)  to 
40.1°.  Others  use  the  ranges  32°  to  33°,  59°  to  60°,  or  39°  to  40°.  The  range  first 
given  is  that  most  recently  adopted. 

23.  French  Units.  The  French  or  C.  G.  S.  iniit  of  heat  is  the 
calorie,  the  amoant  of  heat  necessary  to  raise  the  temperature  of  one 
kilogram  of  water  1°  C.  Its  value  is  2.2046  X^  =  3.96832  B.  t.  u.,  and 
1  B.  t.  u.  =  0.251996  cal.  The  calorie  is  variously  measured  from  4°  to 
5°  and  from  14.5°  to  15.5°  C.  The  gram-calorie  is  the  heat  required  to 
raise  the  temperature  of  one  gram  of  water  1°  C.  The  Centigrade  heat 
unit  measures  the  heat  necessary  to  raise  one  pound  of  water  1°  C.  in 
temperature. 

24.  Specific  Heat.  Eef erence  was  made  in  Art.  20  to  the  different  heat 
capacities  of  different  substances,  e.g.  water  and  linseed  oil.  If  we  mix 
a  stated  quantity  of  water  at  a  fixed  temperature  successively  with  equal 
weights  of  various  materials,  all  initially  at  the  same  temperature,  the 
final  temperatures  of  the  mixtures  will  all  differ,  indicating  that  a  unit 

*  There  are  certain  grounds  for  preferring  that  definition  which  makes  the  B.  t.  u. 
the  yip  part  of  the  amount  of  heat  required  to  raise  the  temperature  of  one  pound  of 
water  at  atmospheric  pressure  from  the  freezing  point  to  the  boiling  point. 
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rise  of  temperature  of  unit  weight  of  these  various  materials  represents  a 
different  expenditure  of  heat  in  each  case. 

The  property  by  virtue  of  wliich  materials  differ  in  this  respect  is 
that  of  specific  heat,  which  may  be  defined  as  the  quantity  of  heat 
necessary  to  raise  the  temperature  of  unit  weight  of  a  body  through  one 
degree. 

The  specific  heat  of  water  at  standard  temperature  (Art.  22)  is,  meas- 
ured in  B.  t.  u.,  1.0 ;  generally  speaking,  its  value  is  slightly  variable,  as  is 
that  of  all  substances. 

Rankine's  definition  of  specific  heat  is  illustrative:  "the  specific  heat  of  nny 
substance  is  the  ratio  of  the  weight  of  water  at  or  near  39.1°  F.  [62"-63°  F.]  which 
has  its  temperature  altered  one  degree  by  the  transfer  of  a  given  quantity  of  heat, 
to  the  weight  of  the  other  substance  under  consideration,  which  has  its  temperature 
altered  one  degree  by  the  transfer  of  an  equal  quantity  of  heat." 

25.  Mixtures  of  Different  Bodies.  If  the  weights  of  a  group  of 
mixed  bodies  be  X,  Y,  Z,  etc.,  their  specific  heats  x,  y,  z,  etc.,  their  ini- 
tial temperatures  t,  u,  v,  etc.,  and  the  final  temperature  of  the  mixture 
be  m,  then  we  have  the  following  as  a  general  equation  of  thermal  equi- 
librium, in  w^hich  any  quantity  may  be  solved  for  as  an  unknown: 

xX(t  —  m)-\-y  Y{iL  —  m)  +  zZ{v  —  m)  •  •  •  =0. 

This  illustrates  the  usual  method  of  ascertaining  the  specific  heat  of  any 
body.  When  all  the  specific  heats  are  known,  the  loss  of  heat  to  sur- 
rounding bodies  may  be  ascertained  by  introducing  the  additional  term, 
-fjR,  on  the  left-hand  side  of  this  equation.  The  solution  will  usually 
give  a  negative  value  for  B,  indicating  that  surrounding  bodies  have 
absorbed  rather  than  contributed  heat.  The  value  of  H  will  of  course  be 
expressed  in  heat  units. 

26.  Specific  Heat  of  Water.  The  specific  heat  of  water,  according 
to  Rowland's  experiments,  decreases  as  the  temperature  is  increased 
from  39.1°  to  80°  F.,  at  which  latter  temperature  it  reaches  a  minimum 
value,  afterward  increasing  (Art.  359,  footnote).  The  variation  in  its 
value  is  very  small.  The  approximate  specific  heat,  1.0,  is  high  as  com- 
pared with  that  of  almost  all  other  substances. 

27.  Problems  Involving  Specific  Heat.  The  quantity  of  heat  re- 
quired to  produce  a  given  change  of  temperature  in  a  body  is  equal 
to  tlie  weight  of  the  body,  multiplied  by  the  range  of  temperature 
and  by  the  specific  heat. 

Or,  symbolically,  using  the  notation  of  Art.  25, 

H=xX(m-t). 
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If  the  body  is  cooled,  then  m,  the  final  temperature,  is  less  than  t,  and  the  sign  of 
H  is  —  ;  if  the  body  is  warmed,  the  sign  of  //is  +,  indicating  a  reception  of  heat. 

28.  Consequences  of  the  Mechanical  Theory.  The  Mechanical  Equivalent 
of  Heat.  Even  before  Joule's  formulation  (Art.  2),  Euniford's  ex- 
periments had  sufficed  for  a  comparison  of  certain  effects  of  heat 
with  an  expenditure  of  mechanical  energy.  The  power  exerted  by  the 
Bavarian  horses  used  to  drive  his  machinery  is  uncertain;  but  Alexander 
has  computed  the  approximate  relation  to  have  been  847  foot-pounds  = 
1  B.  t.  u.  (1),  while  another  writer  fixes  the  ratio  at  1034,  and  Joule  cal- 
culated the  value  obtained  to  have  been  849. 

Carnot's  work,  although  based  throughout  on  the  caloric  theory,  shows  evident 
doubts  as  to  its  validity.  This  writer  suggested  (1824)  a  repetition  of  Rinnford's 
experiments,  with  provision  for  accurately  measuring  the  force  employed.  Using 
a  method  later  employed  by  Mayer  (Art.  29)  he  calculated  that  "0.611  units 
of  motive  power"  were  equivalent  to  "550  units  of  heat";  a  relation  which 
Tyndall  computes  as  representing  370  kilogram-meters  per  calorie,  or  676  foot- 
pounds per  B.  t.  u.  Montgolfier  and  Seguin  (1839)  may  possibly  have  anticipated 
Mayer's  analysis. 

29.  Mayer's  Calculation.  This  obscure  German  physician  published  in  1842 
(2.)  his  calculation  of  the  mechanical  equivalent  of  heat,  based  on  the  difference 
in  the  specific  heats  of  air  at  constant  pressure  and  constant  volume,  giving 
the  ratio  771.4  foot-pounds  per  B.  t.  u.  (Art.  72).  This  was  a  substantially  correct 
result,  though  given  little  consideration  at  the  time.  Mayer  had  previously  made 
rough  calculations  of  equivalence,  one  being  based  on  the  rise  of  temperature 
occurring  in  the  "beaters  "  of  a  paper  mill. 

30.  Joule's  Determination.  Joule,  in  1843,  presented  the  first  of  his 
exhaustive  papers  on  the  subject.  The  usual  form  of  apparatus  employed 
has  been  shown  in  Fig.  1.  In  the  appendix  to  his  paper  Joule  gave  770  as 
the  best  value  deducible  from  his  experiments.  In  1849  (3)  he  presented 
the  figure  for  many  years  afterward  accepted  as  final,  viz.  772. 

In  1878  an  entirely  new  set  of  experiments  led  to  the  value  772.55,  which 
Joule  regarded  as  probably  slightly  too  low.  Experiments  in  1857  had  given  the 
values  745,  753,  and  7G6.  Most  of  the  tests  were  made  with  water  at  about  60°  F. 
This,  with  the  value  of  7  at  Manchester,  where  the  experiments  were  made,  in- 
volves slight  corrections  to  reduce  the  results  to  standard  conditions  (4). 

31.  Other  Investigators.  Of  independent,  though  uncertain,  merit,  were  the 
results  deduced  by  the  Danish  engineer,  Colding,  in  1843.  His  value  of  the 
equivalent  is  given  by  Tyndall  as  638  (5).  Helmholtz  (1847)  treated  the  matter 
of  equivalence  from  a  speculative  standpoint.  Assuming  that  "  perpetual  motion  " 
is  impossible,  he  contended  that  there  must  be  a  definite  relation  between  heat 
energy  and  mechanical  energy.     As  early  as  1845,  Holtzmann  (6)  had  apparently 
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independently  calculated  the  equivalence  by  Mayer's  method.  By  1847  the  reality 
of  the  numerical  relation  had  been  so  thoroughly  established  that  little  more  was 
heard  of  the  caloric  theory.  Clausius,  following  Mayer,  in  1850  obtained  wide 
circulation  for  the  value  758  (7) . 

32.  Hirn's  Investigation.  Joule  had  employed  mechanical  agencies  in  the 
heating  of  water.  Hirn,  in  1865  (8),  described  an  experiment  by  w^hich  he  trans- 
formed into  heat  the  work  expended  in  producing  the  impact  of  solid  bodies. 
Two  blocks,  one  of  iron,  the  other  of  wood,  faced  with  iron  in  contact  with  a  lead 
cylinder,  were  suspended  side  by  side  as  pendulums.  The  iron  block  was  allowed 
to  strike  against  the  wood  block  and  the  rise  in  temperature  of  water  contained  in 
the  lead  cylinder  was  noted  and  compared  with  the  computed  energy  of  impact. 
The  value  obtained  for  the  equivalent  was  775. 

Far  more  conclusive,  tliongli  less  accurate,  results  were  obtained 
by  Hirn  by  noting  that  the  heat  in  the  exhaust  steam  from  all  engine 
cylinder  was  less  than  that  which  was  present  in  the  entering  steam. 
It  was  shown  by  Clausius  that  the  heat  which  liad  disappeared  was 
always  roughly  proportional  to  the  work  done  by  the  engine,  the 
average  ratio  of  foot-pounds  to  heat  units  being  753  to  1.  This  was 
virtually  a  reversal  of  Joule's  experiment,  illustrating  as  it  did  the 
conversion  of  heat  into  work.  It  is  the  most  striking  proof  we  have 
of  the  equivalence  of  work  and  heat. 

33.  Recent  Practice.  In  1876  a  committee  of  the  British  Association  for  the 
Advancement  of  Science  reviewed  critically  the  work  of  Joule,  and  as  a  mean 
value,  derived  from  his  best  60  experiments,  recommended  the  use  of  the  figure 
774.1,  which  was  computed  to  be  correct  wdthin  ^l^.  In  1879,  Rowland,  having 
conducted  exact  experiments  on  the  specific  heat  of  water,  carefully  redetermined 
the  value  of  the  equivalent  by  driving  a  paddle  wheel  about  a  vertical  axis  at 
fixed  speed,  in  a  vessel  of  water  prevented  from  turning  by  counterbalance  weights. 
The  torque  exerted  by  the  paddle  was  measured.  This  permitted  of  a  calculation 
of  the  energy  expended,  w^hich  was  compared  with  the  rise  in  temperature  of  the 
water.  Rowland's  value  was  778,  with  water  at  its  maximum  density.  This 
was  regarded  a.s  possibly  slightly  low  (9).  Since  the  date  of  Rowland's  work,  the 
subject  has  been  investigated  by  Griffiths  (10),  who  makes  the  value  somewhat 
greater  than  778,  and  by  Reynolds  and  Moorby  (11),  who  report  the  ratio  778  as 
the  mean  obtained  for  a  range  of  temperature  from  32°  to  212°  F.  This  they 
regard  as  possibly  1  or  2  foot-pounds  too  low. 

34.  Summary.  The  establishing  of  a  definite  mechanical  equivalent  of 
heat  may  be  regarded  as  the  foundation  stone  of  thermodynamics.  Accord- 
ing to  Merz  (12),  the  anticipation  of  such  an  equivalent  is  due  to  Poncelet 
and  Carnot;  Rumford's  name  might  be  added.  "The  first  philosophical 
generalizations  were  given  by  Mohr  and  Mayer ;  the  first  mathematical 
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treatment  by  Helmholtz;  the  first  satisfactory  experimental  verification 
by  Joule."  The  construction  of  the  modern  science  on  this  foundation 
has  been  the  work  chiefly  of  Rankine,  Clausius,  and  Kelvin. 

35.  First  Law  of  Thermodynamics.  Heat  and  mechanical  energy 
are  mutually  convertible  in  the  ratio  of  778  foot-pounds  to  the  British 
thermal  unit. 

This  is  a  restricted  statement  of  the  general  principle  of  the  conservation  of 
energy,  a  principle  which  is  itself  probably  not  susceptible  to  proof. 
We  have  four  distinct  proofs  of  the  first  law  : 

(a)  Joule's  and  Rowland's  experiments  on  the  production  of 
heat  by  mechanical  work. 

(5)  Hirn's  observations  on  the  production  of  work  by  the  ex- 
penditure of  heat. 

(c)  The  computations  of  Mayer  and  others,  from  general  data. 

(c?)  The  fact  that  the  law  enables  us  to  predict  thermal  proper- 
ties of  substances  which  experiments  confirm. 

36.  Wormell's  Theorem.  There  cannot  be  two  values  of  the  mechanical 
equivalent  of  heat.  Consider  two  machines,  A  and  B,  in  the  first  of  which  work 
is  transformed  into  heat,  and  in  the  second  of  which  heat  is  transformed  into 
work.  Let  /  be  the  mechanical  equivalent  of  heat  for  A,  W  the  amount  of  work 
which  it  consumes  in  producing  the  heat  Q;  then  W  =  JQ  ov  Q  =  W  -^  J.  Let 
this  heat  Q  be  used  to  drive  the  machine  B,  in  which  the  mechanical  equivalent 
of  heat  is,  say  7v.  Then  tlie  work  done  by  5  is  F  =  KQ  =  KW  -^  J.  Let  this 
work  be  now  expended  in  driving  A.  It  will  produce  heat  R,  such  that  JR  —  V 
or  R  =  V  ^J*    If  this  heat  R  be  used  in  B,  work  will  be  done  equal  to  KR ;  but 


KR  =  KV  -^J  =  ij\^  W, 


Similarly,  after  n  complete  periods  of  operation,  all  parts  of  the  machines  occupy- 
ing the  same  positions  as  at  the  beginning,  the  work  ultimately  done  by  B  will  be 


(!)' 


w. 


If  K  is  less  than  /,  this  expression  will  decrease  as  n  increases;  i.e.  the  system 
will  tend  continually  to  a  state  of  rest,  contrary  to  the  first  law  of  motion.  If  K 
be  greater  than  /,  then  as  n  increases  the  work  constantly  increases,  involving  the 
assumed  fallacy  of  perpetual  motion.     Hence  K  and  /must  be  equal  (13). 

37.  Significance  of  the  Mechanical  Equivalent.  A  very  little  heat  is  seen  to  be 
equivalent  to  a  great  deal  of  work.     The  heat  used  in  raising  the  temperature  of 

*  The  demonstration  assumes  that  the  value  of  the  mechanical  equivalent  is  con- 
stant for  a  given  machine. 
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one  pound  of  water  100°  represents  energy  sufficient  to  lift  one  ton  of  water  nearly 
39  feet.  The  heat  employed  to  boil  one  pound  of  water  initially  at  32°  F.  would 
suffice  to  lift  one  ton  443  feet.  The  heat  evolved  in  the  combustion  of  one  pound  of 
hydrogen  (62,000  B.  t.  u.)  would  lift  one  ton  nearly  five  miles. 

(1)  Treatise  on  Thermodynamics,  London,  1892.  (2)  Wohler  and  Liebig's 
AnnaUn  der  Pharmacie :  Bemerkungen  uher  die  Krdfte  der  unbelehten  Natur,  May, 
1842.  (3)  Phil.  Trans.,  1850.  (4)  Joule's  Scientific  Papers,  Physical  Society  of 
London,  1884.  (5)  Probably  quoted  by  Tyndall  from  a  later  article  by  Colding,  in 
which  this  figure  is  giyen.     Colding's  original  paper  does  not  seem  to  be  accessible. 

(6)  Ueher  die    Wdrme    und  Elasticitdt   der    Gase    und  Dampfe,   Mannheim,    1845. 

(7)  Poggendorff,  J.wwa?e)i,  1850.  (8)  Theorie  Mecanique,  ^tc.,V?iX\^,l^Qb.  (9)  Proc. 
Amer.  Acad.  Arts  and  Sciences,  New  Series,  VIl,  1878-79.  (10)  Phil.  Trails.  Roy. 
Soc,  1893.  (11)  Phil.  Trans.,  1897.  (12)  History  of  European  Thought,  II,  137. 
(13)  R.  Worinell:  Thermodynamics,  1886. 


SYNOPSIS   OF   CHAPTER   II 

Heat  and  temperature  :  heat  quantity  vs.  heat  intensity. 

Principles :  (a)  heat  movement  proportional  to  weight  of  substance  ;  (&)  temperature 
,  range  does  not  accurately  measure  heat  movement ;  (c)  loss  during  cooling  equals 
gain  during  warming,  for  identical  ranges. 

The  British  thermal  unit.-  other  units  of  heat  quantity. 

Specific  heat :  mixtures  of  bodies  ;  quantity  of  heat  to  produce  a  given  change  of  tern- 
perature  ;  specific  heat  of  water. 

The  mechanical  equivalent  of  heat:  early  approximations.  First  laio  of  thermody- 
namics :  proofs  ;  only  one  value  possible  ;  examples  of  the  motive  power  of  heat. 


PROBLEMS 

1.  How  many  Centigrade  heat  units  are  equivalent  to  one  calorie?  (Ans., 
2.2046.) 

2.  Find  the  number  of  gram-calories  in  one  B.  t.  u.     (Ans.,  252.) 

3.  A  mixture  is  made  of  5  lb.  of  water  at  200°,  3  lb.  of  linseed  oil  at  110°,  and 
22  lb.  of  iron  at  220°  (all  Fahrenheit  temperatures),  the  respective  specific  heats 
being  1.0,  0.3,  and  0.12.  Find  the  final  temperature,  if  no  loss  occurs  by  radiation. 
{Ans.,  196.7°  F.) 

4.  If  the  final  temperature  of  the  mixture  in  Problem  3  is  189°  F.,  find  the  num- 
ber of  heat  units  lost  by  radiation.     {Ans.,  65.7  B.  t.  u.) 

5.  Under  what  conditions,  with  the  weights,  temperatures  and  specific  heats  of 
Problem  3,  might  the  final  temperature  exceed  that  computed? 

6.  How  much  heat  is  given  out  by  7|  lb.  of  linseed  oil  in  cooling  from  400°  F.  to 
32°  F.?     (^ns.,  828  B.  t.  u.) 

7.  In  a  heat  engine  test,  each  pound  of  steam  leaves  the  engine  containing  125.2 
B.t.u.  less  heat  than  when  it  entered  the  cylinder.  The  engine  develops  155  horse- 
power, and  consumes  3160  lb.  of  steam  per  hour.  Compute  the  value  of  the  mechani- 
cal equivalent  of  heat.     {Ans.,  775.7.) 
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8.  A  pound  of  good  coal  will  evolve  14,000  B.  t.  u.  Assuming  a  train  resistance 
of  11  lb.  per  ton  of  train  load,  how  far  should  one  ton  (2000  lb.)  of  coal  burned  in  the 
locomotive  without  loss,  propel  a  train  weighing  2000  tons?  If  the  locomotive  weighs 
125  tons,  how  high  would  one  pound  of  coal  lift  it  if  fully  utilized? 

{Ans.,  a,  187.2  miles;  6,  43.5  ft.) 

9.  Eind  the  number  of  kilogram-meters  equivalent  to  one  calorie.  (1  meter= 39.37 
in.,  1  kilogram  =2.2046  lb.)     {Ans.,  426.8.) 

1  p.  Transform  the  following  formula  (P  being  the  pressure  in  kilograms  per  square 
meter,  V  the  volume  in  cubic  meters  per  kilogram,  T  the  Centigrade  temperature 
plus  273),  to  English  units,  letting  the  pressure  be  in  pounds  per  square  inch,  the 
volume  in  cubic  feet  per  pound,  and  the  temperature  that  on  the  Fahrenheit  scale 
plus  459.4,  and  eliminating  coefficients  in  places  where  they  do  not  appear  in  the 
original  equation : 

T-P(l  +  0.000002  P)  I  0.031  (^  j  ^-0.00521 . 


PF=  47.1 

(Ans.,  PV 


0.5962  T-P(1  +  0.0014P)  (i5°»°- 0.0833)  .) 


CHAPTER   III 

LAAVS  OF  GASES:   ABSOLUTE  TEMPERATURE:   THE  PERFECT  GAS 

38.  Boyle's  (or  Mariotte's)  Law.  The  simplest  thermodynamic 
rehations  are  those  exemplified  by  the  so-called  permanent  gases. 
Boyle  (Oxford,  1662)  and  Mariotte  (1676-1679)  separately  enun- 
ciated the  principle  that  at  constant  temperature  the  volumes  of  gases 
are  inversely  proportional  to  their  pressures.  In  other  words,  the 
product  of  the.  specific  volume  and  the  pressure  of  a  gas  at  a  given 
temperature  is  a  constant.  For  air,  which  at  32°  F.  has  a  volume 
of  12.387  cubic  feet  per  pound  when  at  normal  atmospheric  pressure, 
the  value  of  the  constant  is, /or  this  temperature^ 

144x14.7  X  12.387  =  26,221. 

Symbolically,  if  c  denotes  the  constant  for  any  given  tempera- 
ture, 

pv  =  PV  or,  pv  =  c. 

Figure  2  represents  Boyle's  law  graphically,  the  ordinates  being  pres- 
sures per  square  foot,  and  the  abscissas,  volumes  in  cubic  feet  per  pound. 
The  curves  are  a  series  of  equilateral  hyperbolas,*  plotted  from  the  second 
of  the  equations  just  given,  with  various  values  of  c. 

39.  Deviations  from  Boyle's  Law.  This  experimentally  determined  principle 
was  at  first  thought  to  apply  rigorously  to  all  true  gases.  It  is  now  known  to  be 
not  strictly  correct  for  any  of  them,  although  very  nearly  so  for  air,  hydrogen, 
nitrogen,  oxygen,  and  some  others.  All  gases  may  be  liquefied,  and  all  liquids 
may  be  gasified.  When  far  from  the  point  of  Hquef action,  gases  conform  with 
Boyle's  law.  When  brought  near  the  liquefying  point  by  the  combined  influences 
of  high  pressure  and  low  temperature,  they  depart  widely  from  it.  The  four  gases 
just  mentioned  ordinarily  occur  at  far  higher  temperatures  than  those  at  which  they 
will  liquefy.  Steam,  carbon  dioxide,  ammonia  vapor,  and  some  other  well-known 
gaseous  substances  which  may  easily  be  liquefied  do  not  confirm  the  law  even 
approximately.  Conformity  with  Boyle's  law  maj^  be  regarded  as  a  measure  of 
the  "  perf ectness "  of  a  gas,  or  of  its  approximation  to  the  truly  gaseous  condition. 

*  Referred  to  their  common  asymptotes  as  axes  of  P  and  V. 
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Fig.  2.    Arts.  38,  91.  —  Boyle's  Law. 

40.  Dalton's  Law,  Avogadro's  Principle.  Dalton  has  been  credited  (though 
erroneously)  with  the  announcement  of  the  law  now  known  as  that  of  Gay-Lussac 
or  Charles  (Art.  41).  What  is  properly  known  as  Dalton's  law  may  be  thus 
stated :  A  mixture  of  gases  having  no  chemical  action  on  one  another  exerts  a  pres- 
sure which  is  the  sum  of  the  pressures  which  would  be  exerted  by  the  component 
gases  separately  if  each  in  turn  occupied  the  containing  vessel  alone  at  the  given 
temperature. 

The  ratio  of  volumes,  at  standard  temperature  and  pressure,  in  which  two 
gases  combine  chemically  is  always  a  simple  rational  fraction  Q,  |,  f,  etc.). 
Taken  in  conjunction  with  the  molecular  theory  of  chemical  combination,  this 
law  leads  to  the  principle  of  Avogadro  that  all  gases  contain  the  same  number  of 
molecules  per  unit  of  volume,  at  the  same  temperature  and  pressure.  Dalton's 
law  has  important  thermodynamic  relations  (see  Arts.  52  b,  382  6). 


41.  Law  of  Gay-Lussac  or  of  Charles  (1).  Davy  bad  announced  that  the 
coefficient  of  expansion  of  air  was  independent  of  the  pressure.  Gay-Lus- 
sac verified  this  by  the  apparatus  shown  in  Fig.  3.  He  employed  a  glass 
tube  with  a  large  reservoir  A,  containing  the  air,  which  had  been  previously 


LAWS   OF   GASES 


21 


Arts.  41,  48.  — Verifica- 
tion of  Charles'  Law. 


dried.  An  index  of  mercury  wn  separated  the  air  from  the  external  atmos- 
phere, while  permitting  it  to  expand.  The  vessel  B  was  first  filled  with 
melting  ice.  Upon  applying  heat,  equal  in- 
tervals of  temperature  shown  on  the  ther- 
mometer C  were  found  to  correspond  wdth 
equal  displacements  of  the  index  mn.  When 
a  pressure  was  applied  on  the  atmospheric 
side  of  the  index,  the  proportionate  expansion 
of  the  air  was  shown  to  be  still  constant  for 
equal  intervals  of  temperature,  and  to  be  equal 
to  that  observed  under  atmospheric  pressure. 
Precisely  the  same  results  were  obtained  with  Fig.  3 
other  gases.  The  expansion  of  dry  air  was 
found  to  be  0.00375,  or  ^ly  of  the  volume  at  the  freezing  point,  for  each 
degree  C.  of  rise  of  temperature.  The  law  thus  established  may  be 
expressed : 

For  all  gases,  and  at  any  pressure,  maintained  constant,  equal  increments  of 
volume  accompany  equal  increments  of  temperature. 

42.  Increase  of  Pressure  at  Constant  Volume.  A  second  statement 
of  this  law  is  that  all  gases,  when  maintained  at  constant  volume, 

undergo  equal  increases  of 
pressure  with  equal  increases 
of  temperature. 

This  is   shown   experimen- 
tally by  the  apparatus  of  Eig.  4. 
The  glass  bulb  A  contains  the 
gas.     It  communicates  with  the 
open     tube     manometer     Mm, 
which  measures   the   pressure 
P  is  a  tube  containing  mercury, 
in  wdiich  an  iron  rod  is  submerged  to  a  sufficient  depth  to  keep  the  level 
of  the  mercury  in  m  at  the  marked  point  a,  thus  maintaining  a  constant 
volume  of  gas. 

43.  Regnault's  Experiments.  The  constant  0.00375  obtained  by  Gay- 
Lussac  was  pointed  out  by  E,udberg  to  be  probably  slightly  inaccurate. 
Regnault,  by  employing  four  distinct  methods,  one  of  which  was  sub- 
stantially that  just  described,  determined  accurately  the  coefficient  of 
increase  of  pressure,  and  finally  the  coefficient  of  expansion  at  constant 
pressure,  which  for  dry  air  was  found  to  be  0.003665,  or  2^73^,  per  degree 
C,  of  the  volume  at  the  freezing  point. 


Arts.  42,  48.  —  Coefficient  of  Pressur< 


/ 

/ 
/ 
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44.  Graphical  Representation.  In  P'ig.  5,  let  ah  represent  the 
volume  of  a  pound  of  gas  at  32°  F.     Let  temperatures  and  volumes 

be  represented,  respectively,  by  ordinates  and 
abscissas.  According  to  Charles'  Law,  if  the 
pressure  be  constant,  the  volumes  and  tempera- 

-32f-E^ V     tures  will  increase  proportionately  ;    the  volume 

/  ab  increasing  gyg  for  each    degree  C.   that  the 

/  temperature  is  increased,    and  vice   versa.     The 

straight  line  che  then  represents  the  successive 

relations  of  volume  and  temperature  as  the  gas 

Fig.  5.    Arts.  44,  84.—    IS  heated  or  cooled  from  the  temperature  at  h. 

Charles'  Law.  ^^  ^^  point  ^,  where  this  line  meets  the  a  2^  axis, 

the  volume  of  the  gas  will  be  zero,  and  its  temperature  will  be  273°  C, 

or  491.4°  F.,  lelow  the  freezing  'point. 

45.  Absolute  Zero.  This  temperature  of  —  459.4°  F.  suggests 
the  absolute  zero  of  thermodynamics.  All  gases  would  liquefy  or 
even  solidify  before  reaching  it.  The  lowest  temperature  as  yet 
attained  is  about  450°  F.  below  zero.  The  absolute  zero  thus  experi- 
mentally conceived  (a  more- strictly  absolute  scale  is  discussed  later, 
Art.  156)  furnishes  a  convenient  starting  point  for  the  measure- 
ment of  temperature,  Avhich  will  be  employed,  unless  otherwise  speci- 
fied, in  our  remaining  discussion.  Absolute  temperatures  are  those 
in  which  the  zero  point  is  the  absolute  zero.  Their  numerical  values 
are  to  be  taken.,  for  the  present^  at  459.4°  greater  than  those  of  the  cor- 
responding Fahrenheit  temperature. 

46.  Symbolical  Representation.  The  coefficients  determined  by  Gay-Lussac, 
Charles,  and  Regnault  were  those  for  expansion  from  an  initial  volume  of  32°  F. 
If  we  take  the  volume  at  this  temperature  as  unity,  then  letting  T  represent  the 
absolute  temperature,  we  have,  for  the  volume  at  any  temperature, 

r=:r- 491.4. 
Similarly,  for  the  variation  in  pressure  at  constant  volume,  the  initial  pressure 
being  unity,  P  =  J" -^491.4.  If  we  let  a  denote  the  value  1  -f- 491.4,  tlie  first 
expression  becomes  V  =  aT,  and  the  second,  P  =  ciT.  Denoting  temperatures  on 
the  Fahrenheit  scale  by  t,  we  obtain,  for  an  initial  volume  v  at  32"  and  any  other 
volume  F  corresponding  to  the  temperature  t,  produced  without  change  of  pressure, 

F=r[l  +rt(^-32)]. 
Similarly,  for  variations  in  pressure  at  constant  volume, 
P=i>[l  +  a(^-32)]. 


LAWS   OF   GASES:    ABSOLUTE   TEMPERATURE 


23 


The  value  of  a  is  experimentally  determined  to  be  very  nearly  the  same  for  pres- 
sure changes  as  for  volume  changes  ;  the  difference  in  the  case  of  air  being  less 
than  \  of  one  per  cent.  The  temperature  interval  between  the  melting  of  ice  and 
the  boiling  of  water  being  180°,  the  expansion  of  volume  of  a  gas  between  those 

limits  is  -^— — — -  =  0.365,  whence  Rankine's  equation,  originally  derived  from  the 
experiments  of  Regnault  and  Kudberg, 

PV 


=  1.365, 


po 


in  which  P,  V  refer  to  the  higher  temperature,  and />,  v  to  the  lower. 


47.  Deviations  from  Charles'  Law.  The  laws  thus  enunciated  are  now  known 
not  to  hold  rigidly  for  any  actual  gases.  For  hydrogen,  nitrogen,  oxygen,  air, 
carbon  monoxide,  methane,  nitric  oxide,  and  a  few  others,  the  disagreement  is 
ordinarily  very  slight.  For  carbon  dioxide,  steam,  and  ammonia,  it  is  quite  pro- 
nounced. The  reason  for  this  is  that  stated  in  Art.  39.  The  first  four  gases  named 
have  expansive  coefficients,  not  only  almost  unvarying,  but  almost  exactly  identical. 
They  may  be  regarded  as  our  most  nearly  perfect  gases.  For  air,  for  example, 
Regnault  found  over  a  range  of  temperature  of  180°  F.,  and  a  range  of  pressure 
of  from  109.72  mm.  to  4992.09  mm.,  an  extreme  variation  in  the 
coefficients  of  only  1.67  per  cent.  For  carbon  dioxide,  on  the 
other  hand,  with  the  same  range  of  temperatures  and  a  de- 
creased pressure  range 
of  from  785.47  mm. 
to  4759.03  mm.,  the 
variation  was  4.72 
per  cent  of  the  lower 
value  (2). 


48.  The  Air  Thermometer.  The  law  of  Charles  sug- 
gests a  form  of  thermometer  far  more  accurate  than  the 
ordinary  mercurial  instrument. 
If  we  allow  air  to  expand  with- 
out change  in  pressure,  or  to 
increase  its  pressure  without 
change  in  volume,  then  we  have 
by  measurement  of  the  volume 
or  of  the  pressure  respectively  a 
direct  indication  of  absolute  tem- 
perattire.  The  apparatus  used 
by  Gay-Lussac  (Fig.  3),  or, 
Fig.  4,  is  in  fact  an   air  ther- 


FiG.  6.     Art.  48.  —  Air  Ther 
raometer. 


Fig.  7.  Art.  48. — 
Preston  Air 
Thermometer. 


equally,  that    shown  in 

mometer,  requiring  only  the  establishment  of  a  scale  to  fit  it  for  practical 

use.     A  simple  modern  form  of  air  thermometer  is  shown  in  Fig.  6.     The 
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Fig.  8.  Art.  48. 
—  Hoadley 
Air  Ther- 
mometer. 


bulb  A  contains  dry  air,  and  communicates  through  a  tube 
of  fine  bore  with  the  short  arm  of  the  manometer  BB,  by 
means  of  which  the  pressure  is  measured.  The  level  of  the 
mercury  is  kept  constant  at  a  by  means  of  the  movable 
reservoir  E  and  flexible  tube  m.  The  Preston  air  ther- 
mometer is  shown  in  Pig.  7.  The  air  is  kept  at  constant 
volume  (at  the  mark  a)  by  admitting  mercury  from  the 
bottle  A  through  the  cock  B.  In  the  Hoadley  air  ther- 
mometer, Fig.  8,  no  attempt  is  made  to  keep  the  volume 
of  air  constant;  expansion  into  the  small  tube  below  the 
bulb  increasing  the  volume  so  slightly  that  the  error  is  com- 
puted not  to  exceed  5°  in  a  range  of  600°  (3). 

49.  Remarks  on  Air  Thermometers.  Following  Regnault, 
the  iDstrument  is  usually  constructed  to  measure  pressures  at 
constant  volume,  using  either  nitrogen,  hydrogen,  or  air  as  a 
medium.  Only  one  "  fixed  point "  need  be  marked,  that  of  the 
temperature  of  melting  ice.  Having  marked  at  32^^  the  atmos- 
pheric pressure  registered  at  this  temperature,  the  degrees  are 
spaced  so  that  one  of  them  denotes  an  augmentation  of  pressure 
of  14.7  -4-  491.4  =  0.0299  lb.  per  square  inch.  It  is  usually  more 
convenient,  however,  to  determine  the  two  fixed  points  as  usual 
and  subdivide  the  intervening  distance  into  180  equal  degrees. 
The  air  thermometer  readings  differ  to  some  extent  from  those  of 
the  most  accurate  mercurial  instruments,  principally  because  of 
the  fact  that  mercury  expands  much  less  than  any  gas,  and  the 
modifying  effect  of  the  expansion  of  the  glass  container  is  there- 
fore greater  in  its  case.  The  air  thermometer  is  itself  not  a 
perfectly  accurate  instrument,  since  air  does  not  exactly  follow 
Charles'  law  (Art.  47).  The  instrument  is  used  for  standardizing 
mercury  thermometers,  for  direct  measurements  of  temperatures 
below  the  melting  point  of  glass  (600-800°  F.),  as  in  Regnault's 
experiments  on  vapors;  or,  by  using  porcelain  bulbs,  for  measur- 
ing much  higher  temperatures. 

50,  The  Perfect  Gas.  If  actual  gases  conformed  pre- 
cisely to  the  laws  of  Boyle  and  Charles,  many  of  their 
thermal  properties  might  be  computed  directly.  The 
slightness  of  the  deviations  which  actually  occur  sug- 
gests the  notion  of  a  perfect  gas,  which  would  exactly 
and  invariably  follow  the  laws, 

PV=c,   Vp  =  aT,  Py  =  aT. 

Any  deductions  which  might  be  made  from  these  sym- 
bolical expressions  would  of  course  be  rigorously  true  only 
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for  a  perfect  gas,  which  does  not  exist  in  nature.  Tlie  current  thermo- 
dynamic method  is,  however,  to  investigate  the  properties  of  such  a  gas,  modi- 
fying the  results  obtained  so  as  to  make  them  applicable  to  actual  gases, 
rather  than  to  undertake  to  express  symbolically  or  graphically  as  a 
basis  for  computation  the  erratic  behavior  of  those  actual  gases.  The 
error  involved  in  assuming  air,  hydrogen,  and  other  "permanent"  gases 
to  be  perfect  is  in  all  cases  too  small  to  be  of  importance  in  engineering 
applications.  Zeuner  (4)  has  developed  an  "  equation  of  condition "  or 
"characteristic  equation"  for  air  which  holds  even  for  those  extreme  con- 
ditions of  temperature  and  pressure  which  are  here  eliminated. 

51.  Properties  of  the  Perfect  Gas.  The  simplest  definition  is  that 
the  perfect  gas  is  one  which  exactly  follows  the  laws  of  Boyle  and 
Charles.  (Raiikine's  definition  (5)  makes  conformity  to  Dalton's 
law  the  criterion  of  perfectness.)  Symbolically,  the  perfect  gas  con- 
forms to  the  law,  readily  deduced  from  Art.  50, 

FV=RT* 
in  which  i2  is  a  constant  and  T  the  absolute  temperature.     Consid- 
ering air  as  perfect,  its  value  for  H  may  be  obtained  from  experi- 
mental data  at  atmospheric  pressure  and  freezing  temperature  : 
R  =  PV-^T=  (14.7  X  144  X  12.387)  -^  491.4  =  53.36  foot-pounds. 

For  other  gases  treated  as  perfect,  the  value  of  R  may  be  readily 
calculated  when  any  corresponding  specific  volumes,  pressures,  and 
temperatures  are  known.  Under  the  pressure  and  temperature  just 
assumed,  the  specific  volume  of  hydrogen  is  178.83  ;  of  nitrogen, 
12.75;  of  oxygen,  11.20.  A  useful  form  of  the  perfect  gas  equation 
may  be  derived  from  that  just  given  by  noting  that  PV-r-  T—  R,  a 
constant :  PV      pv 

52.  Significance  of  R.  At  the  standard  pressure  and  temperature 
specified  in  Art.  51,  the  values  of  R  for  various  gases  are  obviously 
proportional  to  their  specific  volumes  or  inversely  proportional  to  their 
densities.     This  leads  to  the  form  of  the  characteristic  equation  sorae- 

*  At  the  temperature  ^i,  let  the  pressure  and  volume  be  pi,  Vy.  If  the  gas  were 
to  expand  at  constant  temperature,  it  would  conform  to  Boyle's  law,  PiVi==c,  or 

-^  =  Ci.     Let  the  pressure  be  raised  to  any  condition  jpg  while  the  volume  remains  V2, 
h 

V      t  t 

the   temperature  now  becoming  t^.     Then  by   Charles'   law,  —=-7-^,  P2=Pi  t,  jP2^2 

Pi      h  ti 

=P2Vi=Pi'Wi  -j=(^\tii  where  Ci  is  a  constant  to  which  we  give  the  symbol  B. 
h 
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times  given,  FV  =  rT  -^  3/,  in  which  M  is  the  molecular  weight  and  r 
a  constant  having  the  same  value  for  all  sensibly  perfect  gases. 


TABLE- 


PROPERTIES   OF  THE   COMMON   GASES 


Approximate 
Atomic 
Weight. 


Molecular 
Weight.  . 


Specific  Heat 

AT  Constant 

Pressure. 


Symbol. 


Hydrogen 

Nitrogen 

Oxygen 

Carbon  dioxide .  . 

Alcohol 

Carbon  monoxide 

Ether 

Ammonia 

Sulphur  dioxide .  . 

Chloroform 

Methane 

Olefiant  gas 

Air 

Steam 


1 
14 
16 


2 

28 
32 
44 
46 
28 
74 
17 
64 
119 
16 
14 

18 


3.4 

0.2438 

0.217 

0.215 

0.4534 

0 . 2438 

0.4797 

0.5 

0.15 

0.1567 

0.5929 

0.4040 

0.2375 

0.5 


H 

N 
O 

CO2 

C2H6O 

CO 

(C2H5)20 

NH3 
S02 
CHC13 
CH4 
CH2 

H20 


52a.  Principles  of  Balloons. — A  body  is  in  vertical  equilibrium  in  a 
fluid  medium  when  its  weight  is  equal  to  that  of  the  fluid  which  it  dis- 
places. In  a  balloon,  the  weight  supported  is  made  up  of  (a)  the  car, 
envelope  and  accessories,  and  (6)  the  gas  in  the  inflated  envelope.  The 
equation  of  equilibrium  is 

W  =  w+V(d-d'), 

where  IF  =  weight  in  lbs.,  items  (a)  and  (h),  above; 

i/;  =  weight  of  air  displaced  by  the  car,  framework,  etc.,  in  lbs.; 

F  =  volume  of  inflated  envelope,  cu.  ft.; 

d  =  density  of  surrounding  air,  lbs.  per  cu.  ft.; 

d'  =  density  of  gas  in  envelope,  lbs.  per  cu.  ft. 

The  term  w  is  ordinarily  negHgible.  The  pressure  of  the  gas  in  the 
envelope  is  only  a  small  fraction  of  a  pound  above  that  of  the  atmos- 
phere. When  gas  is  vented  from  the  balloon,  the  latter  is  prevented 
from  collapsing  by  pumping  air  into  one  of  the  compartments  (ballonets), 
so  that  the  effect  of  venting  is,  practically  speaking,  to  decrease  the  size 
of  the  envelope. 

If  the  balloon  is  not  in  vertical  equilibrium,  then  W  —w—V{d—d') 
is  the  net  downward  force,  or  negatively  the  upward  pull  on  an  anchor 
rope  which  holds  the  balloon  down.    A  considerable  variation  in  the 
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conditions  of  equilibrium  arises   from   variations   in   the   value   of  d. 
Atmospheric  pressure  varies  with  the  altitude  about  as  follows: 

Altitude  Normal  Atmospheric 

in  Miles.  Pressure,  Lbs.  per  Sq.  In. 

0  li.7 
\  14.02 
1  13.33 
I  12.66 

1  12.02 


11  11.42 

IJ  10.88 

2  9.80 


52b.  Mixtures  of  Gases.  By  Dalton's  law  (Art.  40),  if  idi,  W2,  Wz  be  the  weights 
of  the  constituents  of  a  mixture  at  the  state  V  (volume  of  entire  mixture,  not  its 
specific  volume),  T,  P;  and  if  the  R  values  for  these  constituents  be  Ri,  R2,  Rs, 
then 

RiTwi  R2TW2  RsTws 

T 

P  =  Pl+P2-\-p^^y{RlWi-\-R2W2-{-RzWz). 

If  W  be  the  weight  of  the  mixture  =  M;i+w;2+y'.',  then  the  equivalent  R  value 
for  the  mixture  is 

PF  _  p  _  Riwi  +  R2W2+R3W3 
WT    ^  W 

Then,  for  example, 

Pi^VRiTwi^RiVh 
P    RWTV     RW 

If  Vi,  V2,  Vz  denote  the  actual  volumes  of  several  gases  at  the  conditions  P,  T\ 
and  wi,  W2,  Wz,  their  weights,  then  Pvi  =  WiRiT,  Pv2  =  W2R2T,  Pvz=WzRzT. 

W  =  Wy-]rW2-\-Wz,  "^  =  ^1+^2+^3, 

PV  =  WRT       ^S=IM^=^}^    etc 
rv      vvni,       y     WRTP      WR' 

From  expressions  like  the  last  we  may  deal  with  computations  relating  to  mixed 

gases  where  the  composition  is  given  by  volume.     The  equivalent  molecular  weight 

r 
of  the  mixture  is,  of  course,  —  (Art.  52). 
.   R 

Dalton's    law,  like  the  other  gas  laws,  does  not  exactly  hold  with  any  actual 

gas:  but  for  ordinary  engineering  calculations  with  gases  or  even  with  superheated 

vapors  the  error  is  negligible. 

53.  Molecular  Condition.  The  perfect  gas  is  one  in  which  the  molecules  move 
with  perfect  freedom,  the  distances  between  them  being  so  great  in  comparison 
with  their  diameters  that  no  mutually  attractive  forces  are  exerted.  No  per- 
formance of  disgregation  work  accompanies  changes  of  pressure  or  temperature. 
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Hirschfeld  (6),  in  fact,  defines  the  perfect  gas  as  a  substance  existing  in  such  a 
physical  state  that  its  constituent  particles  exert  no  interattraction.  The  coefficient 
of  expansion,  according  to  Charles'  law,  would  be  the  exact  reciprocal  of  the  abso- 
lute temperature  of  melting  ice,  for  all  pressures  and  temperatures.  Zeuner  has 
shown  (7)  that  as  necessary  consequences  of  the  theory  of  perfect  gases  it  can  be 
proved  that  the  product  of  the  molecular  weight  and  specific  volume,  at  the  same 
pressure  and  temperature,  is  constant  for  all  gases;  whence  he  derives  Avogadro's 
principle  (Art.  40).  Rankine  (8)  has  tabulated  the  physical  properties  of  the 
"  perfect  gas." 

54.  Kinetic  Theory  of  Gases.  Beginning  with  Bernouilli  inr  1738,  various 
investigators  have  attempted  to  explain  the  plienomena  of  gases  on  the  basis  of 
the  kinetic  theory,  which  is  now  closely  allied  with  the  mechanical  theory  of  heat. 
According  to  the  former  theory,  the  molecules  of  any  gas  are  of  equal  mass  and 
like  each  other.  Those  of  different  gases  differ  in  proportions  or  structure.  The 
intervals  between  the  molecules  are  relatively  very  great.  Their  tendency  is  to 
move  with  uniform  velocity  in  straight  lines.  Upon  contact,  the  direction  of  mo- 
tion undergoes  a  change.  In  any  homogeneous  gas  or  mixture  of  gases,  the  mean 
energy  due  to  molecular  motion  is  the  same  at  all  parts.  The  pressure  of  the  gas 
per  unit  of  superficial  area  is  proportional  to  the  number  of  molecules  in  a  unit  of 
volume  and  to  the  average  energy  with  which  they  strike  this  area.  It' is  there- 
fore proportional  to  the  density  of  the  gas  and  to  the  average  of  the  squares  of  the 
molecular  velocities.  Temperature  is  proportional  to  the  average  kinetic  energy 
of  the  molecules.  The  more  nearly  perfect  the  gas,  the  more  infrequently  do  the 
molecules  collide  with  one  another.  When  a  containing  vessel  is  heated,  the  mole- 
cules rebound  with  increased  velocity,  and  the  temperature  of  the  gas  rises ;  when 
the  vessel  is  cooled,  the  molecular  velocity  and  the  temperature  are  decreased. 
"  When  a  gas  is  compressed  under  a  piston  in  a  cylinder,  the  particles  of  the  gas 
rebound  from  the  inwardly  moving  piston  with  unchanged  velocity  relative  to 
the  piston,  but  with  increased  actual  velocity,  and  the  temperature  of  the  gas  con- 
sequently rises.  When  a  gas  is  expanded  under  a  receding  piston,  the  particles  of 
the  gas  rebound  with  diminished  actual  velocity,  and  the  temperature  falls  "  (9). 

Recent  investigations  in  molecular  physics  have  led  to  a  new  terminology  but 
in  effect  serve  to  verify  and  explain  the  kinetic  theory. 

55.  Application  of  the  Kinetic  Theory.  Let  w  denote  the  actual  molecular 
velocity.  Resolve  this  into  components  x,  y,  and  z,  at  right  angles  to  one  another. 
Then  w'^  =  x^  -\-  y^  +  z^.  Since  the  molecules  move  at  random  in  all  directions, 
X  =  y  =  z,  and  w^=  3  x^.  Consider  a  single  molecule,  moving  in  an  x  direction 
back  and  forth  between  two  limiting  surfaces  distant  from  each  other  d,  the  x 
component  of  the  velocity  of  this  particle  being  a.  The  molecule  will  make 
(a  ^2d)  oscillations  per  second.  At  each  impact  the  velocity  changes  from  +  a 
to  —  a,  or  by  2  a,  and  the  momentum  by  2  am,  if  m  represents  the  mass  of  the 
molecule.  The  average  rate  of  loss  of  momentum  per  single  impact  is  2  am  X  (a  -^  2  d) 
=  ma'^-^d;  and  this  is  the  average /orce  exerted  per  second  on  each  of  the  hmiting 
surfaces.     The  total  force  exerted  by  all  the  molecules  on  these  surfaces  is  then 

equal' to  F  =  ^^N  =  -T-iV  =  ^^N,  in  which  N  is  the  total  number  of  molecules 
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in  the  vessel.     Let  q  be  the  area  of  the  limiting  surface.     Then  the  force  per  unit 

.         .  „  mw^^r  mw^N    .  mw^N      W     „    .        ,  .  , 

of   surface  =  p  =  r -HO =-;r—-^'-^Qr  =  — ,whence  »y  =  — x — =—-w^,  in  which    v 

6  a  6  V  6  6g 

is  the  volume  of  the  gas  =  gd  and  W  is  its  weight  in  lbs.  (10).     See  Art.  127  a. 

56.  Applications  to  Perfect  Gases.  Assuming  that  the  absolute  temperature 
is  proportional  to  the  average  kinetic  energy  per  molecule  (Art.  54),  this  kinetic 
energy  being  ^  mw^,  then  letting  the  mass  be  unity  and  denoting  by  72  a  constant 
relation,  we  have  pv  =  RT.  The  kinetic  theory  is  perfectly  consistent  with  Dal- 
ton's  law  (Art.  40).  It  leads  also  to  Avogadro's  principle.  Let  two  gases  be  pres- 
ent. For  the  first  gas,  p  =  nmw^  h-  3,  and  for  the  second,  P  =  NMW^  -^  3.  If 
t  =  7\  7nw'^  =  M]V^,  and  if  p  =  P,  then  n  =  N.  If  M  denote  the  mass  of  the  gas, 
M  =  mN,  and  pv  =  JMw^  h-  3,  or  w^  =  3jt>y  -^  M,  from  which  the  mean  velocity  of 
the  molecules  may  be  calculated  for  any  given  temperature. 

For  gases  not  perfect,  the  kinetic  theory  must  take  into  account,  (a)  the  effect 
of  occasional  collision  of  the  molecules,  and  (6)  the  effect  of  mutual  attractions 
and  repulsions.  The  effect  of  collisions  is  to  reduce  the  average  distance  moved 
between  impacts  and  to  increase  the  frequency  of  impact  and  consequently  the 
pressure.  The  result  is  much  as  if  the  volume  of  the  containing  vessel  were 
smaller  by  a  constant  amount,  b,  than  it  really  is.  For  ?',  we  may  therefore  write 
V  —  b.  The  value  of  b  depends  upon  the  amount  and  nature  of  the  gas.*  The 
effect  of  mutual  attractions  is  to  slow  down  the  molecules  as  they  approach  the 
walls.  This  makes  the  pressure  less  than  it  otherwise  would  be  by  an  amount 
which  can  be  shown  to  be  inversely  proportional  to  the  square  of  the  volume  of 
the  gas.  For  JO,  we  therefore  write  p  +(a~  y^),  in  which  a  depends  similarly 
upon  the  quantity  and  nature  of  the  gas.  We  have  then  the  equation  of  Van  der 
Waals, 

[p+^^iv^b)^RT(U). 

(1)  Cf.  Terdet,  Lerons  de  Chemie  et  de  Physique,  Paris,  1862.  (2)  Bel.  des  Exp.^ 
I,  111,  112.  (3)  Trans.  A.  8.  M.  E.,  YI,  282.  (4)  Technical  TJiermodynamics 
(Klein  tr.),  II,  313.  (5)  "A  perfect  gas  is  a  substance  in  such  a  condition  that  the 
total  pressure  exerted  by  any  number  of  portions  of  it,  against  the  sides  of  a  vessel  in 
which  they  are  inclosed,  is  the  sum  of  the  pressures  which  each  such  portion  would 
exert  if  enclosed  in  the  vessel  separately  at  the  same  temperature."  —  The  Steam 
Engine,  14th  ed.,  p.  226.  (6)  Engineering  Thermodynamics,  1907.  (7)  Op.  cit.,  I, 
104-107.  (8)  Oi).  c«Y. ,  593-595.  (9)  mcho]s  ^nd  Fra,nk\m,  The  Ele7nents  of  Physics, 
I,  199-200.  (10)  Ibid.,  199  ;  AYormell,  Thermodynamics,  157-161.  (11)  Over  de 
Continuiteit  van  den  Gas  en  Vloeistoestand,  Leinden,  1873,  76  ;  tr.  by  Roth,  Leipsic, 
1887. 

SYNOPSIS   OF   CHAPTER  III 
Boyle's  law,  _pu  =  PF:  deviations. 
Dalton's  law,  Avogadro's  principle. 
Law  of  Gay-Lussac  or  of  Charles:  increase  of  volume  at  constant  pressure;  increase 

of  pressure  at  constant  volume;  values  of  the  coefficient  from  32°  F.;  deviations 

with  actual  gases. 

*  Strictly,  it  depends  upon  the  space  between  the  molecules;  but  Richardsjsuggests 
{ScienceyXXXlY ,  N.  S.,  878),  that  it  may  vary  with  the  pressure  and  the  temperature. 
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The  absolute  zem:  — 459.4°  F.,  or  491.4°  F.  below  the  freezing  point. 
Air  thermometers :  Preston's;  Hoadley's;  calibration;  gases  used. 

pv    PV 

The  perfect  gas,  -—  =  ——  ;  definitions  ;  properties;  values  of  R;  absence  of  inter- 
molecular  action  ;  the  kinetic  theory  ;  development  of  the  law  PV=BT  there- 
from ;  conformity  with  Avogadro's  principle  ;  molecular  velocity. 

Table  ;  the  common  gases  ; 

/-I       ^     ^    X                •  ^             Ti    RiWi-\-B,w,  .  .  . 
Constants  for  gas  mixtures  :  R  =  '    . 

Balloons:  weight  =  weight  of  fluid  displaced. 
The  Van  der  Waals  equation  for  imperfect  gases : 

PROBLEMS 

1.  rind  the  volume  of  one  pound  of  air  at  a  pressure  of  100  lb.  per  square  inch, 
the  temperature  being  32°  F.,  using  Boyle's  law  only.     {Ans.,  1.821  cu.  ft.) 

2.  From  Charles'  law,  find  the  volume  of  one  pound  of  air  at  atmospheric  pres- 
sure and  72°  F.     {Aiis.,  13.4  cu.  ft.) 

3.  Find  the  pressure  exerted  by  one  pound  of  air  having  a  volume  of  10  cubic 
feet  at  32°  F.     {Ans.,  18.2  lb.  per  sq.  in.) 

4.  One  pound  of  air  is  cooled  from  atmospheric  pressure  at  constant  volume  from 
32°  F.  to  —290°  F.     How  nearly  perfect  is  the  vacuum  produced?     {Ans.,  65.5%.) 

5.  Air  at  50  lb.  per  square  inch  pressure  at  the  freezing  point  is  heated  at  con- 
stant volume  until  the  temperature  becomes  2900°  F.  Find  its  pressure  after  heating. 
{Ans.,  341.8  lb.  per  sq.  in.) 

6.  Five  pounds  of  air  occupy  50  cubic  feet  at  a  temperature  of  0°  F.  Find  the 
pressure.     [Ans..,  17.03  lb.  per  sq.  in.) 

7.  Find  values  of  R  for  hydrogen,  nitrogen,  oxygen. 

{Ans.,  for  hydrogen,  770.3  ;  for  nitrogen,  54.9  ;  for  oxygen,  48.2.) 

8.  Find  the  volume  of  three  pounds  of  hydrogen  at  15  lb.  pressure  per  square 
inch  and  75°  F.     {Ans.,  571.8  cu.  ft.) 

9.  Find  the  temperature  of  2  ounces  of  hydrogen  contained  in  a  1-gallon  flask 
and  exerting  a  pressure  of  10,000  lb.  per  square  inch.     [Ans.,  1536°  F.) 

10.  Compute  the  value  of  r  (Art.  52).     (Ans.,  1538  to  1544.) 

11.  Find  the  mean  molecular  velocity  of  1  lb.  of  air  (considered  as  a  perfect  gas) 
at  atmospheric  pressure  and  70°  F.     (Ans.,  1652  ft.  per  sec.) 

12.  How  large  a  flask  will  contain  1  lb.  of  nitrogen  at  3200  lb.  pressure  per  square 
inch  and  70°  F.  ?     (Ans.,  0.0631  cu.  ft.) 

13.  A  receiver  holds  10  lb.  of  oxygen  at  20°  C.  and  under  200  lb.  pressure  per 
square  inch.     What  weight  of  air  will  it  hold  at  100°  F.  and  atmospheric  pressure  ? 

14.  For  an  oxy-hydrogen  light,  there  are  to  be  stored  25  lb.  of  hydrogen  and 
200  lb.  of  oxygen.  The  pressures  in  the  two  tanks  must  not  exceed  500  lb.  per 
square  inch  at  110°  F.     Find  their  volumes. 

15.  A  receiver  containing  air  at  normal  atmospheric  pressure  is  exhausted  until 
the  pressure  is  0.1  inch  of  mercury,  the  temperature  remaining  constant.    What  per 
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cent  of  the  weight  of  air  has  been  removed?     (14.697  lb.  per  sq.  in.  =29.92  ins. 
mercuiy.) 

16.  At  sea  level  and  normal  atmospheric  pressure,  a  60,000  cu.  ft.  hydrogen 
balloon  is  filled  at  14.75  lb.  pressure.  The  temperature  of  the  hydrogen  is  70°  F.; 
that  of  the  external  air  is  60°  F.  The  envelope,  car,  machinery,  ballast,  and  occu- 
pants weigh  3500  lb.  Ignoring  the  term  w,  Art.  52a,  what  is  the  upward  pull  on  the 
anchor  rope  ? 

17.  How  much  ballast  must  be  discharged  from  the  balloon  in  Prob.  16  in  order 
that  when  liberated  it  may  rise  to  a  level  of  vertical  equilibrium  at  an  altitude  of  2 
miles  ? 

18.  In  Problem  17,  there  are  vented  from  the  balloon,  while  it  is  at  the  2-mile 
altitude,  10  per  cent  of  its  gas  contents.  If  the  ballonet  which  has  been  vented  is 
kept  constantly  filled  with  air  at  a  pressure  just  equal  to  that  of  the  external  atmos- 
phere, to  what  approximate  elevation  will  the  balloon  descend  ?  What  is  the  net 
amount  of  force  available  for  accelerating  downward  at  the  moment  when  descent 
begins  ? 

19.  In  Problem  17,  while  at  the  2-mile  ^evel,  the  temperature  of  the  hydrogen 
becomes  60°  and  that  of  the  surrounding  air  0°,  without  change  in  either  internal  or 
external  pressure.  What  net  amount  of  ascending  or  descending  force  will  be  caused 
by  these  changes  ?    How  might  this  be  overcome  ? 

20.  In  a  mixture  of  5  lb.  of  air  with  16  lb.  of  steam,  at  a  pressure  of  50  lb.  per 
square  inch  at  70°  F.,  what  is  the  value  of  R  for  the  mixture  ?  What  is  its  equiva- 
lent molecular  weight  ?  The  difference  of  k  and  I  ?  The  partial  pressure  due  to 
air  only  ? 

21.  A  mixed  gas  weighing  4  lb.  contains,  by  volume,  35  per  cent  of  CO,  16  per  cent 
of  H  and  3  per  cent  of  CH4,  the  balance  being  N.  The  pressure  is  50  lb.  per  square 
inch  and  the  temperature  100°  F.  Find  the  value  of  R  for  the  mixture,  the  partial 
pressure  due  to  each  constituent,  and  the  percentage  composition  by  weight. 
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THERMAL  CAPACITIES :  SPECIFIC  HEATS  OF  GASES :  JOULE'S  LAW 

57.  Thermal  Capacity.  The  definition  of  specific  heat  given  in  Art.  24  is, 
from  a  thermodynamic  standpoint,  inadequate.  Heat  produces  other  effects  than 
change  of  temperature.  A  definite  movement  of  heat  can  be  estimated  only  when 
all  of  these  effects  are  defined.  For  example,  the  quantity  of  heat  necessary  to 
raise  the  temperature  of  air  one  degree  in  a  constant  volume  air  thermometer  is 
much  less  than  that  used  in  raising  the  temperature  one  degree  in  the  constant 
pressure  type.  The  specific  heat  may  be  satisfactorily  defined  only  by  referring 
to  the  condition  of  the  substance  during  the  change  of  temperature.  Ordinary 
specific  heats  assume  constancy  of  pressure,  —  that  of  the  atmosphere,  —  while  the 
volume  increases  with  the  temperature  in  a  ratio  which  is  determined  by  the  coeffi- 
cient of  expansion  of  the  material.  A  specific  heat  determined  in  this  way —  as 
are  those  of  solids  and  liquids  generally  —  is  the  specific  heat  at  constant  pressure. 

Whenever  the  term  ^^  specific  heat^^  is  used  imthout  qualification,  this  par- 
ticular specific  heat  is  intended.  Heat  may  be  absorbed  during  changes  of 
either  pressure,  volume,  or  temperature,  while  some  other  of  these  proper- 
ties of  the  substance  is  kept  constant.  For  a  specific  change  of  property, 
the  amount  of  heat  absorbed  represents  a  specific  thermal  capacity. 

58.  Expressions  for  Thermal  Capacities.  If  H  represents  heat  absorbed, 
c  a  constant  specific  heat,  and  (T  —  t)  a  range  of  temperature,  then,  by 
definition,   H=c(T—t)    and   c  =  H-^{T—t).     If   c   be   variable,    then 

11=  CcdT  and  c  =  dH^dT.     If  in  place  of  c  we  wish  to  denote  the 

specific  heat  at  constant  pressure  {k),  or  that  at  constant  volume  (?),  we  may 
apply  subscripts  to  the  differential  coefficients ;  thus, 


=  (l?)p    "'^^    '=(!?) r' 


the  subscripts  denoting  the  property  which  remains  constant  during  the 
change  in  temperature. 

We  have  also  the  thermal  capacities, 

(m\       /m\       (m\       (m\ 
\hv)  T'    \sp/  r'    \sP/  y'    \sF/  p 

The  first  of  these  denotes  the   amount   of   heat  necessary  to  increase   the  specific 
volume  of  the  substance  by  unit  volume,  while  the  temperature  remains  constant; 

32 
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this  is  known  as  the  latent  heat  of  expansion.  It  exemplifies  absorption  of  heat 
without  change  of  temperature.  No  names  have  been  assigned  for  the  other 
thermal  capacities,  but  it  is  not  diflficult  to  describe  their  significance. 

59.  Values  of  Specific  Heats.  It  was  announced  by  Dulong  and  Petit  that  the 
specific  heats  of  substances  are  inversely  as  their  chemical  equivalents.  This  was 
shown  later  by  the  experiments  of  Regnault  and  others  to  be  approximately, 
though  not  absolutely,  correct.  Considering  metals  in  the  solid  state,  the  product 
of  the  specific  heat  by  the  atomic  weight  ranges  at  ordinary  temperatures  from  6.1 
to  6.5.  This  nearly  constant  product  is  called  the  atomic  heat.  Determination  of 
the  specific  heat  of  a  solid  metal,  therefore,  permits  of  the  approximate  computa- 
tion of  its  atomic  weight.  Certain  non-metallic  substances,  including  chlorine, 
bromine,  iodine,  selenium,  tellurium,  and  arsenic,  have  the  same  atomic  heat  as 
the  metals.  The  molecular  heats  of  compound  bodies  are  equal  to  the  sums  of  the 
atomic  heats  of  their  elements ;  thus,  for  example,  for  common  salt,  the  specific 
heat  0.219,  multiplied  by  the  molecular  weight,  58.5,  gives  12.8  as  the  molecular 
heat;  which,  divided  by  2,  gives  6.4  as  the  average  atomic  heat  of  sodium  and 
chlorine ;  and  as  the  atomic  heat  of  sodium  is  known  to  be  6.4,  that  of  chlorine 
must  also  be  6.4  (1). 

60.  Volumetric  Specific  Heat.  Since  the  specific  volumes  of  gases  are  in- 
versely as  their  molecular  weights,  it  follows  from  Art.  59  that  the  quotient  of  the 
specific  heat  by  the  specific  volume  is  practically  constant  for  ordinary  gases.  In 
other  words,  the  specific  heats  of  equal  volumes  are  equal.  The  specific  heats  of 
these  gases  are  directly  proportional  to  their  specific  volumes  and  inversely  pro- 
portional to  their  densities,  approximately.  Hydrogen  must  obviously  possess  the 
highest  specific  heat  of  any  of  the  gases. 

61.  Mean,  "Real,"  and  "Apparent"  Specific  Heats.  Since  all  specifiG- 
heats  are  variable,  the  values  given  in  tables  are  mean  values  ascertained 
over  a  definite  range  of  temperature.  The  mean  specific  heat,  adopting 
the  notation  of  Art.  58,  is  c  =  H -i-(T—t)',  while  the  true  specific  heat,  or 
specific  heat  "  at  a  point,"  is  the  limiting  value  c  =  clH-i-  dT. 

Rankine  discusses  a  distinction  between  the  real  and  apparent  specific  heats ; 
meaning  by  the  former,  the  rate  of  heat  absorption  necessary  to  effect  changes  of 
temperature  alone,  without  the  performance  of  any  disgregation  or  external  work . 
and  by  the  latter,  the  observed  rate  of  heat  absorption,  effecting  the  same  change 
of  temperature,  but  simultaneously  causing  other  effects  as  well.  For  example, 
in  heating  water  at  constant  pressure  from  62°  to  63°  F.,  the  apparent  specific  heat 
is  1.0  (definition.  Art.  22).  To  compute  the  real  specific  heat,  we  must  know  the 
external  work  done  by  reason  of  expansion  against  the  constant  pressure,  and  the 
disgregation  work  which  has  readjusted  the  molecules.  Deducting  from  1.0 
the  heat  equivalent  to  these  two  amounts  of  work,  we  have  the  real  specific  heat, 
that  which  is  used  solely  for  making  the  substance  hotter.  Specific  heats  determined 
by  experiment  are  always  apparent;  the  real  specific  heats  are  known  only  by 
computation  (Art.  64). 
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62.  Specific  Heats  of  Gases.  Two  thermal  capacities  of  especial 
importance  are  used  in  calculations  relating  to  gases.  The  first  is 
the  specific  heat  at  constant  pressure,  k,  which  is  the  amount  of  heat 
necessary  to  raise  the  temperature  one  degree  tvhile  the  pressure  is  kept 
constant;  the  other,  the  specific  heat  at  constant  volume,  1,  or  the 
amount  of  heat  necessary  to  raise  the  temperature  one  degree  while  the 
volume  is  kept  constant. 

63.  Regnault's  Law.  As  a  result  of  his  experiments  on  a  large  number  of 
gases  over  rather  limited  ranges  of  temperature,  Regnault  announced  that  the 
specific  heat  of  any  gas  at  constant  pressure  is  constant.  This  is  now  known  not  to 
be  rigorously  true  of  even  our  most  nearly  perfect  gases.  It  is  not  even  approxi- 
mately true  of  those  gases  when  far  from  the  condition  of  perfectness,  i.e.  at  low 
temperatures  or  high  pressures.  At  very  high  temperatures,  also,  it  is  well  known 
that  specific  heats  rapidly  increase.  This  particular  variation  is  perhaps  due  to 
an  approach  toward  that  change  of  state  described  as  dissociation.  When  near 
any  change  of  state,  —  combustion,  fusion,  evaporation,  dissociation,  —  every  sub- 
stance manifests  erratic  thermal  properties.  The  specific  heat  of  carbon  dioxide 
is  a  conspicuous  illustration.  Recent  determinations  by  Holborn  and  Henning 
(2)  of  the  mean  specific  heats  between  0°  and  x°  C.  give,  for  nitrogen,  k  =  0.255 
+  0.000019  X ;  and  for  carbon  dioxide,  k  =  0.201  +  0.0000742  x  -  0.000000018  a:2 : 
while  for  steam,  heated  from  110°  to  x°  C,  1'  =  0.4069 -0.0000168  a:  +  0.000000044  a;^. 
The  specific  heats  of  solids  also  vary.  The  specific  heats  of  substances  in  general 
increase  with  the  temperature.  Regnault's  law  would  hold,  however,  for  a  perfect 
gas;  in  this,  the  specific  heat  would  be  constant  under  all  conditions  of  tempera- 
ture. For  our  "permanent  "  gases,  the  specific  heat  is  practically  constant  at 
ordinary  temperatures. 

The  table  in  Art.  52  shows  that  in  general  the  specific  heats  at  constant  pressure 
vary  inversely  as  the  molecular  weights.  Carbon  dioxide,  sulphur  dioxide,  ammonia, 
and  steam  (which  are  highly  imperfect  gases)  vary  most  widely  from  this  law. 

64.  The  Two  Specific-  Heats.  When  a  gas  is  heated  at  constant  pressure, 
its  volume  increases  against  that  pressure,  and  external  work  is  done  in 
consequence.  The  external  work  may  be  computed  by  multiplying  the 
pressure  by  the  change  in  volume.  When  heated  at  constant  volume,  no 
external  work  is  done;  no  movement  is  made  against  an  external  resist- 
ance. If  the  gas  be  perfect,  then,  under  this  condition,  no  disgregation 
work  is  done ;  and  the  specific  heat  at  constant  volume  is  a  true  specific 
heat,  according  to  Rankine's  distinction  (Art.  61).  The  specific  heat  at 
constant  pressure  is,  however,  the  one  commonly  determined  by  experi- 
ment. The  numerical  values  of  the  two  specific  heats  must,  in  a  perfect 
gas,  differ  by  the  heat  equivalent  to  the  external  work  done  during  heating 
at  constant  pressure.     Under  certain  conditions,  —  as  with  water  at  its 
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maximum  density, — no  external  work  is  done  when  heating  at  constant 
pressure;  and  at  this  state  the  two  specific  heats  are  equal,  if  we  ignore 
possible  differences  in  the  disgregation  work. 

'  65.  Difference  of  Specific  Heats.  Let  a  pound  of  air  at  32°  F. 
and  atmospheric  pressure  be  raised  1°  F.  in  temperature,  at  constant 
pressure.  It  will  expand  12.387-^491.4  =  0.02521  cu.  ft.,  against 
a  resistance  of  14.7  x  144  =  2116. 8  lb.  per  square  foot.  The  external 
work  which  it  performs  is  consequently  2116.8  x  0.02521  =  53.36  foot- 
pounds. A  general  expression  for  this  external  work  is  W=PV-^  T\ 
and  as  from  Art.  51  the  quotient  PV-^  2^  is  a  constant  and  equal  to 
i?,  then  IT  is  a  constant  for  each  particular  gas,  and  equivalent  in 
value  to  that  of  H  for  such  gas.  The  value  of  W  for  air,  expressed 
in  heat  units,  is  53.36-f-778  =  0.0686.  If  the  specific  heat  of  air  at 
constant  pressure,  as  experimentally  determined,  be  taken  at  0.2375, 
then  the  specific  heat  at  constant  volume  is  0.2375  —  0.0686  =  0.1689, 
air  being  regarded  as  a  perfect  gas. 

66.  Derivation  of  Law  of  Perfect  Gas.  Let  a  gas  expand  at  constant  pres- 
sure P  from  the  condition  of  absolute  zero  to  any  other  condition  F,  T.  The  total 
external  work  which  it  will  have  done  in  consequence  of  this  expansion  is  PV. 
The  work  done  per  degree  of  temperature  is  PV  •-  T.  But,  by  Charles'  law,  this 
is  constant,  whence  we  have  PV=RT.  The  symbol  7^  of  Art.  51  thus  represents 
the  external  work  of  expansion  during  each  degi-ee  of  temperature  increase  (3). 

67.  General  Case.  The  difference  of  the  specific  heats,  while  constant  for  any 
gas,  is  different  for  different  gases,  because  their  values  of  R  differ.  But  since 
values  of  R  are  proportional  to  the  specific  volumes  of  gases  (Art.  52),  the  differ- 
ence of  the  volumetric  specific  heats  is  constant  for  all  gases.  Thus,  let  k,  I  be  the 
two  specific  heats,  per  pound,  of  air.  Then  k  —  I  —  r.  Let  d  be  the  density  of 
the  air;  then,  (I{k—l)  is  the  difference  of  the  volumetric  specific  heats.  For  any 
other  gas,  we  have  similarly,  K  —  L  =  R  and  D(K  —  L)  ;  but,  from  Art.  52 
R:r::d:D,  or  R  =  rd  ^  D.  Hence,  K  -  L  =  rd  -^  D  =  (k  -  l)(d  ---  D),  or 
D{K  —  L)=  d{k  —  I).  The  difference  of  the  volumetric  specific  heats  is  for  all 
gases  equal  approximately  to  0.0055  B.  t.  u.     (Compare  Art.  60.) 

68.  Computation  of  External  Work.  The  value  of  R  given  in  Art.  52  and 
Art.  65  is  variously  stated  by  the  wM^iters  on  the  subject,  on  account  of  the 
slight  uncertainty  which  exists  regarding  the  exact  values  of  some  of  the  con- 
stants used  in  computing  it.  The  differences  are  too  small  to  be  of  consequence 
in  engineering  work. 

69.  Ratio  of  Specific  Heats.  The  numerical  ratio  between  the 
two  specific  heats  of  a  sensibl}^  perfect  gas,  denoted  by  the  symbol  y, 
is  a  constant  of  prime  importance  in  thermodynamics. 
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For  air,  its  value  is  0.2375 -r-0.1689  =  1.4 +  •  Various  writers,  using  other  funda- 
mental data,  give  slightly  different  values  (4).  The  best  direct  experiments  (to 
be  described  later)  agree  with  that  here  given  within  a  narrow  margin.  For 
hydrogen,  Lummer  and  Pringsheim  (5)  have  obtained  the  value  1.408;  and  for 
oxygen,  1.396.  For  carbon  dioxide,  a  much  less  perfect  gas  than  any  of  these, 
these  observers  make  the  value  of  y,  1.2961;  while  Dulong  obtained  1.338.  The 
latter  obtained  for  carbon  monoxide  1.428.  The  mean  value  for  the  "permanent" 
gases  is  close  to  that  for  air,  viz., 

y-i.4+. 

The  value  of  y  is  about  the  same  for  all  common  gases,  and  is  practically  inde- 
pendent of  the  temperature  or  the  pressure. 

From  Arts.  59,  60,  65,  we  have,  letting  m  denote  chemical  equivalents  and  V 
specific  volumes, 

m 
l  =  (a-h)V,      ,=-^-^, 
where  a  and  h  are  constants  having  the  same  value  for  all  gases. 

70.  Relations  of  R  and  y.  A  direct  series  of  relations  exists 
between  the  two  specific  heats,  their  ratio,  and  their  difference.  If 
we  denote  the  specific  heats  by  h  and  Z,  then  in  proper  units, 

h-i  =  B.       i=h-R.       ^=^-      r^=y- 

I  k  —  U 

hov  air,  this  gives   ^'^^^l^  .  >  =  1-402. 

778 
h  =  lcy—  yR.  hy—h^yU.  k  =  B-^-r' 

y-^  y 

71.  Ranklne's  Prediction  of  the  Specific  Heat  of  Air.  The  specific  heat  of  air 
was  approximately  determined  by  Joule  in  1852.  Earlier  determinations  were 
unreliable.  Rankine,  in  1850,  by  the  use  of  the  relations  just  cited,  closely  ap- 
proximated the  result  obtained  experimentally  by  Regnault  three  years  later. 
Using  the  values  y  =  1.4,  R  =  53.15,  Rankine  obtained 

}c  =  R  -y—  =  (53.15  --  772)  x  (1.4  -^  0.4)  =  0.239. 
y-l 

Regnault's  result  was  0.2375. 


SPECIFIC  HEATS  OF  GASES 


S7 


72.    Mayer's  Computation  of  the  Mechanical  Equivalent  of  Heat. 

Reference  was  made  in  Art.  29  to  tlie  computation  of  this  constant 
prior  to  the  date  of  Joule's  conclusive  experiments.  The  method  is 
substantially  as  follows  :  a  cylinder  and  piston  having  an  area  of  one 
square  foot,  the  former  containing  one  cubic  foot,  are  assumed  to  hold 
air  at  32°  F.,  which  is  subjected  to  heat.  The  piston  is  balanced,  so 
that  the  pressure  on  the  air  is  that  of  the  atmosphere,  or  14.7  lb. 
per  square  inch ;  the  total  pressure  on  the  piston  being,  then, 
144  X  14.7  =  2116.8  lb.  While  under  this  pressure,  the  air  is  heated 
until  its  temperature  has  increased  491.4°.  The  initial  volume 
of  the  air  was  by  assumption  one  cubic  foot,  whence  its  weight 
was  1 -r- 12.387  =  0.0811  lb.  The  heat  imparted  was  therefore 
0.0811  X  0.2375  X  491.4  =  9.465  B.t.  u.  The  external  work  was 
that  due  to  doubling  the  volume  of  the  air,  or  1  x  14.7  x  144  =  2116.8 
foot-pounds.  The  piston  is  now  fixed  rigidly  in  its  original  position, 
so  that  the  volume  cannot  change,  and  no  external  work  can  be  done. 
The  heat  required  to  produce  an  elevation  of  temperature  of  491.4° 
is  then  0.0811x0.1689x491.4  =  6.731  B.  t.  u.  The  difference 
of  heat  corresponding  to  the  external  work  done  is  2.734  B.  t.  u., 
whence  the  mechanical  equivalent  of  heat  is  2116.8  -j-  2.734  =  774.2 
foot-pounds. 


73.  Joule's  Experiment.  One  of  the  crucial  experiments  of  the  science  was 
conducted  by  Joule  about  1844,  after  having  been  previously  attempted  by  Gay- 
Lussac. 

Two  copper  receivers,  A  and  B,  Fig.  9,  were  connected  by  a  tube 
and  stopcock,  and  placed  in  a  water  bath.     Air  was  compressed  in  A 

to  a  pressure  of  22  atmospheres, 
while  a  vacuum  was  maintained 
in  B.  When  the  stopcock  was 
opened,  the  pressure  in  each  re- 
ceiver became  11  atmospheres,  and 
the  temperature  of  the  air  and  of 
the  water  bath  remained  practically 


Fig.  9.     Arts.  73,  80.  —  Joule's  Exi^eriment. 


unchanged.  This  was  an  instance  of  expansion  without  the  perform- 
ance of  external  work  ;  for  there  was  no  resisting  pressure  against  the 
augmentation  of  volume  of  the  air. 
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74.  Joule's  and  Kelvin's  Porous  Plug  Experiment.  Minute  observations 
showed  that  a  slight  change  of  temperature  occurred  in  the  water  bath. 
Joule  and  Kelvin,  in  1852,  by  their  celebrated  "porous  plug"  experiments, 
ascertained  the  exact  amount  of  this  change  for  various  gases.  In  all  of 
the  permanent  gases  the  change  was  very  small ;  in  some  cases  the  tem- 
perature increased,  while  in  others  it  decreased ;  and  the  inference  is  jus- 
tified that  in  a  perfect  gas  there  would  be  no  change  of  temperature  (Art. 
156). 

75.  Joule's  Law.  The  experiments  led  to  the  principle  that 
when  a  perfect  gas  expands  without  doing  external  work,  and  without 
receiving  or  discharging  heat,  the  temperature  remains  unchanged  and 
no  disgregation  work  is  done.  A  clear  appreciation  of  this  law  is  of 
fundamental  importance.  Four  thermal  phenomena  might  have 
occurred  in  Joule's  experiment :  a  movement  of  heat,  the  performance 
of  external  work,  a  change  in  temperature,  or  work  of  disgregation. 
From  Art.  12,  these  four  effects  are  related  to  one  another  in  such 
manner  that  their  summation  is  zero;  (^=  T+I-\-  W),  By  means 
of  the  water  bath,  which  throughout  the  experiment  had  the  same 
temperature  as  the  air,  the  movement  of  heat  to  or  from  the  air  was 
prevented.  By  expanding  into  a  vacuum,  the  performance  of  external 
work  was  prevented.  The  two  remaining  items  must  then  sum  up 
to  zero,  i.e.  the  temperature  change  and  the  disgregation  work.  But 
the  temperature  did  not  change  ;  consequently  the  amount  of  disgre- 
gation work  must  have  been  zero. 

76.  Consequences  of  Joule's  Law.  In  the  experiment  described,  the  pres- 
sure and  volume  c-hanged  without  changing  the  internal  energy.  No  dis- 
gregation work  was  done,  and  the  temperature  remained  unchanged. 
Considering  pressure,  volume,  and  temperature  as  three  cardinal  thermal 
properties,  internal  energy  is  then  independent  of  the  pressure  or  volume 
and  depends  on  the  temperature  only,  in  any  perfect  gas.  It  is  thus  itself 
a  cardinal  property,  in  this  case,  a  function  of  the  temperature.  "A 
change  of  pressure  and  volume  of  a  perfect  gas  not  associated  with  change 
of  temperature  does  not  alter  the  internal  energy.  In  any  change  of  tem- 
perature, the  change  of  internal  energy  is  independent  of  the  relation  of 
pressure  to  volume  during  the  operation ;  it  depends  only  on  the  amount 
by  which  the  temperature  has  been  changed"  (6).  The  gas  tends  to  cool 
in  expanding,  but  this  effect  is  "exactly  compensated  by  the  heat  which 
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is  disengaged  through  the  friction  in  the  connecting  tube  and  the  im- 
pacts which  destroy  the  velocities  communicated  to  the  particles  of  gas 
wliile  it  is  expanding ''  (7).  There  is  iwactically  no  cUsgregation  work  in 
heating  a  sensibly  perfect  gas;  all  of  the  internal  energy  is  evidenced  by 
temperature  alone.  When  such  a  gas  passes  from  one  state  to  another  in 
a  variety  of  vv^ays,  the  external  work  done  varies;  but  if  from  the  total 
movement  of  heat  the  equivalent  of  the  external  work  be  deducted,  then 
the  remainder  is  always  the  same,  no  matter  in  what  way  the  change  of 
condition  has  been  produced.  Instead  of  II  =  T  -\-  I -{-  W,  we  may  write. 
H=  T+  W. 

77.  Application  to  Difference  of  Specific  Heats.  The  heat  absorbed  dur- 
ing a  change  in  temperature  at  constant  pressure  being  II=k(T—  t),  and 
the  external  work  during  such  a  change  being  W=  F(V—  v)  =  E(T~t), 
the  gain  of  internal  energy  must  be 

H-  W={k-R){T-t). 

The  heat  absorbed  during  the  same  change  of  temperature  at  constant 
volume  is  II=l(T—  t).  Since  in  this  case  no  external  work  is  done,  the 
whole  of  the  heat  must  have  been  applied  to  increasing  the  internal  energy. 
But,  according  to  Joule's  law,  the  change  of  internal  energy  is  shown  by  the 
temperature  change  alone.  In  whatever  way  the  temperature  is  changed 
from  T  to  t,  the  gain  of  internal  energy  is  the  same.     Consequently, 

(k-R)(T-t)=l(T-t)  and  k~E  =  l, 

a  result  already  suggested  in  Art.  65. 

78.  Discussion  of  Results.  The  greater  value  of  the  specific  heat  at 
constant  pressure  is  due  solely  to  the  performance  of  external  work  dur- 
ing the  change  in  temperature.  The  specific  heat  at  constant  volume  is 
a  real  specific  heat,  in  the  case  of  a  perfect  gas ;  no  external  work  is  done, 
and  the  internal  energy  is  increased  only  by  reason  of  an  elevation  of  tem- 
perature. There  is  no  disgregation  work.  All  of  the  heat  goes  to  make 
the  substance  hot.  So  long  as  no  external  work  is  done,  it  is  not  neces- 
sary to  keep  the  gas  at  constant  volume  in  order  to  confirm  the  lower 
value  for  the  specific  heat;  no  more  heat  is  required  to  raise  the  tempera- 
ture a  given  amount  when  the  gas  is  allowed  to  expand  than  when  the 
volume  is  maintained  constant.  For  any  gas  in  which  the  specific  heat  at 
constant  volume  is  constant.  Joule's  law  is  inductively  established  ;  for  no 
external  work  is  done,  and  temperature  alone  measures  the  heat  absorp- 
tion at  any  point  on  the  thermometric  scale.  If  a  gas  is  allowed  to  expa.nd, 
doiiuj  external  work  at  constant  temperature,  then,  since  no  change  of  inter- 
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nal  energy  occurs,  it  is  obvious  from  Art.  12  that  the  external  work  is  equal 
to  the  heat  absorbed.  Briefly,  the  important  deduction  from  Joule's  experi- 
ment is  that  item  (6),  Art.  12,  may  be  ignored  when  dealing  with  sensibly 
perfect  gases. 

79.  Confirmatory  Experiment.  By  a  subsequent  experiment,  Joule 
showed  that  when  a  gas  expands  so  as  to  perform  external  work,  heat  dis- 
appears to  an  extent  proportional  to  the  work  done.  Figure  10  illustrates 
the  apparatus.  A  receiver  A,  containing  gas  compressed  to  two  atmos- 
pheres, was  placed  in  the  calorimeter  B  and  connected  with  the  gas  holder 
C,  placed  over  a  water  tank.  The  gas  passed 
from  ^  to  0  through  the  coil  D,  depressed  the  'b^-^^ 

water  in  the  gas  holder,  and   divided   itself  be-       [fell  ^ff^ 

tween  the  two   vessels,  the   pressure   falling  to     ^y^sLAj^^  ^ 
that   of   one  atmosphere.      The  work  done  was    F-^^^f^^'         - 

computed  from  the  augmentation  of  volume  shown  ^^^'  ^^'  ^^**'  '^9.— Joule's 
,        ,   .    .  -  ,,  i        •       ^  .  Experiment,   Second    Ap- 

by  driving  down  the  water  m  C  against  atmos-       paratus. 

pheric  pressure;  and  the  heat  lost  was  ascertained 

from  the  fall  of  temperature  of  the  water.     If  the  temperature  of  the 

air  were  caused  to  remain  constant  throughout  the  experiment,  then  the 

work  done  at  C  would  be  precisely  equivalent  to  the  heat  given  up  by 

the  water.     If  the  temperature  of  the  air  were  caused  to  remain  constantly 

the  same  as  that  of  the  water,  then  11=  0  =  T-{- 1-\-  W,  (T+  /)=  -  W,  or 

internal  energy  would  be  given  up  by  the  air,  precisely  equivalent  in  amount 

to  the  work  done  in  0. 

80.  Application  of  the  Kinetic  Theory.  In  the  porous  plug  experiment  referred 
to  in  Art.  74,  it  was  found  that  certain  gases  were  slightly  cooled  as  a  result  of  the 
expansion,  and  others  slightly  v/armed.  The  molecules  of  gas  are  very  much  closer 
to  one  another  in  A  than  in  B,  at  the  beginning  of  the  experiment.  If  the  mole- 
cules are  mutually  attractive,  the  following  action  takes  place  :  as  they  emerge  from 
A.,  they  are  attracted  by  the  remaining  particles  in  that  vessel,  and  their  velocity 
decreases.  As  they  enter  B,  they  encounter  attractions  there,  which  tend  to  in- 
crease their  velocity;  but  as  the  second  set  of  attractions  is  feebler,  the  total  effect 
is  a  loss  of  velocity  and  a  cooling  of  the  gas.  In  another  gas,  in  which  the  molecules 
repel  one  another,  the  velocity  during  passage  would  be  on  the  whole  augmented, 
and  the  temperature  increased.  A  perfect  gas  would  undergo  neither  increase  nor 
decrease  of  temperature,  for  there  would  be  no  attractions  or  repulsions  between 
the  molecules. 

(1)  A  critical  review  of  this  theory  has  been  presented  by  Mills  :  The  Specific 
Heats  of  the  Elements,  Science,  Aug.  24,  1908,  p.  221.  (2)  -The  Engineer,  January 
13,  1908.  (3)  Throughout  this  study,  no  attention  will  be  paid  to  the  ratio  778  as 
affecting  the  numerical  value  of  constants  in  formulas  involving  both  heat  and  work 
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63.36 

quantities.     R  may  by  either  53.36  or  ~zzr-     The  student  should  discern  whether 

heat  units  or  foot-pounds  are  intended.  (4)  Zeuner,  Technical  Thermodynamics, 
Klein  tr.,  I,  121.  (5)  Ibid.,  loc.  cit.  (6)  Ewing:  The  Steam  Engine,  1906.  (7) 
Wormell,  Thermodynamics. 

SYNOPSIS   OF   CHAPTER  IV 

Specific  thermal  capacities;  at  constant  pressure,  at  constant  volume;  other  capacities. 

Atomic  heat  =  specific  heat  X  atomic  weight;  molecular  heat. 

The  volumetric  specific  heats  of  common  gases  are  approximately  equal. 

Mean  specific  heat  = — ;  true  specific  heat  =  — ;  real  and  apparent  specific  heats. 

BegnauWs  laio :  "  the  specific  heat  is  constant  for  perfect  gases." 

Difference  of  the  two  specific  heats  :  B  =  53.36  ;  significance  of  R. 

The  difference  of  the  volumetric  specific  heats  equals  0.0055  B.  t.  u.  for  all  gases. 

Ratio  of  the  specific  heats  :  y  =  1.402  for  air  ;  relations  between  k,  I,  y,  B. 

Rankine's  prediction  of  the  value  of  k:  Mayer's  computation  of  the  mechanical  equiva- 
lent of  heat. 

Joule'^s  Law  :  no  disgregation  work  occurs  in  a  perfect  gas. 

If  the  temperature  does  not  change,  the  external  work  equals  the  heat  absorbed. 

If  no  heat  is  received,  internal  energy  disappears  to  an  extent  equivalent  to  the 
external  work  done. 

The  condition  of  intermolecular  force  determines  whether  a  rise  or  a  fall  of  temperature 
occurs  in  the  porous  plug  experiment. 


PROBLEMS 

1.    The  atomic  weights  of  iron,  lead,  and  zinc,being  respectively  56,  206.4,  65;  and 

the  specific  heats  being,  for  cast  iron,  0.1298  ;  for  wrought  iron,  0.1138  ;  for  lead, 

0.0314  ;  and  for  zinc,  0.0956,  —  check  the  theory  of  Art.  59  and  comment  on  the  results. 

{Ans.,  atomic  heats  are:    lead,  6.481;   zinc,  6.214;  wrought  iron,  6.373;  cast  iron, 

7.259.) 

2.  Find  the  volumetric  specific  heats  at  constant  pressure  of  air,  hydrogen,  and 
nitrogen,  and  compare  with  Art.  60.     ( A;  =  3.4  for  H  and  0.2438  for  N.) 

{Ans.,  air  0.01917;  hydrogen  0.01901;  nitrogen  0.01912.) 

3.  The  heat  expended  in  warming  1  lb.  of  water  from  32°  F.  to  160°  F.  being  127.86 
B.  t.  u.,  find  the  mean  specific  heat  over  this  range.     {Ans.,  0.9989.) 

4.  The  weight  of  a  cubic  foot  of  water  being  59.83  lb.  at  212°  F.  and  62.422  lb.  at 
32°  F.,  find  the  amount  of  heat  expended  in  performing  external  work  w^hen  one 
pound  of  water  is  heated  between  these  temperatures  at  atmospheric  pressure. 

(^ns.,  0.00189  B.t.u.) 

5.  (a)  Find  the  specific  heat  at  constant  volume  of  hydrogen  and  nitrogen. 

{Ans.,  2,41;  0.1732.) 
(6)  Find  the  value  of  y  for  these  two  gases.     {Ans.,  1.4108;  1.4080.) 

6.  Check  the  value  0.0055  B,  t.  u.  given  in  Art.  67  for  hydrogen  and  nitrogen. 

{Ans.,  0.00554;  0.00554.) 
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7.  Compute  the  elevation  in  temperature,  in  Art.  72,  that  would,  for  an  expansion 
of  100  per  cent,  under  the  assumed  conditions,  and  with  the  given  values  of  k  and  i, 
give  exactly  778  as  the  value  of  the  mechanical  equivalent  of  heat.  What  law  of 
gaseous  expansion  would  be  invalidated  if  this  elevation  of  temperature  occurred? 

(^ns.,  489.05°  F.) 

8.  In  the  experiment  of  Art.  79,  the  volume  of  air  in  G  increased  by  one  cubic  foot 
against  normal  atmospheric  pressure.  The  weight  of  water  in  B  was  20  lb.  The  tem- 
perature of  the  air  remained  constant  throughout  the  experiment.  Ignoring  radiation 
losses,  compute  the  fall  of  temperature  of  the  water.     {Ans.^  0.13604°  F.) 

9.  Prove  that  the  specific  heat  at  constant  pressure  is  constant  for  a  perfect  gas. 
(Suggestion:  Value  of  I?     Value  of  TFper  degree  of  temperature  change?    Value 

cf  I  from  the  standpoint  of  the  kinetic  theory?) 


CHAPTER  V 

GUAPHICAL  REPRESENTATIONS:  PRESSURE- VOLUME  PATHS  OF 

PERFECT  GASES 

81.  Thermodynamic  Coordinates.  The  condition  of  a  body  being  fully 
defined  by  its  pressure,  volume,  and  temperature,  its  state  may  be  repre- 
sented on  a  geometrical  diagram  in  which  these  properties  are  used  as 
coordinates.  This  graphical  method  of  analysis,  developed  by  Olapeyron, 
is  now  in  universal  use.  The  necessity  for  three  coordinates  presupposes 
the  use  of  analytical  geometry  of  three  dimensions,  and  representations 
may  then  be  shown  perspectively  as  related  to  one  of  the  eight  corners 
of  a  cube;  but  the projectioyis  on  any  of  the  three  adjacent  cube  faces  are 
commonly  used ;  and  since  any  two  of  three  properties  fix  the  third  when 
the  characteristic  equation  is  known,  a  projective  representation  is  suffi- 
cient. Since  internal  energy  is  a  cardinal  property  (Arts.  10,  76),  this  also 
may  be  employed  as  one  of  the  coordinates  of  a  diagram  if  desired. 

82.  Illustration.  In  Fig.  11  we  have  one  corner  of  a  cube 
con.stituting  an  origin  of  coordinates  at  O.  The  temperature  of  a 
substance  is  to  be  represented  by  the  distance  upward  from  0;  its 
pressure,  by  the  distance  to  the  right ;  and  its  volume,  by  the  dis- 
tance to  the  left.  The  lines  forming  the  cube  edges  are  correspond- 
ingly marked  OT^  OP^  OV.  Consider  the  condition  of  the  body  to 
be  represented  by  the  point  J.,  within  the  cube.  Its  temperature  is 
then  represented  by  the  distance  AB^  parallel  to  TO^  the  point  B 
being  in  the  plane  VOP.  The  distance  AB^  parallel  to  P(9,  from  A 
to  the  plane  TOV^  indicates  i\iQ  pressure ;  and  by  drawing  J. O' paral- 
lel to  VO^  0  being  the  intersection  of  this  line  with  the  plane  TOP^ 
we  may  represent  the  volume.  The  state  of  the  substance  is  thus 
fully  shown.  Any  of  the  three  projections,  Figs.  12-14,  would  equally 
fix  its  condition,  providing  the  relation  between  P,  Fi  and  T  is 
known.  In  each  of  these  projections,  two  of  the  properties  of  the 
substance  are  shown  ;  in  the  three  projections,  each  property  appears 
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twice;  and  the  corresponding  lines  AB,  AC,  and  AD  are  always 
equal  in  length. 


A,C, 


O  ^             B 

Fig.  11.     Art.  82.  —  Fig.  12.    Art.  82.- 

Perspective    Dia-  TF  Diagram, 
gram. 


o*- 


AB. 


A.D, 


C 

Fig.  13.    Art.  82.— 
VP  Diagram. 


Fig.  14.    Art.  82. 
TV  Diagram. 


83.  Thermal  Lines.  In  Fig.  15,  let  a  substance,  originally  at  A,  pass 
at  constant  pressure  and  temperature  to  the  state  B;  thence  at  constant 
temperature  and  volume  to  the  state  C;  and  thence  at  constant  pressure 


A8. 


CxP, 


B,C, 


Fig.  15.    Art.  83.— 

Fig.  16.    Art.  83.  — 

Fig.  17.    Art.  83.  — 

Fig.  18.     Art.  83. 

Perspective  Ther- 

TP Path. 

VP  Path. 

TV  Path. 

mal  Line. 

and  volume  to  D.  Its  changes  are  represented  by  the  broken  line  ABCD, 
which  is  shown  in  its  various  projections  in  Figs.  16-18.  The  thermal 
line  of  the  coordinate  diagrams,  Figs.  11  and  15,  is  the  locus  of  a  series  of 
successive  states  of  the  substance.  A  path  is  the  projection  of  a  thermal 
line  on  one  of  the  coordinate  planes  (Figs.  12-14,  16-18).  The  path  of  a 
substance  is  sometimes  called  its  process  curve,  and  its  thermal  line,  a 
thermogram. 

The  following  thermal  lines  are  more  or  less  commonly  studied :  — 

(a)  Isothermal,  in  which  the  temperature  is  constant;  its  plane  is 

perpendicular  to  the  OT  axis. 

(b)  Isometric,  in  which  the  volume  is  constant ;  having  its  plane  per- 

pendicular to  the  01^  axis. 

((?)  Isopiestic,  in  which  the  pressure  is  constant ;  its  plane  being  per- 
pendicular to  the  OF  axis. 

(c?)  Isodynamic,  that  along  which  no  change  of  internal  energy 
occurs. 
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(e)  Adiabatic,  that  along  whicli  no  heat  is  transferred  between  the 
substance  and  surrounding  bodies;  the  thermal  line  of  an 
insulated  body,  performing  or  consuming  work. 

84.  Thermodynamic  Surface.  Since  the  equation  of  a  gas  in- 
cludes three  variables,  its  geometrical  representation  is  a  surface ; 
and  the  first  three,  at  least,  of  the  above  paths,  must  be  projections 
of  the  intersection  of  a  plane  with  such  surface.    Figure  19,  from  Pea- 


FiG.  19.    Arts.  84,  103.  —  Thermodynamic  Surface  for  a  Perfect  Gas. 

body  (1),  admirably  illustrates  the  equation  of  a  perfect  gas,  PV  = 
RT.  The  surface  jt?mM^^  is  the  characteristic  surface  for  a  perfect  gas. 
Every  section  of  this  surface  parallel  to  the  Pl^plane  is  an  equilat- 
eral hyperbola.  Every  projection  of  such  section  on  the  PF  plane 
is  also  an  equilateral  hyperbola,  the  coordinates  of  which  express  the 
law  of  Boyle,  PV=C.  Every  section  parallel  with  the  TF  plane 
gives  straight  lines  pm^  sl^  etc.,  and  every  section  parallel  with  the 
TP  plane  gives  straight  lines  vn,  xy^  etc.     The  equations  of  these 
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lines  are  expressions  of  the  two  forms  of  the  law  of  Charles,  their 
appearance  being  comparable  with  that  in  Fig.  5. 

85.  Path  of  Water  at  Constant  Pressure.  Some  such  diagram  as  that 
of  Fig.  20  would  represent  the  behavior  of  water  in  its  solid,  liquid,  and 

vaporous  forms  when  heated  at  constant  pressure. 

The  coordinates  are  temperature  and  volume.     At 

■A,  the  substance   is  ice,  at  a  temperature   below 

the  freezing  point.     As  the  ice  is  heated  from  A 

to  B,  it  undergoes  a  slight  expansion,  like  other 

^\ solids.     At  B,  the  melting  point  is  reached,    and 

as  ice  contracts  in  melting,  there  is  a  decrease  in 

volume  at  constant  temperature.    At   C,  the  sub- 

^     ^^     .      „_      „,         stance  is  all  water;  it  contracts  until  it  reaches  the 
Fig.  20.     Art.  85.  — AVater  ' 

at  Constant  Pressure.       temperature   of    maximum  density,  39.1°  F.,  at  D, 

then  expands  until  it  boils  at  E,  when  the  great 
increase  in  volume  of  steam  over  water  is  shown  by  the  line  EF.  If  the 
steam  after  formation  conformed  to  Charles'  law,  the  path  would  con- 
tinue upward  and  to  the  right  from  F,  as  a  straight  line. 

86.  The  Diagram  of  Energy.  Of  the  three  coordinate  planes,  the  PV 
is  most  commonly  used.  This  gives  a  diagram  corresponding  with  that 
produced  by  the  steam  engine  indicator  (Art.  484).  It  is  sometimes  called 
Watt's  diagram.  Its  importance  arises  principally  from  the  fact  that  it 
represents  directly  the  external  work  done  during  the  movement  of  the 
substance  along  any  path.  Consider  a  vertical  cylinder  filled  with  fluid, 
at  the  upper  end  of  which  is  placed  a  weighted  piston.  Let  the  piston  be 
caused  to  rise  by  the  expansion  of  the  fluid.  The  force  exerted  is  then 
equivalent  to  the  weight  of  the  piston,  or  total  pressure  on  the  fluid ;  the 
distance  moved  is  the  movement  of  the  piston,  which  is  equal  to  the  aug- 
mentation in  volume  of  the  fluid.  Since  work  equals  force  multiplied  by 
distance  moved,  the  external  work  done  is  equal  to  the  total  uniform  pressure 
multiplied  by  the  increase  of  volume. 

87.  Theorem.      On  a  PV  diagram,  the  external  work  done  along 
any  path  is  represented  by  the  area  included  be-      ^ 
tween  that  path  and  the   perpendiculars   from   its 
extremities  to  the  horizontal  axis. 

Consider  first  a  path  of  constant  pressure,  ab, 
Fig.  21.  From  Art.  86,  the  external  work  is 
equivalent   to   the    pressure  multiplied  by  the  in-    ^^^-  2^-    ^^^-  ^'^•~ 

^  r         T  T  \y  External   Work  at 

crease  of  volume,  or  to  ca  x  ah  =  cahd.      General      constant  Pressure. 
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case :  let  the  path  be  arbitraiy,  ab.  Fig.  22.  Divide  the  area  ahdc 
into  an  infinite  number  of  vertical  strips,  amnc^  mopn^  oqrp^  tto., 
each  of  which  may  be  regarded  as  a  rectangle, 
such  that  ac  =  mn,  mn  =  op,  etc.  The  external 
work  done  along  am,  mo,  oq,  etc.,  is  then  repre- 
sented by  the  areas  amnc,  mopn,  oqrp,  etc.,  and 
the  total  external  work  along  the  path  ah  is  repre- 
sented by  the  sum  of  these  areas,  or  by  ahdc. 

Corollary  I.     Along  a  path  of  constant  volume 
no  external  work  is  done. 

Corollary  II.  If  the  path  be  reversed,  i.e.  from  right  to  left,  as 
along  ha,  the  volume  is  diminished,  and  negative  ivork  is  done  ;  work 
is  expeyided  on  the  substance  in  compressing  it,  instead  of  being  per- 
formed by  it. 


Fig.  22.  Arts.  87,88. 
—  External  Work, 
Any  Path. 


88.  Significance  of  Path.  It  is  obvious,  from  Fig.  22,  that  the  amount 
of  external  work  done  depends  not  only  on  the  initial  and  final  states  a  and 
b,-  but  also  on  the  nature  of  the  path  between  those  states.  According  to 
Joule's  principle  (Art.  75)  the  change  of  internal  energy  (T-\-I,  Art.  12) 
between  two  states  of  a  perfect  gas  is  dependent  upon  the  initial  and  final 
temperatures  only  and  is  independent  of  the  path.  The  external  work 
done,  however,  depends  upon  the  path.  The  total  expenditure  of  heat,  which 
includes  both  effects,  can  only  be  known  when  the  path  is  given.  The 
internal  energy  of  a  perfect  gas  (and,  as  will  presently  be  shown.  Art. 
109,  of  any  substance)  is  a  cardinal  property  ;  external  work  and  heat 
transferred  are  not.  They  cannot  be  used  as  elements  of  a  coordinate 
diagram. 


•rf> 


89.  Cycle.  A  series  of  paths  forming  a  closed  finite  figure  con- 
stitutes a  cycle.  In  a  cycle,  the  substance  is  brought 
back  to  its  initial  conditions  of  pressure,  volume, 
and  temperature. 

Theorem.  In  a  cycle,  the  net  external  work 
done  is  represented  on  the  PV  diagram  by  the  en- 
closed area. 

Let  ahcd,  Fig.  23,  be  any  cycle.     Along  ahc^  the 

work  done  is,  from  Art.    87,    represented  by  the 

Along  cda,  the  negative  work  done  is  similarly  repre- 


FiG.  23.  Art.  89.— 
External  Work  in 
Closed  Cycle. 


area  ahcef. 
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sented  by  the  area  adcef.  The  net  positive  work  done  is  equivalent 
to  the  difference  of  these  two  areas,  or  to  abed. 

If  the  volume  units  are  in  cubic  feet,  and  the  pressure  units  are  pownds 
per  square  foot,  then  the  measured  area  abed  gives  the  work  in  foot-pounds. 
This  principle  underlies  the  calculation  of  the  horse  power  of  an  engine 
from  its  indicator  diagram.  If  the  cycle  be  worked  in  sl  negative  direction, 
e.g.  as  cbad,  Fig.  23,  then  the  net  work  will  be  negative ;  i.e.  work  will 
have  been  expended  iipon  the  substance,  adding  heat  to  it,  as  in  an  air 
compressor. 

90.  Theorem.  In  a  perfect  gas  cycle,  the  expenditure  of  heat  is 
equivalent  to  the  external  work  done. 

Since  the  substance  has  been  brought  back  to  its  initial  tempera- 
ture, and  since  the  internal  energy  depends  solely  upon  the  tempera- 
ture, the  only  heat  effect  is  the  external  work.  In  the  equation 
11=  T+I-\-  W,  T-\- 1=  0,  whence  H=  W,  the  expenditure  of  heat 
being  equivalent  to  its  sole  effect. 

If  the  work  is  measured  in  foot-pounds,  the  heat  expended  is  calcu- 
lated by  dividing  by  778.  (See  Note  3,  page  37.)  Conversely,  in  a 
reversed  cycle,  the  expenditure  of  external  work  is  equivalent  to  the  gain  of 
heat. 

91.  Isothermal  Expansion.  The  isothermal  path  is  one  of  much 
importance  in  establishing  fundamental  principles.  By  definition 
(Art.  83)  it  is  that  path  along  which  the  temperature  of  the  fluid 
is  constant.  For  gases,  therefore,  from  the  characteristic  equation, 
if  T  be  made  constant,  the  isothermal  equation  is 

PY  =  ET=C. 

Taking  R  at  53.36  and  Tat  491.4°  (32°  F.), 

C  =  53.36  X  491.4  =  26,221; 

whence  we  plot  on  Fig.  2  the  isothermal  curve  al  for  this  tempera- 
ture; an  equilateral  hyperbola,  asymptotic  to  the  axes  of  P  and  Y. 
An  infinite  number  of  isothermals  might  be  plotted,  depending  upon 
the  temperature  assigned,  as  cd,  ef,  gh,  etc.  The  equation  of  the 
isothermal  onay  he  regarded  as  a  special  form  of  the  exponential 
equation  PY^  =  ^j  '^'^  which  n  =  1. 
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Fig. 


Art.  92 


95.  —  Construction 
Hyperbola. 


of   Equilateral 


92.    Graphical  Method.     For  rapidly  plotting  curves  of  the  form  PV  =  C,  the 

construction  shown  in  Fig.  24  is  useful.  Knowing  the  three  corresponding  prop- 
erties of  the  gas  at  any  given 

state  enables  us  to  fix  one  point 

on  the  curve  ;   thus  the  volume 

12.387  and  the  pressure  2116.8 

give    us    the    point    C   on    the 

isothermal  for  491.4°  absolute. 

Through  C  draw  CAI  parallel 

to  0  V.     From  0  draw  lines  OD, 

ON,  OM  to  meet  CM.     Draw 

CB  parallel  to  OP.     From  the 

points  1,  5,  6,  where  OD,   ON, 

OM  intersect    CB,  draw  lines 

1  2,  5  7,  6  8  parallel  to  OV.     From  D,  N,  M,  draw  lines  perpendicular  to  OV. 

The  points  of  intersection  2,  7,  8  are  points  on  the  required  curve.  Proof :  draw 
EC,  FQ,  parallel  to  OV,  and  8  A  parallel  to  OP.  In  the  similar  tri- 
angles OQB,  OMA,  we  have  QB-.MA  ::  OB:  OA,  or  8^  :  CB::EC:FS, 
whence  8  A  x  FS  =  CB  x  EC,  or  P^V^  =  PcVc- 

93.  Alternative  Method.  In  Fig.  ^25  let  &  be  a  known  point  on  the 
curve.  Draw  aD  through  b  and  lay  off  DA  =  ah.  Then  A  is  another 
point  on  the  curve.  Additional  points  may  be  found  by  either  of  the 
constructions  indicated:  e.g.  by  drawing  dh  and  laying  off  Tif=  db, 
or  by  drawing  BK  and  laying  off  Kf=  BA.  These  methods  are  prac- 
tically applied  in  the  examination  of  the  expansion  lines  of  steam 
engine  indicator  diagrams. 

94.   Theorem:   Along  an  isothermal  path  for  a  per- 
fect gas,  the  external  work  done  is  equivalent  to 
^     the  heat  absorbed  (Art.  78). 
J  ^         I  ^^^ —  V         The    internal   energy 

Fig.  25.    Art.  93.  — Second  Method  for  Plotting  IS     unchanged,     as     Indi- 

Hyperboias.  ^ated     by     Joule's     law 

(Art.  75)  ;  hence  the  expenditure  of  heat  is  solely  for  the  performance 

of  external  work.     11=  T+  J+  W,  but  T  =  0,  T+I=0,  and  R=  W. 

Conversely,  we  have  Mayer's  principle,  that  "  the  work  done  in  compressing  a 
portion  of  gas  at  constant  temperature  from  one  volume  to  another  is  dynamically 
equivalent  to  the  heat  emitted  by  the  gas  during  the  compression  "  (2). 

95.  Work  done  during  Isothermal  Expansion.  To  obtain  the  ex- 
ternal work  done  under  any  portion  of  the  isothermal  curve,  Fig.  24, 
we  must  use  the  integral  form, 

W=  (""FdV 
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in  Avhicli  v,  F"are  the  initial  and  final  volumes.     But,  from  the  equa- 
tion of  the  curve,  pv  =  PV^P  =  ]?v  -f-  T"  and  when  p  and  v  are  given, 

»Jv         V  V  V  P 

The  heat  absorbed  is  equal  to  this  vakie  divided  by  778. 

96.  Perfect  Gas  Isodynamic  (Art.  87).  Since  in  a  perfect  gas  the 
internal  energy  is  fixed  by  the  temperature  alone,  the  internal  energy 
along  an  isothermal  is  constant,  and  the  isodynamic  and  isothermal 
paths  coincide. 

97.  Expansion  in  General.  We  may  for  the  present  limit  the 
consideration  of  possible  paths  to  those  in  which  increases  of  volume 
are  accompanied  by  more  or  less  marked  decreases  in  pressure;  the 
latter  ranging,  say,  from  zero  to  infinity  in  rate.  If  the  volume  in- 
creases without  any  fall  in  pressure,  tlie 
path  is  one  of  constant  pressure ;  if  the 
volume  increases  only  when  the  fall  of 
pressure  is  infinite,  tlie  path  is  one  of  con- 
stant volume.  The  paths  under  considera- 
tion will  usually  fall  between  these  two, 


T  PRESSURE 


Fig.  2G.    Art.  97. -Expansive   like  ^^  «^'  ^^^  etc..  Fig.  26.     The  general 
^^t^^s-  law  for  all  of  these  paths  is  PF"  =  a  con- 

stant, in  which  the  slope  is  determined  by  the  value  of  the  exponent  n 
(Art.  91).  For  71  =  0,  the  path  is  one  of  constant  pressure,  ae^  Fig.  26. 
For  ?2  =  infinity,  the  path  is  one  of  constant  volume.*  The  "steepness" 
of  the  path  increases  with  the  value  of  n.  (Note  that  the  exponent 
n  applies  to  V  only,  not  to  the  whole  expression.) 

98.    Work  done  by  Expansion.     For  this  general  case,  the  external 
work  area,  adopting  the  notation  of  Art.  95,  is, 

W^^lPdV', 

But  since /)f"  —  PV,  P  =  pv'^  -f-  V'';  whence,  whenjt?  and  v  are  given, 

^     Jv  1— 7i\  /  n  —  1  n—1 

J.         -I 

*  F"=l,  where  n  =  0.     If  n=  oc,  w^e  may  write  Pa:V=p<xv,  or  V=v. 
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When  V  =  infinity,  P  =  0,  and  the  work  is  indeterminate  by  this  expression  ;  but 

we  may  write  W  =  -^^  (l-^]  =  -Jl£-  [l  -  f-V'^n,  in  which,  for  V=  in- 
n  —  1\  pv   I      n  —  1  L  \  V /       J 

finity,  TF  =  joy  -4-  (n  —  1),  a  finite  quantity.     The  work  under  an  exponential  curve 

(when  77  >1)  is  thus  finite  and  commensurable,  no  matter  how  far  the  expansion 

be  continued. 

P  V     nv 

99.  Relations  of  Properties.     For  a  perfect  gas,  in  which  -yy  =  '—,  we  have 

PVt=pvT. 

If  expansion  proceeds  according  to  the  lawPF"  =  pv^,  we  obtain,  dividing  the 
first  of  these  equations  by  the  second, 

■K  «  =  i^7-,  whence  l  =  (j?y"". 

yn  j,n  J.  \yj 

This  result  permits  of  the  computation  of  the  change  in  temperature  following  a 
given  expansion.  We  may  similarly  derive  a  relation  between  temperature  and 
pressure.     Since 

j9t7«  =  PV",  i'(p)"  =  V(P)'*.     Dividing  tha  expression joyr  =  PVt  by  this,  we  have 

T(p)  "  =t(P)  ''  ,  whence  ^=f^ 

By  interpretation  of  these  formulas  of  relation,  we  observe  that  for 
values  of  n  exceeding  unity,  during  expansion  [i.e.  increase  of  volume),  the 
pressure  and  temperature  decrease,  while  external  work  is  done.  The 
gain  or  loss  of  heat  we  cannot  yet  determine.  On  the  other  hand,  during 
compression,  the  volume  decreases,  the  pressure  and  temperature  increase, 
and  work  is  spent  upon  the  gas.  In  the  work  expression  of  Art.  98,  if 
p,  V,  t  are  always  understood  to  denote  the  initial  conditions,  and  P,  V,  T, 
the  final  conditions,  then  the  work  quantity  for  a  compression  is  negative. 

100.  Adiabatic  Process.  This  term  (Art.  83)  is  applied  to  any 
process  conducted  without  the  reception  or  rejection  of  heat  from  or 
to  surrounding  bodies  by  the  substance  under  consideration.  It  is 
by  far  the  most  important  mode  of  expansion  which  we  shall  have  to 
consider.  The  substance  expands  without  giving  heat  to,  or  taking 
heat  from,  other  bodies.  It  may  lose  heat,  hy  doing  work ;  or,  in  com- 
pression, work  may  he  expended  on  the  substance  so  as  to  cause  it  to 
gain  heat :  but  thei-e  is  no  transfer  of  heat  between  it  and  surrounding 
bodies.  If  air  could  be  worked  in  a  perfectly  non-conducting  cylinder, 
we  should  have  a  practical  instance  of  adiabatic  expansion.  In 
practice  we  sometimes  approach  the  adiabatic  path  closely,  by  causing 
expansion  to  take  place  with  great  rapidity,  so  that  there  is  no  time 
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for  the  transfer  of  heat.  The  expansions  and  compressions  of  the  air 
which  occur  in  sound  waves  are  adiabatic,  on  account  of  their  rapidity 
(Art.  105).  In  the  fundamental  equation  11=  T-\-  1+  TF",  the  adi- 
abatic process  makes  11=  0,  whence  W=  —  (7^+  J)  ;  or,  the  external 
work  done  is  equivalent  to  the  loss  of  internal  energy^  at  the  expense  of 
which  energy  the  work  is  performed. 

101.  Adiabatic  Equation.  Let  unit  quantity  of  gas  expand  adiabatically 
to  an  infinitesimal  extent,  increasing  its  volume  by  dv,  and  decreasing  its 
pressure  and  temperature  by  dp  and  dt.  As  has  just  been  shown, 
W=  —  {T  -\-  I),  the  expression  in  the  parenthesis  denoting  the  change  in 
internal  energy  during  expansion.  The  heat  necessary  to  produce  this 
change  would  be  Idt,  I  being  the  specific  heat  at  constant  volume.  The  ex- 
ternal  work   done   is    W=  pdo ;    consequently,  pdc  =  —  Idt.     From   the 

equation  of  the  gas, pv  =  Rt,  t  —^ ,  whence,  dt  =  ~(pdv  +  vdp).  Using 
this  value  for  dt, 

pdv  = {pdv  +  vdp). 

J-Xi 

But  a  is  equal  to  the  difference  of  the  specific  heats,  ot  to  Jc  —  I;  so  that 

pdv  = {pdv  +  vdp), 

k  —  I 

ypdv  —pdv  =  —pdv  —  vdp, 

^ —  =  —  -^ ,  giving  by  integration, 
V  p 

yloggV  +  logejt?  =  constant, 

or    pv^  =  constant, 

y  being  the  ratio  of  the  specific  heats  at  constant  pressure  and  con- 
stant volume  (Art.  69.) 

102.  Second  Derivation.  A  simpler,  though  less  satisfactory,  mode  of 
derivation  of  the  adiabatic  equation  is  adopted  by  some  writers.  Assum- 
mg  that  the  adiabatic  is  a  special  case  of  expansion  according  to  the  law 
pv'^  =  PV,  the  external  work  done,  according  to  Art.  98,  is 

E(t-  T) 
n-1 
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During  a  change  of  temperature  from  t  to  T,  the  change  in  internal  energy- 
is  lit  —  T),  or  from  Art.  70,  since  1=  R-i-{y  —  1),  it  is 

R{t  -  T) 
y-1 

But  in  adiabatic  expansion,  the  external  tvork  done  is  equivalent  to  the 
change  in  internal  energy  ;  consequently 

R(P-  T)^R(t-  T), 
n—  1  2/—  1 

n  =  y,  and  the  adiabatic  equation  is  pv^  =  PV^.     Eor  air,  the  adiabatic  is 
then  represented  by  the  expression  p('y)^'''®-  =  a  constant. 

103.  Graphical  Presentation.  Since  along  an  adiabatic  the  external 
work  is  done  at  the  expense  of  the  internal  energy,  the  temperature  must 
fall  during  expansion.  In  the  diagram  of  Fig.  19,  this  is  shown  by  com- 
paring the  line  ah,  an  isothermal,  with  ae,  an  adiabatic.  The  relation  of 
p  to  V,  in  adiabatic  expansion,  is  such  as  to  cause  the  temperature  to  fall. 
The  projections  of  these  two  paths  on  the  pv  plane  show  that  as 
expansion  proceeds  from  a,  the  pressure  falls  more  rapidly  along 
the  adiabatic  than  along  the  isothermal,  a  result  which  might  have  been 
anticipated  from  comparison  of  the  equations  of  the  two  paths.  If  an 
isothermal  and  an  adiabatic  be  drawn  through  the  same  point,  the  latter 
will  be  the  "  steeper  "  of  the  two  curves.  Any  number  of  adiabatics  may 
be  constructed  on  the  pv  diagram,  depending  upon  the  value  assigned  to 
the  constant  {pv^) ;  but  since  this  value  is  determined,  for  any  particular 
perfect  gas,  by  contemporaneous  values  of  p  and  v,  only  one  adiabatic  can 
be  drawn  for  a  given  gas  through  a  given  point. 

104.  Relations  of  Properties.  By  the  methods  of  Art.  98  and 
Art.  99,  we  find,  for  adiabatic  changes, 

During  expansion,  the  pressure  and  temperature  decrease,  external  work  is  done 
at  the  expense  of  the  internal  energy,  and  there  is  no  reception  or  rejection  of  heat. 

105.  Direct    Calculation    of   the   Value  of  y.    The  velocity  of  a  wave  in  an 
astie  medium  is,  according  to  a  fundamental  proposition  in  dynamics,  equal  to 

the  square  root  of  the  coefficient  of  elasticity  divided  by  the  mass  density:*  that  is, 


\qe 
>  w 


F  =  A^ 


*  See,  for  example,  Appendix  A  to  Vol.  Ill  of  Nichols  and  Franklin's  Elements  of 
Physics. 
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V  being  in  feet  per  second  and  w  in  lbs.  per  cubic  foot.  When  a  volume  of  gas 
of  cross-section  =  n  and  length  I  is  subjected  to  the  specific  pressure  increment  dp, 
producing  the  extension  (negative  compression)  —dl, 

_       dp 

^~~dlTv 

The  volume  of  this  gas  is  In  =  v.  so  that  y  =  —  and  e  =  — -—.     The  pulsations 

which  constitute  a  sound  wave  arevery  rapid,  hence  adiabatic,  so  that  pv^  =  constant, 
and 

ypvv  ~  irfy  =  —  v^dp 

ypyv-^  _dp_    yp 
vdp  ^ 


w 

For  32°  F.  and  2?  =  14.697X144,  w;=0.081.  Taking  g  at  32.19  and  V  at  the 
experimental  value  of  1089, 

^1089X1089X0.081  ^.  ...  .«% 

^     32.19X14.697X144  ^  ' 

105  a.  Velocity  with  Extreme  Pressure  Changes.  The  preceding  computation 
applies  to  the  propagation  of  a  pressure  wave  of  very  small  intensity  from  a  local- 
ized starting  point.  Where  the  pressure  rises  considerably  —  say  fromjo  to  P,  the 
volume  meanwhile  decreasing  from  v  to  Fo,  then 

ro=(|)%., 


.-ro  =  .[i-(|y). 


Now    V   (velocity)  =  \—   and  e  —  —  ^^ — - —  for  finite  changes.    If  v  is  the  vol- 
ume of  W  lb.  of  gas  (not  the  specific  volume),  pv  =  Rt  IV,  W  =  ^,  and  we  have 

Ht 

for  the  velocity, 


y^Jgv(P-p)Rt 
^  (y  -  Vo)pv 
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For  t  =  530,  p  =  100,  P 


=J 


32.2  X  53.36  x  530  x  300  x  144 


100  X  144  1 1 


400,  this  becomes 

/  1 00  \  0.713]  \ 


200,000,000 


1 00  \  0.713 

400/ 


9060 


=  2078  ft.  per  second. 


This  would  be  the  velocity  of  the  explosion  in  the  cylinder  of  an  internal  com- 
bustion engine  if  the  pressure  were  generated  at  all  points  simultaneously.  As  a 
matter  of  fact,  the  combustion  is  local  and  the  velocity  and  pressure  rise  are  much 
less  than  those  thus  computed  (Art.  319). 


106.  Representation  of  Heat  Absorbed.  Theorem :  The  heat  ab- 
sorbed on  any  path  is  represented  on  the  P/  diagram  by  the  area  en- 
closed between  that  path  and  the  two  adiabatics  through  its  extremities, 
indefinitely  prolonged  to  the  right. 

Let  the  path  be  ab,  Fig.  27.  Draw  the  adiabatics  an,  hN,  These 
may  be  conceived  to  meet  at  an  infinite  dis- 
tance to  the  right,  forming  with  the  path  the 
closed  cycle  ahNn.  In  such  closed  cycle, 
the  total  expenditure  of  heat  is,  from  Art. 
90,  represented  by  the  enclosed  area ;  but 
since  no  heat  is  absorbed  or  emitted  along 
Fig.  27.  Arts.  106, 109.— Rep-  the  adiabatics,  all  of  the  heat  changes  in  the 

sorber''"'    ""^    ^^^^    ^^'  ^^^^^®  ^^^^^  ^^^^®  occurred  along  the  path  ah, 
and  this  change  of  heat  is  represented  by  the 
area  ahNn.     If  the  path  be  taken  in  the  reverse  direction,  i.e.  from  h 
to  a,  the  area  abNn  measures  the  heat  emitted. 

107.  Representations  of  Thermal  Capacities.  Let  ah,  cd,  Fig.  28,  be  two 
isothermals,  differing  by  one  degree.  Then  efjiN  represents  the  specific 
heat  at  constant  volume,  egmN  the  specific  heat  at 

constant  pressure ,  eN,  fn,  and  gm  being  adiabatics. 
The  latter  is  apparently  the  greater,  as  it  should 
be.  Similarly,  if  ab  denotes  unit  increase  of 
volume,  the  area  ahMN  represents  the  latent  heat 
of  expansion.  The  other  thermal  capacities  men- 
tioned in  Art.  58  may  be  similarly  represented. 

Fig.  28.    Art.  107.  — Thermal 
Capacities. 


\J\^"^->^<7 

~~^^~:s» 
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108.  Isodiabatics.  An  infinite  number  of  expansion  paths  is  possible 
through  the  same  point,  if  the  n  values  are  different.  An  infinite 
number  of  curves  may  be  drawn,  having  the  same  n  value,  if  they  do 
not  at  any  of  their  points  intersect.  Through  a  given  point  and  with 
a  given  value  of  n,  only  one  curve  can  be  drawn.  *  When  two  or  more 
curves  appear  on  the  same  diagram,  each  having  the  same  exponent  (n 

p 


PV       =  CONST. 


(a) 


ib) 
Fig.  29,     Art.  108.— Isodiabatics. 


(c) 


value),  such  curves  are  called  isodiabatics.  In  most  problems  relating 
to  heat  motors,  curves  appear  in  isodiabatic  pairs.  Much  labor  may  be 
saved  in  computation  by  carefull}^  noting  the  following  relations: 

1.  In  Fig.  29  (a),  let  the  isodiabatics  pz;"i=  const,  be  intersected 
by  lines  of  constant  pressure  at  a,  b,  c  and  d.     Then 


n,-l 

Pa' 

\    "■          Ta 

Pa, 

)     ^r. 

«i-l 

P^ 

1    ni           Tt, 

PrJ 

'           Tc 

(Art.  99). 


Pa=Pb,     Pd=Pc,     ni=ni; 


(Art.  41). 


2.  In  Fig.  29  (6),  let  the  same  isodiabatics  be  intersected  by  lines 
of  constant  volume,  determining  points  a,  b,  c  and  d.     Then 


\vj         T, 

( 


(Art.  99). 


Va  =  Vd,     Vb  =  Vc,     ni=ni; 
-Fp      and     —=--=—=—  (Art.  41). 

1  c  J-  d      -l  c      JLd      -t  c 
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3.  In  Fig.  29  (c),  the  same  isodiabatics  are  intersected  by  isothermals 
at  a,  b,  c  and  d.     Now 


TM-l 


Pft\    ni  i  ft 


'        \Pc 


(ft 


nJ 


(Art.  99). 


Ta  =  T,,     Ta  =  T,,     n,=n,; 


.    Pa.^P, 
"    Pa     Pc 


and 


Pa^Pa 

P,       Pc 


(I) 


In  this  case,  it  is  easy  to  show  also,  that 


Ya     Vc' 


(11) 


but  in  this  case  (I)  is  not  equal  to  (II) :  the  volume  ratio  is  not  equal  to 
the  pressure  ratio.  Note  also  that  in  each  of  the  three  cases  the  equality 
of  ratios  exists  between  properties  other  than  that  made  constant  along 
the  intersecting  lines;  thus,  in  (a),  the  pressure  is  constant,  and  the 
volume  and  temperature  ratio  is  constant. 


109.  Joule's  Law.  From  the  theorem  of  Art.  106,  Rankine  has 
illustrated  in  a  very  simple  manner  the  principle  of  Joule,  that  the 
change  of  internal  energy  along  any  -path  of  any  substance  depends 
upon  the  initial  and  final  states  alone,  and  not  upon  the  nature  of  the 
path.  In  Fig.  27,  draw  the  vertical  lines  ax,  by.  The  total  her.t 
absorbed  along  ab  =  nabN,  the  external  work  done  =  xaby.  The 
difference  =  nabN  —  xaby  =  nzbN  —  xazy,  is  the  change  in  internal 
energy;  H  =  T  +  I  +  W,  whence  H-W  =  {T  +  I);  and  the  extent  of 
these  areas  is  unaffected  by  any  change  in  the  path  ab,  so  long  as  tkz 
points  a  and  b  remain  fixed. 
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110.  Value  of  y.  A  method  of  computing  the  value  of  y  for  air  has 
been  given  in  Art.  105.  The  apparatus  shown  in  Fig.  30  has  been  used 
by  several  observers  to  obtain  direct  values  for  various  gases.  The  vessel 
was  filled  with  gas  at  P,  V,  and  T,  T  being  the  temperature  of  the  atmos- 
phere, and  P  a  pressure  somewhat  in  excess  of  that 
of  the  atmosphere.  By  opening  the  stopcock,  a 
sudden  expansion  took  place,  the  pressure  falling 
to  that  of  the  atmosphere,  and  the  temperature 
falling  to  a  point  considerably  below  that  of  the 
atmosphere.  Let  the  state  of  the  gas  after  this 
adiabatic     expansion    be    p,    v,    t.       Then,    since 

Fig.  30.      Art.  110. -De-  ^  ^^logp-logP^ 

sormes'  Apparatus.  log  V  —  log  V 

After  this  operation,  the  stopcock  is  closed,  and  the  gas  remaining  in  the 
vessel  is  allowed  to  return  to  its  initial  condition  of  temperature,  T, 
During  this  operation,  the  volume  remains  constant ;  so  that  the  final 
state  is ^2?  '^j  T-,  whence  p^v  =  PV,  or  log  V—  log  v  =  \0gp2  —  log  P.  Sub- 
stituting thi^  value  of  log  V  —  log  v  in  the  expression  for  y,  we  have 


^     ^^  -logP 
logj92-logP' 

so  that  the  value  of  y  may  be  computed /rom  the  pressure  changes  alone. 
Clement  and  Desormes  obtained  in  this  manner  for  air,  y  =  1.3524 ;  Gay- 
Lussac  and  Wilter  found  y  =  1.3745.  The  experiments  of  Hirn,  Weisbach, 
Masson,  Cazin,  and  Kohlrausch  were  conducted  in  the  same  manner.  The 
method  is  not  sufficiently  exact. 

Ill,  Expansions  in  General.  In  adiabatic  expansion,  the  external  work 
done  and  the  change  in  internal  energy  are  equally  represented  by  the 

expression  ^^^^^^^^ • ,  derived  as  in  Art.  98.     For  expansion  from  p,  v  to 

if  —  1 

infinite  volume,  this  becomes  •  _  ..  •     The  external  work  done  during  any 

expansion  according  to  the  law  »u"  =  PV  from  pv  to  PV,  is  W=- •> 

n  —  1 

The  stock  of  internal  energy  at  p,  v,  is  — ^ — -  =  U:  at  P,  V,  it  is =  IT. 

The  total  heat  expended  during  expansion  is  equal  to  the  algebraic  sum 
of    the   external   work    done   and   th^    internal    energy   gained.     Then, 

*  The  final  condition  being  that  of  the  atmosphere,  all  of  the  gas,  both 
within  and  without  the  vessel,  is  at  the  condition  p,  v,  t.  The  change  in  quantity 
(weight)  of  gas  in  the  vessel  during  the  expansion  does  not,  therefore,  invalidate  the 
equation. 
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y—ly—1         n— 1 

^R(t-T)(^-^\={k-t)(t-T)f^ ^ 

\n-l      y-lj  \n-l      y-1 


\^n-l      y-lj      ^  \n-l 

=  l(t  —  T)(-^~^  \  in  which  t  is  the  initial,  and  T  the  final  temperature. 
\n  -  \) 

This  gives  a  measure  of  the  net  heat  absorbed  or  emitted  during  any  ex- 
pansion or  compression  according  to  the  law  p?;"  =  constant.  When  n 
exceeds  y,  the  sign  of  H  is  minus ;  heat  is  emitted ;  when  n  is  less  than  y 
but  greater  than  1.0, heat  is  absorbed :  the  temperature  falling  in  both  cases. 
When  n  —  y^  the  path  is  adiabatic,  and  heat  is  neither  absorbed  nor  emitted. 

112.  Specific  Heat.  Since  for  any  change  of  temperature  involving 
a  heat  absorption  iZ,  the  mean  specific  heat  is 

_     g 

we  derive  from  the  last  equation  of  Art.  Ill  the  expression, 

n  —  1 

giving  the  specific  heat  along  any  path  pv"  =  PV.  Since  the  values 
of  71  are  the  same  for  isodiabatics,  the  specific  heats  along  such  paths  are 
equal  (Art.  108). 

113.  Ratio  of  Internal  Energy  Change  to  External  Work.  For  any  given 
value  of  n,  this  ratio  has  the  constant  value 

n-1 

114.  Polytropic  Paths.  A  name  is  needed  for  that  class  of  paths 
following  the  general  law  2wn=PV'^,  a  constant.  Since  for  any 
gas  y  and  I  are  constant,  and  since  for  any  particular  one  of  these 
paths  n  is  constant,  the  final  formula  of  Art.  Ill  reduces  to 

H  =  (S)(t-T). 
In  other  words,  the  rate  of  heat  absorption  or  emission  is  directly  pro- 
portional to  the  temperature  change:  the  specific  heat  is  constant.  Such 
paths  are  called  polytropic.  A  large  proportion  of  the  paths  exempli- 
fied in  engineering  problems  may  be  treated  as  polytropics.  The 
polytropic  curve  is  the  characteristic  expansive  path  for  constant 
weight  of  fluid. 
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115.  Relations  of  n  and  s.  We  have  discussed  such  paths  in  which  the 
value  of  71  ranges  from  1.0  to  infinity.  Figure  31  will  make  the  concep- 
tion more  general.     Let  a  represent  the  initial  condition  of  the  gas.     If 


Fig.  31.     Art.  115.  — Poly  tropic  Paths. 

it  expands  along  the  isothermal  ab,  n  =  1,  and  s,  the  specific  heat,  is  infi- 
nite ;  no  addition  of  heat  whatever  can  change  the  temperature.  If  it 
expands  at  constant  pressure,  along  ae,  n  =  0,  aud  the  specific  heat  is  finite 
and  equal  to  hj  =  k.  If  the  path  is  ag,  at  constant  volume,  n  is  infinite 
and  the  specific  heat  is  positive,  finite,  and  equal  to  I.  Along  the  isother- 
mal af  (compression),  the  value  of  n  is  1,  and  s  is  again  infinite.  Along 
the  adiabatic  ah,  n  =  1.402  and  s  =  0.  Along  ai,  n  =:  0  and  s  =  k.  Along 
ad,  n  is  infinite  and  s  =  I.  Most  of  these  relations  are  directly  derived 
from  Art.  112,  or  may  in  some  cases  be  even  more  readily  apprehended  by 
drawing  the  adiabatics,  en,  gN^  fm,  iM,  dp,  hP,  and  noting  the  signs  of  the 
areas  representing  heats  absorbed  or  emitted  with  changes  in  temperature. 
For  any  path  lying  between  ah  and  af  or  between  ac  and  ah,  the  specific 
heat  is  negative,  i.e.  the  addition  of  heat  cannot  keep  the  temperature  from  fall- 
ing :   nor  its  abstraction  from  rising. 


116.    Relations  of  Curves  :   Graphical  Representation  of  n.     Any  number  of 
curves  may  be  drawn,  following  tlie  law  pv^  =  C,  as  the  value  of  C  is  changed. 
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In.  Fig.  32,  let  ah,  cd,  e/he  curves  thus  drawn.     Their  general  equation  is  pv"  —  C, 


whence 


npdii 


^dp  =  0  or 


dv  V 


If  MTV  is  the  angle  made  by 
the  tangent  to  one  of  the  curves 
with  the  axis  OV,  and  MOV 
the  angle  formed  by  the  radius 
vector  RM  with  the  axis  OV, 
then,  since  dp  -^  dv  is  the  tan- 
gent of  3/7'  V,  and  p  -^  v  is  the 
tangent  of  310  V, 


Fig.  32.    Art.  IIG. — Determination  of  Exponent. 
tanMrF=ntanil/OF. 


If  the  radius  vector  be  produced  as  RMNQ,  the  relations  of  the  angles  made  be- 
tween the  OF  axis  and  the  successive  tangents  MT,  NS,  QU,  are  to  the  angle 
P  J/0  Fas  just  given;  hence  the  various  tangents 

are  parallel  (4). 

Since  tan  MTV  =  Mg  -^  gT  and  tan  MOV  = 
fM  Mg  -^  Og,  the  preceding  equation  gives 

T 


9 


Og 


Art.  116.  — Negative 
Exponent. 


radius^  vector,  then  by  similar  triangles 
Og:gT::OB:OA  and  Og  -^  gT  =  OB  =  n. 
Figure  33  illustrates  the  generality  of  this 
method  by  showing  its  application  to  a 
curve  in  which  the  value  of  n  is  negative. 

117.  Plotting  of  Curves:  Brauer's 
Method.  The  following  is  a  simple  method 
for  the  plotting  of  exponential  curves,  in- 
cluding the  adiabatic,  which  is  ordinarily 
a  tedious  process.  Let  the  point  M, 
Fig.  34,  be  given  as  one  point  on  the  re- 
quired curve.  Draw  a  line  OA  making  an 
angle  VOA  with  the  axis  OV,  and  a  line 
OB  making  an  angle  FOB  with  the  axis 


whence  n  —  Og  -^  gT.  (The  algebraic  signs  of 
Og  and  gT,  measured  from  g,  are  different.)  In 
order  to  determine  the  value  of  n  from  a  given 
curve,  we  need  therefore  only  draw  a  tangent 
MT  and  a  radius  vector  MO,  whence  by  drop- 
ping the  perpendicular  Mg  the  relation  Og  ^  gT 
is  established.  If  we  lay  off  from  0  the  distance 
OA  as  a  unit  of  length,  drawdng  A  C  parallel  to 
the  tangent,  and  CB  through  C,  parallel  to  the 
p 


Fig.  34.     Art.  117.  —  Brauer's  Method. 
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OP,  Draw  the  vertical  line  MS  and  the  horizontal  line  MT.  Also  draw  the 
line  rCT"  making  an  angle  of  45°  with  OP,  and  the  line  SR  making  an  angle  of 
45°  with  MS.  Draw  the  vertical  line  RN  through  it,  and  the  horizontal  line  UN 
through  U.  The  coordinates  of  the  point  of  intersection,  N,  of  these  lines,  are 
OR  and  RN.  Let  the  coordinates  of  il/,  TM  (=  OQ),  and  MQhe  designated  by 
V, p ;  and  those  of  N,  OR,  and  RN  (=0L),  by  V,  P.  Then  tan  VOA  =  QS  -  OQ 
=  QR  ---  TM  =  (V  -  v)  -^  v;  and  tan  POB  =  UL -^  0L=  TL -i- NR  =  (p  -  P) -^  P-, 
whence  V  =  v  (tan  VOA  +  1)  and  p  =  P  (tan  POB  +  1).  If  the  law  of  the 
curve  through  M  and  N  is  to  he  pv"'  =  PV,  we  obtain 

PCtanPO^  +  1)?'^^=  P{i(tan  VOA  +  1)}«, 

whence  (tan  POB  +  1)  =  (tan  VOA  +  1)".  If  now,  in  the  first  place,  we  make  the 
angles  POB,  VOA  such  as  to  fulfill  this  condition,  then  the  point  A""  and  others 
similarly  determined  will  be  points  on  a  curve  following  the  IsiW  po^  =  PF". 

118.  Tabular  Method.     The  equation^?;"  =  PV'^  may  be  written/*  =  -^f  — ) 

or  log/)  —  log  P  =  n  log  (V  ~  v).  If  we  express  P  as  a  definite  initial  pressure  for 
all  P  F"  curves,  then  for  a  specific  value  of  n  and  for  definite  ratios  F  -^  y  we  may 
tabulate  successive  values  of  logjo  and  of  p.  Such  tables  for  various  values  of  n 
are  commonly  used.  In  employing  them,  the  final  pressure  is  found  in  terms  of 
the  initial  pressure  for  various  ratios  of  final  to  initial  volume. 

119.  Representation  of  Internal  Energy.     In  Fig.  35,  let  An  represent 

an  adiabatic.  During  expansion  from  A  to  a,  the  external  work  done  is 
Aabc,  wliiclij  from  the  law  of  the  adiabatic,  is 
equal  to  the  expenditure  of  internal  energy.  If 
expansion  is  continued  indefinitely,  the  adiabatic 
An  gradually  approaches  the  axis  OV,  the  area 
below  it  continually  representing  expenditure  of 
internal  energy,  until  with  infinite  expansion  An 
and  OF  coincide.  The  internal  energy  is  then  ex- 
hausted. The  total  internal  energy  of  a  substance 
may  therefore  be  represented  by  the  area  between 
the  adiabatic  through  its  state,  indefinitely  prolonged 

to  the  right,  and  the  horizontal  axis.    Eepresenting  this  quantity  by  E,  then 

from  Art.  Ill, 

E 


Fig.  35.  Art.  119.  — Repre- 
sentation of  Internal 
Energy. 


=   i    pdv  =  -^ — 


where  v  is  the  initial  volume,  p  the  initial  pressure,  and  y  the  adiabatic 
exponent.     This  is  a  finite  and  commensurable  quantity. 


120.    Representation  by  Isodynamic  Lines.     A  defect  of  the  preceding 
representation  is  that  the  areas  cannot  be  included  on  a  finite  diagram. 
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In  rig.  S6j  consider  the  path  AB.  Let  -BC  be  an  adiabatic  and  AC  an- 
isodynamie.  It  is  required  to  find  the  change  of  internal  energy  between 
A  and  B.  The  external  work  done  during  adi- 
abatic expansion  from  Bio  C  is  equal  to  BCcb ; 
and  this  is  equal  to  the  change  of  internal  en- 
ergy between  B  and  C.  But  the  internal  energy 
is  the  same  at  C  as  at  A,  because  AC  is  an 
isodynamic.  Consequently,  the  change  of  in- 
ternal energy  between  ^  and  B  is  represented 
by  the  area  BCcb ;  or,  generally,  by  the  area 
included  between  the  adiabatic  through  the  final 
state,  extended  to  its  intersection  with  the  iso- 
dynamic through  the  initial  state,  and  the  hori- 
zontal axis. 


Fig.  36.  Arts.  120,  121.  — In- 
ternal Energy,  Second  Dia- 
gram. 


121.  Source  of  External  Work.  If  in  Fig.  36  the  path  is  such  as  to  increase 
the  temperature  of  the  substance,  or  even  to  keep  its 
temperature  from  decreasing  as  much  as  it  would 
along  an  adiabatic,  then  heat  must  be  absorbed. 
Thus,  comparing  the  paths  ad  and  ac,  Fig.  37,  aN 
and  cm  being  adiabatics,  the  external  work  done 
along  ad  is  adef,  no  heat  is  absorbed,  and  the  internal 
energy  decreases  by  adef.  Along  ac,  the  external 
work- done  is  acef,  of  which  ar/e/was  done  at  the  ex- 
pense of  the  internal  energy,  and  acd  by  reason  of 
the   heat  absorbed.      The  total   heat  absorbed  was 

Nacm,  of  which  acd  was  expended  in  doing  external  work,  while  Ndcm  went 

to  increase  the  stock  of  internal  energy. 


Fig.  37.     Art.  121.  —External 
Work  and  Internal  Energy. 


122.    Application  to  Isothermal  Expansion.     If  the  path  is  isothermal.  Fig.  38, 
line ^5,  then  if  BN,  An  are  adiabatics,  we  have, 

W  ■\-  X  =  external  work  done, 
X+  Y  =  heat  absorbed  =  IF  +  Z, 
W  +  Z  =  internal  energy  at  A, 

Y  -}-  Z  =  internal  energy  at  B, 
W  =  work  done  at   the  expense  of  the  in- 
ternal energy  present  at  A, 

X  =  work  done  by  reason  of  the  absorption 
of  heat  along  AB, 

Z  —  residual  internal  energy  of  that  originally 
present  at  A, 

Y  =  additional  internal  energy  imparted  by 
the  heat  absorbed ; 
and  since  in  a  perfect  gas  isothermals  are  isodynamics,  we  note  that 

W  +  Z  =Y+Z  and  17=  Y {o). 


Fig.   38.      Art.   122. —  Heat    and 
Work  in  Isothermal  Expansion. 
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123.    Finite  Area  representing  Heat  Expenditure.     In  Fig.  39,  let  ub  be  any 
path,  hn  and  aN  adiabatics,  and  ac  an  isodynaniic.     The  external  work  done  along 

ah  is  ahde ;  while  the  increase  of  internal  energy  is 
hcfd.  The  total  heat  absorbed  is  then  represented  by 
the  combined  areas  ahcfe.  If  the  path  ab  is  iso- 
thermal, this  construction  leads  to  the  known  result 
that  there  is  no  gain  of  internal  energy,  and  that  ihe 


Fig.  39.     Art.  123.  — Represen 
tation  of  Heat  Absorbed. 


total  heat  absorbed  equals   the  external  work.     If  the 

path  be  one  of  those  de- 
scribed in  Art.  115  as  of 

negative  specific  heat,  we 

may   represent  it  as  ag, 

Fig.  40.      Let  bgm  be  an 

adiabatic.  The  external 
work  done  is  agde.  The  change  of  internal  energy, 
from  Art.  120,  is  bgdf,  if  ab  is  an  isodynamic;  and 
this  being  a  negative  area,  we  note  that  internal  en- 
ergy has  been  expended,  although  heat  has  been  ab- 
sorbed. Consequently,  the  temperature  has  fallen.  It 
seems  absurd  to  conceive  of  a  substance  as  receiving  heat  while  falling  in  tem- 
perature. The  explanation  is  that  it  is  cooling,  by  doing  external  work,  faster 
than  the  supply  of  heat  can  warm  it.  Thus,  H  =  T  ■\-  I  -\-  W'.,  but  iy<  IF;  con- 
sequently, {T  -{■  I)  is  negative. 


V 

Fig.  40.      Art.   123.  — Nega- 
tive Specific  Heat. 


123  a.  Ordnance.  Some  such  equation  as  that  given  in  Art.  105a  may  apply 
to  the  explosion  of  the  charge  in  a  gun.  Ordinary  gunpowder,  unlike  various  de- 
tonating compounds  now  used,  is  scarcely  a  true  explosive.  It  is  merely  a  rapidly 
burning  mixture.  A  probable  expression  for  the  reaction  with  a  common  type  of 
powder  is 

4  KNO3  -1-  C4  +  S  =  K2CO3  +  K2SO4  +  N4  -h  2  CO2  +  CO. 

It  will  be  noted  that  a  large  proportion  of  the  products  of  combustion  are  solids; 
probably,  in  usual  practice,  from  55  to  70  per  cent.  As  first  formed,  these  may  be 
in  the  liquid  or  gaseous  state,  in  which  case  they  contribute  large  quantities  of 
heat  to  the  expanding  and  cooling  charge  as  they  liquefy  and  solidify. 

When  the  charge  is  first  fired,  if  the  projectile  stands  still,  the  temperature  and 
pressure  will  rise  proportionately,  and  the  rise  of  the  former  will  be  the  quotient  of 
the  heat  evolved  by  the  mean  specific  heat  of  the  products  of  combustion.  Fortu- 
nately for  designers,  the  projectile  moves  at  an  early  stage  of  the  combustion,  so  that 
the  rise  of  pressure  and  temperature  is  not  instantaneous,  and  the  shock  is  more  or 
less  gradual.  After  the  attainment  of  maximum  pressure,  the  gases  expand, 
driving  the  projectile  forward.  Work  is  done  in  accelerating  the  latter,  but  the 
process  is  not  adiabatic  because  of  the  contribution  of  heat  by  the  ultimately  solid 
combustion  products.  The  temperature  does  fall,  however,  so  that  the  expansion 
is  one  between  the  isothermal  and  the  adiabatic. 

The  ideal  in  design  is  to  obtain  the  highest  possible  muzzle  velocity,  but  this 
should  be  accomplished  without  excessive  maximum  pressures.     The  more  nearly 
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the  condition  of  constant  pressure  can  be  approximated  during  the  travel  of  the 
projectile  from  breech  to  muzzle,  the  better.  Both  velocities  and  pressures  during 
this  traverse  have  been  studied  experimentally;  the  former  by  the  chronoscope, 
the  latter  by  the  crusher  gage. 

The  suddenness  of  pressure  increase  may  be  retarded  by  increasing  the  density 
of  the  powder,  and  is  considerably  affected  by  its  fineness  and  by  the  shape  and 
uniformity  of  the  grains. 

Suppose  1  +  s  lb.  of  charge  to  contain  s  lb.  of  permanently  solid  matter  of  spe- 
cific heat  =  c,  and  that  the  specific  heat  of  the  gaseous  products  of  combustion, 
during  their  combustion,  is  .1.  Let  the  initial  temperature  be  0°  F.  Then  the 
temperature  attained  by  combustion  is 

T  =  -^, 

I  +  cs 

where  H  is  the  heat  evolved  in  combustion.  During  any  part  of  the  subsequent 
expansion, 

H=T+l-j-W^E  +  W, 
clH  =  Idt  +  pdv. 
The  only  heat  contributed  is  that  by  the  solid  residue,  and  is  equal  to 
(IH  —  —  scdt  =  hit  +  pdii, 

so  that  —  {sc  +  I)  dt  =  pdc  =  Rl  —  , 

V 

—  (sc  +  /)  —  z=  R — , 


and  between  the  limits  T  and  t, 


M^ 


sc+l  /  TA  N  fc-Z 


t  =  T 


k-l 


where  V  is  the  initial  and  v  the  final  volume  of  the  cliarge.    Now  since  w  -  =         , 

t         T  ' 

^  =  —  =  (  —  ]  .         The  external  work  done  during  expansion  is 
P      vT      \v  J 

W=^ pdv  =  -  ^Idt  - ^scdt  =  (sc  +  1)  (T  -t) 

=  (sc  +  i)T\i-(rf^\. 

I  \v  J        J 

If  we  wish  to  include  the  effect  due  to  the  fact  that  a  portion,  say  r,  of  the  original 
volume  of  charge  forms  non-gaseous  products,  we  may  write  for  V,  V(l  -  r),  and 
for  V,  V  —  rV,  and  the  complete  equation  becomes 

I  \    V  -  rV    J         ) 

Suppose  r=:4000°  F.,  s  =  0.6,  c  =  0.1,  /  =  0.18,  ^- =  0.25,  r=0.02,  r=0.6, 
V  =  0.20 ;    then 
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0.07  -  ^ 

W  ==  0.24  X  4000  X  778  1 1  -  f  Q-Q-  x  Q-^  ]  '-'^ \  =  491,000  ft.-lb. 
1         V0.20- 0.012/       J 

If  w  be  the  weight  of  projectile,  Vq  the  velocity  imparted  thereto,  and  /  the 
"  factor  of  effect "  to  care  for  practical  deductions  from  the  computed  value  of  W, 
then 

fW=-mV,^  =  —  V.^    and 


■which  for  our  conditions,  with  w  =  o,  f=  0.90,  gives 


J.       ^  164.4  X  491,000  x  0.90      oqoa  4^^  , 

Vq  =  \ =  2390  ft.  per  second. 

'  5 

The  maximum  work  possible  would  be  obtained  in  a  gun  of  ample  length,  the 
products  of  cDmbustion  expanding  down  to  their  initial  temperature,  and  would  be, 
for  our  conditions, 

W=778H=  778  T(l  +  cs)  =  778  x  4000  x  0.24  =  814,080  ft.-lb. 

The  equation  of  the  expansion  curve  is  pv"^  =  const.,  where  n  has  the  value 

—ZJE  ;  or,  for  our  conditions  ^—  =  1.3,  nearly. 
I  +  sc  0.24  '  -^ 

Viewing  the  matter  in  another  way  :  the  heat  contributed  by  the  solid  residues 

is  that  absorbed  by  the  gases ;  or 

sc  =  -s^, 

where  si  is  the  specific  heat  of  the  gases  during  expansion. 

Then  s,  =z  I  — H-^  and  n  =  -— t — .  ^  as  before. 

n  —  1  I  -{-  sc       - 

The  external  work  done  during  expansion  is 
from  which  the  equation  already  given  may  be  derived. 


Modifications  in  Irreversible  Processes 

124.  Constrained  and  Free  Expansion.  In  Art.  S6  it  was  assumed  that 
the  path  of  the  substance  was  one  involving  changes  of  volume  against  a 
resistance.  Such  changes  constitute  coyistrained  expansion.  In  this  pre- 
liminary analysis,  they  are  assumed  to  take  place  slowly,  so  that  no 
mechanical  work  is  done  by  reason  of  the  velocity  with  which  they  are 
effected.  When  a  substance  expands  against  no  resistance,  as  in  Joule's 
experiment,  or  against  a  comparatively  slight  resistance,  we  have  what  is 
known  as  free  expansion,  and  the  external  work  is  wholly  or  partly  due 
to  velocity  changes.  :,;it     !>';)-: 
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125.  Reversibility.  All  of  the  polytropic  curves  which  have  thus  far 
been  discussed  exemplify  constrained  expansion.  The  external  and  in- 
ternal pressures  at  any  state,  as  in  Art.  8G,  differ  to  an  infinitesimal 
extent  only ;  the  quantities  are  therefore  in  finite  terms  equal,  and  the 
processes  may  be  worked  at  ivill  in  either  direction.  A  polytropic  path 
having  a  finite  exponent  is  in  general,  then,  reversible,  a  characteristic  of 
fundamental  importance.  During  the  adiabatic  process  which  occurred 
in  Joule's  experiment,  the  externally  resisting  pressure  was  zero  while 
the  internal  pressure  of  the  gas  was  finite.  The  process  could  not  be 
reversed,  for  it  would  be  impossible  for  the  gas  to  flow  against  a  pressure 
greater  than  its  own.  The  generation  of  heat  by  friction,  the  absorption 
of  heat  by  one  body  from  another,  etc.,  are  more  familiar  instances  of 
irreversible  process.  Since  these  actions  take  place  to  a  greater  or  less 
extent  in  all  actual  thermal  phenomena,  it  is  inrpossihle  for  any  actual 
process  to  he  pterfectly  reversible.  "A  process  affecting  two  substances  is 
reversible  only  when  the  conditions  existing  at  the  commencement  of  the 
process  may  be  directly  restored  without  compensating  changes  in  other 
bodies." 

126.  Irreversible  Expansion.     In  Pig.  41,  let   the   substance   expand 
nnconstrainedly,  as  in  Joule's   experiment,  from  a  to  6,  this   expansion 
being  produced  by   the  sudden  decrease   in   ex- 
ternal   pressure   when   the    stopcock   is   opened. 
Along  the  path  ab,  there  is  a  violent  movement  of 
the    particles    of    gas ;  the   kinetic   energy    thus 
evolved  is  transformed  into  pressure  at  the  end 
of  the  expansion,  causing  a  rise  of  pressure  to  c. 
The  gain  or  loss  of  internal  energy  depends  solely 
upon  the  states  a,  c;  the  external  work  done  does      Fig.  41.    Art.  126.— irre- 
not  depend  on  the  irreversible  path  ab,  for  with  versible  Path. 

a  zero  resisting  pressure  no  external  work  is  done.     The  theorem  of  Art.  86 
is  true  only  for  reversible  operations. 

127.  Irreversible  Adiabatic  Process.  Careful  consideration  should  be 
given  to  unconstrained  adiabatic  processes  like  those  exemplified  in  Joule's 
experiment.  In  that  instance,  the  temperature  of  the  gas  was  kept  up  by 
the  transformation  back  to  heat  of  the  velocity  energy  of  the  rapidly 
moving  particles,  through  the  medium  of  friction.  AVe  have  here  a  special 
case  of  heat  absorption.  No  heat  was  received  from  without  ;  the  gas 
remained  in  a  heat-insulated  condition.  While  the  process  conforms  to 
the  adiabatic  definition  (Art.  83),  it  involves  an  action  not  contemplated 
when  that  definition  was  framed,  viz.,  a  reception  of  heat,  not  from  sur- 
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rounding  bodies,  but  from  the  meclianical  action  of  the  substance  itself^ 
The  fundamental  formula  of  Art.  12  thus  becomes 

H^T+  1+  W  +  V, 

in  which  V  may  denote  a  meclianical  effect  due  to  the  velocity  of  the 
particles  of  the  substance.  This  subject  will  be  encountered  later  in 
important  applications  (Arts.  175,  176,  426,  513). 

Further  Application  of  the  Kinetic  Theory 

127  a.     The  Two  Specific  Heats.     The  equation  has  been  derived  (Art.  55), 

W       .      M       o 

pv  =  —  •  w^  =  ^  .  w^, 

^        Sg  3  ' 

in  which  JO  =  the  specific  pressure  exerted  by  a  gas  on  its  bounding  surfaces; 
V  =  the  aggregate  volume  (not  the  specific  volume)  of  the  gas, 

W  =  the  weight  of  the  gas,  whence  ■ — ■=  its  specific  volume, 

W 

M  =  its  mass, 

w  =  the  average  velocity  of  all  of  the  molecules  of  the  gas. 
The  kinetic  theory  asserts  that  the  absolute  temperature  is  proportional  to  the 
mean  kinetic  energy  per  molecule.  In  a  gas  without  intermolecular  attractions 
the  application  of  heat  at  unchanged  volume  can  only  add  to  the  kinetic  energy  of 
molecular  vibration.  In  passing  between  the  temperatures  t^  and  t^,  then,  the  ex- 
penditure of  heat  may  be  written 

Hi=-^--^  =  -{w^^-ic^^).  {A) 

If  the  operation  is  performed  at  constant  pressure  instead  of  constant  volume 
the  expenditure  of  heat  will  be  greater,  by  the  amount  of  heat  consumed  in  per- 
forming external  work,  p{v^  —  v-y).     From  Charles'  law, 

v^~T^~     2       ■      2 
Then  !i2  _  i  —  f'i^V—  1  • 


(-)• 


The  external  work  is  then 

and  the  total  heat  expended  is 

H,  =  A  +  B  =  '^(w,'^-w,'^).  (C) 

0 

If  we  divide  C  by  A,  we  obtain 

y  =  — ^  = 1 =  —  =  1.667, 

^      i/i         6         2        0 
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which  would  be  the  ratio  of  the  specific  heats  for  a  perfect  nionatomic  gas.  In 
such  a  gas,  the  molecules  are  relatively  far  apart,  and  move  in  straight  lines.  In 
a  polyatomic  gas  (in  which  each  molecule  consists  of  more  than  one  atom),  there 
are  interattractions  and  repulsions  among  the  atoms  which  make  up  the  molecule. 
Clausius  has  shown  that  the  ratio  of  the  intramolecular  to  the  '*  straight  line  "  or 
translational  energy  is  constant  for  a  given  gas.  If  we  call  this  ratio  m,  then  for 
the  polyatomic  gas 

Hk=(l-\-  m)  —  (wq.^  -  wi^)  +  —  (W2^  -  wi^) 
2  o 

6 

^      Hi        6    M(l+7n)      3  + 3m' 

If  m  =  0,  this  becomes  f,  as  for  the  nionatomic  gas.     The  equation  gives  also, 

m  =  ^-^y.    For  oxygen,  with  y  =  1.4,  m  =  'IJzAl  =  0. 8  ^  ^  gg^ 
3?/ -3  -^^     '  -^  4.2-3      1.2 

127  h.   Some  Applications.     Writing  the  first  equation  given  in  the  ibrm 

w  ^ 

we  have  for  1  lb.  of  air  at  standard  conditions 


M,^  =  V3  X  53.36  X  492  x  32.2  :=  1593  ft.  per  second, 

the  velocity  of  the  air  molecule.     N'oting  also  that  w  =  (/)  Vy  under  standard  con- 
ditions, we  obtain  for  hydrogen 


w.  =  1593 J^^^^^^  =  6270  ft.  per  second. 
'^  >  12.387  ^ 


These  are  mean  velocities.  Some  of  the  molecules  are  moving  more  rapidly,  some 
more  slowly. 

The  molecular  velocities  of  course  increase  with  the  temperature  and  are 
higher  for  the  lighter  gases.  A  mixture  of  gases  inclosed  in  a  vessel  containing 
an  orifice,  or  in  a  porous  container,  will  lose  its  lighter  constituents  first ;  because, 
since  their  molecular  velocities  are  higher,  their  molecules  will  have  briefer 
periods  of  oscillation  from  side  to  side  of  the  containing  vessel  and  will  more 
frequently  strike  the  pores  or  orifices  and  escape.  This  principle  explains  the  com- 
mercial separation  of  mixed  gases  by  the  process  of  osmosis. 

In  any  actual  (polyatomic)  gas,  the  molecules  move  in  paths  of  constantly 
changing  direction,  and  consequently  do  not  travel  far.  The  diffusion  or  perfect 
mixture  of  two  or  more  gases  brought  together  is  therefore  not  an  instantaneous 
process.  High  temperatures  expedite  it,  and  it  is  relatively  more  rapid  with  the 
lighter  gases. 

We  may  assume  that  intramolecular  energy  is  related  to  a  rotation  of  atoms 
about  some  common  center  of  attraction.  The  intramolecular  energy  has  been 
shown  to  be  proportional  to  the  temperature.  A  temperature  may  be  reached  at 
which  the  total  energy  of  an  atomic  system  may  be  so  greatly  increased  that  the 
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system  itself  will  be  broken  up,  atoms  flying  off  perhaps  to  form  new  bonds,  new 
molecules,  new  substances.  This  breaking  up  of  molecules  is  called  dissociation. 
In  forming  new  atomic  bonds,  heat  may  be  generated ;  and  when  this  generation 
of  heat  occurs  with  sufficient  rapidity,  the  process  becomes  self-sustaining;  i.e.  the 
temperature  will  be  kept  up  to  the  dissociation  point  without  any  supply  of  heat 
from  extraneous  sources.  If,  as  in  many  cases,  the  generation  of  heat  is  less  rapid 
than  this,  dissociation  of  the  atoms  will  cease  after  the  external  source  of  heat  has 
been  removed. 

According  to  a  theorem  in  analytical  mechanics,*  there  is  an  initial  velocity, 
easily  computed,  at  which  any  body  projected  directly  upward  will  escape  from  the 
sphere  of  gravitational  attraction  and  never  descend.  For  earth  conditions,  this 
velocity  is,  irrespective  of  the  weight  of  the  body,  6.95  miles  per  second  —  36,650  ft. 
per  second,  ignoring  atmospheric  resistance.  Now  there  is  little  doubt  that  some 
of  the  molecules  of  the  lighter  gases  move  at  speeds  exceeding  this ;  so  that  it  is 
quite  possible  that  these  lighter  gases  may  be  gradually  escaping  from  our  planet. 
On  a  small  asteroid,  where  the  gravitational  attraction  w^as  less,  much  lower 
velocities  would  suffice  to  liberate  the  molecules,  and  on  some  of  these  bodies 
there  could  be  no  atmosphere,  because  the  velocity  at  which  liberation  occurs  is 
less  than  the  normal  velocities  of  the  nitrogen  and  oxygen  molecules. 

(1)  Thermodynamics,  1907,  p.  18.  (2)  Alexander,  Treatise  on  Thermodynamics, 
1893,  p.  105.  (3)  Wormell,  Thermodynamics,  123;  Alexander,  Thermodi/namics, 
103;  Rankine,  The  Steam  Engine,  249,  321;  Wood,  Thermodynamics,  71-77,  437. 
(4)  Zeuner,  Technical  Thermodynamics,  Klein  tr.,  I,  156.  (5)  Ripper,  Steam  Engine 
Theory  and  Practice,  1895,  17. 


SYNOPSIS   OF   CHAPTER  V 

Pressure,  volume  and  temperature  as  thermodynamic  coordinates. 

Thermal  line,  the  locus  of  a  series  of  successive  states  ;  path,  a  projected  thermal  line. 

Paths :    isothermal,    constant   temperature ;    isodynamic,    constant    internal   energy ; 

adiabatic,  no  transfer  of  heat  to  or  from  surrounding  bodies. 
The  geometrical  representation  of  the  characteristic  equation  is  a  surface. 
The  PF  diagram:   subtended  areas  represent  external  work;  a  cycle  is  an  enclosed 

figure  ;  its  area  represents  external  loork  ;  it  represents  also  the  net  expenditure  of 

heat. 
The  isothermal :  pv^  =  c,  in  which  n  =  1,  an  equilateral  hyperbola ;  the  external  work 

done  is  equivalent  to  the  heat  absorbed,  =  pv  log^  —  :  with  a  perfect  gas,  it  coin- 
cides with  the  isodynamic.  ^ 

Paths  in  general :  »t;»  =  c  :  external  work  —P^~^^'  L  =  ( l\  ""•  Z=  (^\n^. 

n-l       T      \VJ       '    t       \p) 
The  adiahatic :  the  external  work  done  is  equivalent  to  the  expenditure  of  internal 

energy;  pvv  =  c;  y  =  1.402;  computation  from  the  velocity  of  sound  in  air ;  wave 

velocities  with  extreme  pressure  changes. 
The  heat  absorbed  along  any  path  is  represented  by  the  area  between  that  path  and 

the  two  projected  adiabatics  ;  representation  of  k  and  I. 

*  See,  for  example,  Bowser's  Analytic  Mechanics,  1908,  p.  301. 
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Tsodiabatics :   n-i  =  712 ;  equal  specific  heats  ;  equality  of  property  ratios. 

Rankine's  derivation  of  Joule's  law:  the  change  of  internal  energy  between  two  states 

is  independent  of  the  path. 
Apparatus  for  determining  the  value  of  y  from  pressure  changes  alone. 

Along  any  path  py»  =  c,  the  heat  absorbed  is  l{t  —  T')i- — -  j ;  the  mean  specific  heat 

n  —  v 

IS  / ^.     Such  paths  are  called  poly  tropics.     Values  of  n  and  s  for  various  paths. 

n  —  1 

Graphical  method  for  determining  the  value  of  n  ;  Brauer's  method  for  plotting  poly- 
tropics  ;  the  tabular  method. 

Graphical  representations  of  internal  energy  ;  representations  of  the  sources  of  external 
work  and  of  the  effects  of  heat ;  finite  area  representing  heat  expenditure. 

Poly  tropic  expansion  in  ordnance. 

Irreversible  processes :  constrained  and  free  expansion  ;  reversibility  ;  no  actual  proc- 
ess is  reversible  ;  example  of  irreversible  process  ;  subtended  areas  do  not  repre- 
sent external  work  ;  in  adiabatic  action,  heat  may  be  received  from  the  mechani- 
cal behavior  of  the  substance  itself;  H=T'\-I-}-  TT  +  F;  further  applications  of 
the  kinetic  theory. 


Use  of  Hyperbolic  Functions  :  Tyler's  Method.  Given  x""  =  a,  let  a;"»  =  e«.  Then 
m  loge  X  =  s  and  x*"  =  e™'  ^^^^.     Adopting  the  general  forms 

e*  =  cosh  t  -H  sinh  t, 
e-f  =  cosh  t  —  sinh  t, 
we  have 

a:"*  =  cosh  (m  loge  x)  +  sinh  (m  loge  a:),  where  m  loge  ^  is  positive  ; 
X"*  =  cosh  (m  loge  ^)  ~  sinh  (m  loge  x),  where  m  loge  ^  is  negative. 

If  now  we  have  a  table  of  the  sums  and  differences  of  the  hyperbolic  functions, 
and  a  table  of  hyperbolic  logarithms,  we  may  practically  without  computation  ob- 
tain the  value  of  x"*.     Thus,  take  the  expression 

/  14.7  y-29 
U14.7/ 

Here  x  =  0.1281,  m  =  0,29,  m  loge  x  =  -  0.596,  (cosh  -  sinh)  m  loge  x  =  0.552. 
The  limits  of  value  of  x  may  be  fixed,  as  in  the  preceding  article,  as  0  and  1.0. 
For  a;  =  0,  m  loge  a;  =  —  «,  and  the  method  would  require  too  extended  a  table  of 
hyperbolic  functions.  But  if  we  use  the  general  form  in  which  x  >  1.0  and  usually 
<10.0,  m  loge  X  will  rarely  exceed  10.0,  and  the  method  is  practicable. 

For  a  fuller  discussion,  with  tables,  see  paper  by  Tyler  in  the  Polytechnic  En- 
gineer, 1912. 
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NOTES   ON  LOGARITHMS 

Definitions;  log  x  or  com  log  x  =  n,  where  10"  =  x. 
\ogeX  =  m  where  e"'  =  x,  e  =  2.7183  +  . 
loge  a:  =  (2.3026)  log  X. 

Characteristic  and  Mantissa;  the  log  consists  of  a  characteristic,  integral  and  either 
positive  or  negative;  and  a  mantissa,  sl  positive  fraction  or  decimal.  Dividing  or 
multiplying  a  number  by  10  or  any  multiple  thereof  changes  the  characteristic  of 
the  log,  but  not  its  mantissa.     Thus, 

Characteristic     Mantissa 


•g      2 

= 

0 

0.30103 

written 

0.30103 

►g    20 

= 

1 

0.30103 

written 

1.30103 

>g200 

= 

2 

0.30103 

written 

2 . 30103 

>g      0.2 

= 

-1 

0.30103 

written 

1.30103 

and  equivalent  to  —0.69897 
log      0.02  =  -2  0.30103  written  2.30103 

and  equivalent  to  —1.69897 

Operations  with  logarithms: 


log  (a  X  6)=  log  a+log  b. 

Remember  also 

log  (a^h)  =log  o-log  b. 

xn  =  ^x. 

log  (a)**     =n  log  a. 

'-h 

log(a)»      =log<^a=-— . 

Negative  sign:  the  signs  of  negative  characteristics  must  be  carefully  con- 
sidered.    Thus,  to  find  the  value  of  0.02"°-^^: 

log  0.02  =2.30103  =  -2.0+0.30103. 
-0.37  log  0.02= -0.37( -2.0+0.30103)  =0.74-0.1114  =  0.6286. 
=  log  (4.^^^  =  0.02"°-^^). 

When  the  final  logarithm  comes  out  negative,  it  must  be  converted  into  loga- 
rithmic form  (negative  characteristic  and  positive  mantissa)  by  adding  and  sub- 
tracting 1.     Thus  -0.6286  =  1.3714=  log  0.2352. 

For  example,  to  find  the  value  of  0.02"°^^ : 

log  0.02  =  2.30103  =  -2.0+0.30103 

0.37  log  0.02  =0.37( -2.0+0.30103)  =  -0.74+0.1114  =  -0.6286  =  1.3714 
= log  (0.2352=0.02°*^^). 
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PROBLEMS 

1.  On  a  perfect  gas  diagram,  the  coordinates  of  which  are  internal  energy  and 
volume,  construct  an  isodynamic,  an  isothermal,  and  an  isometric  path  through  E 
(internal  energy)  =  2,  V=2. 

2.  Plot  accurately  the  following:  on  the  TV  diagram,*  an  adiabatic  through 
r=270,  F=10;  an  isothermal  through  r  =  300,  F=20;  on  the  TP  f  diagram,  an 
adiabatic  through  r  =  230,  P  =  5;  an  isothermal  through  7=190,  P  =  30.  On  the 
^F  diagram,  f  show  the  shape  of  an  adiabatic  path  through  £"  =  240,  F=  10. 

3.  Show  the  isometric  path  of  a  perfect  gas  on  the  PT  plane  ;  the  isopiestic,  on 
the  FT  plane. 

4.  Sketch  the  TF  path  of  wax  from  0°  to  290°  P.,  assuming  the  melting  point  to 
■foe  90°,  the  boiling  point  290°,  that  wax  expands  in  melting,  and  that  its  maxinium 
density  as  liquid  is  at  the  melting  point. 

5.  A  cycle  is  bounded  by  two  isopiestic  paths  through  P=110,  P=100  (pounds 
per  square  foot),  and  by  two  isometric  paths  through  F=  20,  F=10  (cubic  feet). 
Find  the  heat  expended  by  the  working  substance.     (Ans.,  0.1285  B.  t.  u.) 

6.  Air  expands  isothermally  at  32°  P.  from  atmospheric  pressure  to  a  pressure  of 
6  lb.  absolute  §  per  square  inch.     Pind  its  specific  volume  after  expansion. 

{Ans.,  36.42  cu.  ft.) 

7.  Given  an  isothermal  curve  and  the  OV  axis;  find  graphically  the  OP  axis. 

8.  Prove  the  correctness  of  the  construction  described  in  Art.  93, 

9.  Pind  the  heat  absorbed  during  the  expansion  described  in  Problem  6. 

(Ans.,  36.31  B.t.u.) 

10.  Pind  the  specific  heat  for  the  path  PV^-^=c,  for  air  and  for  hydrogen. 

(Ans.,  air,  —0.1706;  hydrogen,  —2.54.) 

11.  Along  the  path  PV^-^  =  c,  find  the  external  work  done  in  expanding  from 
P=1000,  F=10,  to  F=100.  Pind  also  the  heat  absorbed,  and  the  loss  of  internal 
energy,  if  the  substance  is  one  pound  of  air.  Units  are  pounds  per  square  foot  and 
cubic  feet.     (Ans.,  TF=  18,450  ft.-lb.  ;  jBr=  11,796  B.  t.u.  ;  Ei-E2  =  11.8  B.t.u.) 

12.  A  perfect  gas  is  expanded  from  p  =  400,  v  =  2,  i  =  1200,  to  P  =  60,  F  =  220- 
Pind  the  final  temperature.     (J.ws.,  19,800°  abs.) 

13.  Along  the  path  PV^-^  =  c,  a  gas  is  expanded  to  ten  times  its  initial  volume  of 
10  cubic  feet  per  pound.  The  initial  pressure  being  1000,  and  the  value  of  B  53.36, 
find  the  final  pressure  and  temperature.     (See  Problem  11.) 

{Ans.,p  =  QS.l  lb.  persq.  ft.,  i  =  118.25°  abs.) 

14.  Through  what  range  of  temperature  will  air  be  heated  if  compressed  to  10 
atmospheres  from  normal  atmospheric  pressure  and  70°  P.,  following  the  law  pv^-^  =  c? 
What  will  be  the  rise  in  temperature  if  the  law  is pW  =  c?     If  it  is pv  =  c? 

(Ans.,  a,  371.3°  ;  &,  495°  ;  c,  0°). 

§  Absolute  pressures  are  pressures  measured  above  a  perfect  vacuum.  The  abso- 
lute pressure  of  one  standard  atmosphere  is  14.697  lb.  per  square  inch. 
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15.  Find  the  heat  imparted  to  one  pound  of  this  air  in  compressing  it  as  described 
according  to  the  lawj9ui-3  =  c,  and  the  change  of  internal  energy. 

{Ans.,  02-^1=  -21.6B.t.u.  ;  ^2-^1  =  63.1  B.  t.  u.) 

16.  In  Problem  14,  after  compression  along  the  path  pv^-^  =  c,  the  air  is  cooled 
at  constant  volume  to  70°  F.,  and  then  expanded  along  the  isodiabatic  path  to  its 
initial  volume.     Find  the  pressure  and  temperature  at  the  end  of  this  expansion. 

(Ans.,  p  =8.64  lb.  per  sq.  in.,  t  =311°  abs.) 

17.  The  isodiabatics  a6,  cd,  are  intersected  by  lines  of  constant  volume  ac,  hd. 
Prove  ^  =  ^  and  ^  =  ^. 

18.  In  a  room  at  normal  atmospheric  pressure  and  constant  temperature,  a 
cylinder  contains  air  at  a  pressure  of  1200  lb.  per  square  inch.  The  stopcock  on  the 
cylinder  is  suddenly  opened.  After  the  pressure  in  tlie  cylmder  has  fallen  to  that  of 
the  atmosphere,  the  cock  is  closed,  and  the  cylinder  left  undisturbed  for  24  hours. 
Compute  the  pressure  in  the  cylinder  at  the  end  of  this  time. 

{Ans.,  51.94  lb.  per  sq.  in.) 

19.  Find  graphically  the  value  of  n  for  the  polytropic  curve  ab,  Fig.  41. 

20.  Plot  by  Brauer's  method  a  curve  pui.8= 26,200.  Use  a  scale  of  1  inch  per 
4  units  of  volume  and  per  80  units  pressure.     Begin  the  curve  with  p=  1000. 

21.  Supply  the  necessary  figures  in  the  following  blank  spaces,  for  >i  =  1.8,  and 
apply  the  results  to  check  the  curve  obtained  in  Problem  20.  Begin  with  v  =  Q.  12, 
p  =  1000. 

V 

—  =  2.0,     2.25,     2.50,.   3.0,     4.0,     5.0,     6.0,     7.0,     8.0 

p  V 

log-=nlog-  = 

P_ 
P~ 
P= 

22.  The  velocity  of  sound  in  air  being  taken  at  1140  ft.  per  second  at  70°  F.  and 
normal  atmospheric  pressure,  compute  the  value  of  y  for  air.     (Ans.^  1.4293.) 

23.  Compute  the  latent  heat  of  expansion  (Art.  58)  of  air  from  atmospheric 
pressure  and  at  32°  F.     {Ans.,  2.615  B.  t.  u.) 

24.  Find  the  amount  of  heat  converted  into  work  in  a  cycle  1234,  in  which 
Pi=P4  =  100,  Fi  =  5,  F4  =  l,  P3=30  (all  in  lb.  per  sq.  ft.),  and  the  equations  of  the 
paths  are  as  follows;  for  41,  PVo=c;  for  12,  PVv  =  c;  for  32,  PF=c;  for  43, 
PV^-^  =  c.  The  working  substance  is  one  pound  of  air.  Find  the  temperatures  at 
the  points  1,  2,  3,  4. 

(^)is.,sJEr=  1.386  B.t.u.;   ri  =  9.37°;    73  =  1.097°;    T2  =  1.097°;   74  =  1.874°.) 

25.  Find  the  exponent  of  the  polytropic  path,  for  air,  along  which  the  specific 
heat  is  —k.  Also  that  along  which  it  is  —I.  Eepresent  these  paths,  and  the  amounts 
of  heat  absorbed,  graphically,  comparing  with  those  along  which  the  specific  heats  are 
k  and  Z,  and  show  how  the  diagram  illustrates  the  meaning  of  negative  specific  heat. 

{Ans.,  for  s=  -k,  n  =  1.167;  fors=  -I,  n  =  1.201.) 

26.  A  gas,  while  undergoing  compression,  has  expended  upon  it  38,900  ft.  lb.  of 
work;  meanwhile,  it  loses  to  the  atmosphere  20  B.  t.  u.  of  heat.  What  change  occurs 
in  its  internal  energy? 
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27.  One  pound  of  air  under  a  pressure  of  150  lb.  per  sq.  in.  occupies  4  cu.  ft. 
What  is  its  temperature?  How  does  its  internal  energy  compare  with  that  at  atmos- 
pheric pressure  and  32°  F.? 

23.  Three  cubic  feet  of  air  expand  from  300  to  150  lb.  pressure  per  square  inch,  at 
constant  temperature.     Find  the  values  of  if,  E  and  W. 

25.  How  much  work  must  be  done  to  compress  1000  cu.  ft.  of  normal  air  to  a  pres- 
sure of  ten  atmospheres,  at  constant  temperature?  How  much  heat  must  be  removed 
during  the  compression? 

30.  Air  is  compressed  in  a  water-jacketed  cylinder  from  1  to  10  atmospheres;  its 
specific  volume  being  reduced  from  13  to  2.7  cu.  ft.  How  much  work  is  consumed  per 
cubic  foot  of  the  original  air? 

31.  Let  _p  =  200,  u  =  3,  P=100,  F=5.  Find  the  value  of  n  in  the  expression 
jpu"  =  PF". 

32.  Draw  to  scale  the  PT  and  TV  representations  of  the  cycle  described  in 
Prob.  24. 

33.  A  pipe  line  for  air  shows  pressures  of  200  and  150  lb.  per  square  inch  and  tem- 
peratures of  160°  and  100°  F.,  at  the  inlet  and  outlet  ends,  respectively.  What  is  the 
loss  of  internal  energy  of  the  air  during  transmission?  If  the  pipe  line  is  of  uniform 
size,  compare  the  velocities  at  its  two  ends. 

34.  If  air  is  compressed  so  that  _pui-^^  =  c,  find  the  amount  of  heat  lost  to  the  cyl- 
inder walls  of  the  compressor,  the  temperature  of  the  air  rising  150°  F.  during  com- 
pression. 


CHAPTER   YI 


THE   CARNOT   CYCLE 

^  128.  Heat  Engines.  In  a  heat  engine,  work  is  obtained  from 
heat  energy  through  the  medium  of  a  gas  or  vapor.  Of  the  total 
heat  received  by  such  fluid,  a  portion  is  lost  by  conduction  from  the 
walls  of  containing  vessels,  a  portion  is  discharged  to  the  atmosphere 
after  the  required  work  has  been  done,  and  a  third  portion  disap- 
pears^ having  been  converted  into  external  mechanical  work.  By 
the  first  law  of  thermodynamics,  this  third  portion  is  equivalent  to 
the  work  done  ;  it  is  the  only  heat  actually  used.  The  efficiency  of  a 
heat  engine  is  the  ratio  of  the  net  heat  utilized  to  the  total  quantity  of 
heat  supplied  to  the  engine,  or,  of  external  work  done  to  gross  heat 

absorbed ;  to  — -  =  — — 
Jd  H 


',  in  which  h  denotes  the  quantity  of  heat 


rejected  by  the  engine,  if  radiation  effects  be  ignored. 

129.  Cyclic  Action.  In  every  heat  engine,  the  working  fluid  passes 
through  a  series  of  successive  states  of  pressure,  volume,  and  temperature ; 
and,  in  order  that  operation  may  be  continuous,  it  is  necessary  either  that 
the  fluid  work  in  a  closed  cycle  which  may  be  repeated  indeflnitely,  or 
that  a  fresh  supply  of  fluid  be  admitted  to  the  engine  to  compensate  for 
such  quantity  as  is  periodically  |  p 
discharged.  It  is  convenient  to 
regard  the  latter  more  usual  ar- 
rangement as  equivalent  to  the 
former,  and  in  the  first  instance 
to  study  the  action  of  a  constant 
body  of  fluid,  conceived  to  work 
continuously  in  a  closed  cycle. 


130.  Forms  of  Cycle.  The  sev- 
eral paths  described  in  Art.  83,  and 
others  less  commonly  considered,  sug- 
gest various  possible  forms  of  cycle, 
some  of  which  are  illustrated  in  Fig. 
42.  Many  of  these  have  been  given  names  (1).  The  isodiahatic  cycle,  bounded  by 
two  isothermals  and  any  two  isodiabatics  (Art.  108),  may  also  be  mentioned. 

76 


n't 


Fig.  42.    Art.  130,  Problem  2.— Possible  Cycles. 
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131.  Development  of  the  Carnot  Cycle.  Caniot,  in  1824,  by  describing  and 
analyzing  the  action  of  the  perfect  elementary  heat  engine,  effected  one  of  the 
most  important  achievements  of  modern  physical  science  (2).  Carnot,  it  is  true, 
worked  with  insufficient  data.  Being  ignorant  of  the  first  law  of  thermodynamics, 
and  holding  to  the  caloric  theory,  he  asserted  that  no  heat  was  lost  during  the 
cyclic  process;  but,  though  to  this  extent  founded  on  error,  his  main  conclusions 
were  correct.  Before  his  death,  in  1832,  Carnot  was  led  to  a  more  just  conception 
of  the  true  nature  of  heat;  while,  left  as  it  was,  his  work  has  been  the  starting 
point  for  nearly  all  subsequent  investigations.  The  Carnot  engine  is  the  limit 
and  standard  for  all  heat  engines. 

Clapeyron  placed  the  arguments  of  Carnot  in  analytical  and  graphical  form ; 
Clausius  expressed  them  in  terms  of  the  mechanical  theory  of  heat ;  James  Thomp- 
son, Rankin e,  and  Clerk  Maxwell  corrected  Carnot's  assumptions,  redescribed  the 
cyclic  process,  and  redetermined  the  results ;  and  Kelvin  (3)  expressed  them  in 
their  final  and  satisfactory  modern  form. 

132.  Operation  of  Carnot's  Cycle.  Adopting  Kelvin's  method, 
the  operation  on  the  Carnot  engine  may  be  described  by  reference 
to  Fig.  43.     A  working  piston  moves  in  the  cylinder  c,  the  walls  of 

which  are  non-conduct- 
ing, while  the  head  is 
a  perfect  conductor. 
The  piston  itself  is 
a  non-conductor  and 


Fig.  43.    Arts.  132,  138.—  Operation  of  the  Carnot  Cycle. 


moves  without  friction.  The  body  s  is  an  infinite  source  of  heat 
(the  furnace^  in  an  actual  power  plant)  maintained  constantly  at 
the  temperature  T,  no  matter  how  much  heat  is  abstracted  from  it. 
At  r  is  an  infinite  condenser,  capable  of  receiving  any  quantity  of 
heat  whatever  without  undergoing  any  elevation  of  temperature 
above  its  initial  temperature  t.  The  plate /is  assumed  to  be  a  per- 
fect non-conductor.  The  fluid  in  the  cylinder  is  assumed  to  be 
initially  at  the  temperature  T  oi  the  source. 

The  cylinder  is  placed  on  s.  Heat  is  received,  but  the  tempera- 
ture does  not  change,  since  both  cylinder  and  source  are  at  the 
same  temperature.  External  work  is  done^  as  a  result  of  the  recep- 
tion of  heat;  the  piston  rises.  When  this  operation  has  continued 
for  some  time,  the  cylinder  is  instantaneously  transferred  to  the  non- 
conducting plate  /.  The  piston  is  now  allowed  to  rise  from  the  expan- 
sion produced  by  a  decrease  of  the  internal  energy  of  the  fluid.  It 
continues  to  rise  until  the  temperature  of  the  fluid  has  fallen  to  ^, 
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that  of  the  condenser,  when  the  cylinder  is  instantaneously  trans- 
ferred to  r.  Heat  is  now  given  up  by  the  fluid  to  the  condenser,  and 
the  piston  falls  ;  but  no  change  of  temperature  takes  place.  When  this 
action  is  completed  (the  point  for  completion  will  be  determined 
later),  the  cylinder  is  again  placed  on  /,  and  the  piston  allowed  to 
fall  further,  increasing  the  internal  energy  and  temperature  of  the 
gas  by  compressing  it.  This  compression  is  continued  until  the 
temperature  of  the  fluid  is  T  and  the  piston  is  again  in  its  initial 
position,  when  the  cylinder  is  once  more  placed  upon  s  and  the  opera- 
tion may  be  repeated.  No  actual  engine  could  be  built  or  operated 
under  these  assumed  conditions. 

133.  Graphical    Representation.      The 

first  operation  described  in  the  preceding 

is  expansion  at  constant  temperature.     The 

path  of    the   fluid  is   then  an   isothermal. 

The  second  operation  is  expansion  without 

transfer  of  heat.,  external  work  being  done 

at  the  expense    of   the  internal    energy ; 

the  path  is  consequently  adiahatic.     Dur-    Fig.  44.    Arts.  133-136, 138,  142. 

ing  the  third  operation,  we  have  isothermal  ^    ^^^°     ^^  ^* 

compression;  and  during  the   fourth,    adiahatic   compression.       The 

Carnot  cycle  may  then  be  represented  by  ahcd^  Fig.  44. 

134.  Termination  of  Third  Operation.  In  order  that  the  adiahatic  compression 
da  may  bring  the  fluid  back  to  its  initial  conditions  of  pressure,  volume,  and  tem- 
perature, the  isothermal  compression  cd  must  be  terminated  at  a  suitable  point  d. 
From  Art.  99, 


^  —  i-LJi]       for  the  adiahatic  da. 


and  —  =  ^  )        for  the  adiahatic  he ; 


t       \V, 

hence  ^«  -  ^^  and   ^«  -  "^'^• 

hence  ---and---, 

that  is,  the  ratio  of  volumes  during  isothermal  expansion  in  the  first  stage  must  be 
equal  to  the  ratio  of  volumes  during  isothermal  compression  in  the  third  stage,  if  the 
final  adiahatic  compression  is  to  complete  the  cycle.     (Compare  Art.  108.) 

J^  135.  Efficiency  of  Carnot  Cycle.  The  only  transfers  of  heat  dur- 
ing this  cycle  occur  along  ah  and  cd.     The  heat  absorbed  along  ah  is 
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^aVa^oge—~=BT\oge--^'     Similarly,  along   cd,  the  heat  rejected 

»  a  '^  a 

is  Mtlogg-—'     The  net  amount  of  heat  transformed  into  work  is  the 

difference  of  these  two  quantities ;  whence  the  efficiency,  defined  in 
Art.  128  as  the  ratio  of  the  net  amount  of  heat  utilized  to  the  total 
amount  of  heat  absorbed,  is 


,  since  y^  =  -^,  from  Art.  134. 


X     136.    Second  Derivation.     The  external  work  done  under  the  two  adiabatics 

he,  da  is 

P.V.-PcVc    and    PaVa-PciVg 

Deducting  the  negative  work  from  the  positive,  the  net  adiabatic  work  is 

PlV,-PcVr-PaVa-^P,Va. 

but  PaVa  =  PbVb,  from  the  law  of  the  isothermal  ah;  similarly,  PdVa  =  PcVc,  and 
consequently  this  network  is  equal  to  zero;  and  if  we  express  efficiency  by  the 
ratio  of  work  done  to  gross  heat  absorbed,  we  need  consider  only  the  work  areas 
under  the  isothermal  curves  ah  and  cd,  which  are  given  by  the  numerator  in  the 
expression  of  Art.  135. 

The  efficiency  of  the  Carnot  engine  is  therefore  expressed  by  the 
ratio  of  the  difference  of  the  temperatures  of  source  and  condenser  to 
the  absolute  temperature  of  the  source. 

137.  Carnot's  Conclusion.  The  computations  described  apply  to  any  sub- 
stance in  uniform  thermal  condition ;  hence  the  conclusion,  now  universally 
accepted,  that  the  motive  power  of  heat  is  independent  of  the  agents  employed  to 
develop  it ;  it  is  determined  solely  by  the  temperatures  of  the  bodies  between  which 
the  cyclic  transfers  of  heat  occur. 

138.  Reversal  of  Cycle.  The  paths  which  constitute  the  Carnot  cycle, 
Fig.  44,  are  polytropic  and  reversible  (Art.  125);  the  cj-cle  itself  is  rever- 
sible. Let  the  cylinder  in  Fig.  43  be  first  placed  upon  r,  and  the  piston 
allowed  to  rise.  Isothermal  expansion  occurs.  The  cylinder  is  trans- 
ferred to /and  the  piston  caused  to  fall,  producing  adiabatic  compression. 
The  cylinder  is  then  placed  on  s,  the  piston  still  falling,  resulting  in  iso- 
thermal compression ;  and  finally  on  /,  the  piston  being  allowed  to  rise,  so 
as  to  produce  adiabatic  expansion.     Heat  has  now  been  taken  from  the 


80  APPLIED  THERMODYNAMICS 

condenser  and  rejected  to  the  source.  The  cycle  followed  is  dcbad,  Fig.  44. 
Work  has  been  expended  upon  the  fluid ;  the  heat  delivered  to  the  source  s  is 
made  up  of  the  heat  taken  from  the  condenser  r,  xolus  the  heat  equivalent  of 
the  icork  done  upon  the  fluid.  The  apparatus,  instead  of  being  a  heat 
engine,  is  now  a  sort  of  heat  pump,  transferring  heat  from  a  cold  body  to 
one  warmer  than  itself,  by  reason  of  the  ^expenditure  of  external  Avork. 
Every  operation  of  the  cycle  has  been  reversed.  The  same  quantity  of 
heat  originally  taken  from  s  has  now  been  given  up  to  it ;  the  quantity 
of  heat  originally  imparted  to  r  is  now  taken  from  it ;  and  the  amount  of 
external  work  originally  done  by  the  fluid  has  now  been  expended  upon 
it.  The  efficiency,  based  on  our  present  definition,  may  exceed  unity ;  it 
is  the  quotient  of  heat  imparted  to  the  source  by  work  expended.  The 
cylinder  c  must  in  this  case  be  initially  at  the  temperature  t  of  the  con- 
denser r. 

139.  Criterion  of  Reversibility.  Of  all  engines  working  between  the 
same  limits  of  temperature,  that  which  is  reversible  is  the  engine  of  maximum 
efficiency. 

If  not,  let  ^  be  a  more  efficient  engine,  and  let  the  power  which  this 
engine  develops  be  applied  to  the  driving  of  a  heat  ptump  (Art.  138), 
(which  is  a  reversible  engine),  and  let  this  heat  pump  be  used  for  restor- 
ing heat  to  a  source  s  for  operating  engine  A.  Assuming  that  there  is  no 
friction,  then  engine  A  is  to  perform  just  a  sufficient  amount  of  work  to 
drive  the  heat  pump.  In  generating  this  power,  engine  A  will  consume 
a  certain  amount  of  heat  from  the  source,  depending  upon  its  efficiency. 
If  this  efficiency  is  greater  than  that  of  the  heat  pump,  the  latter  will  dis- 
charge more  heat  than  the  former  receives  (see  explanation  of  efficiency, 
Art.  138)  ;  or  will  continually  restore  more  heat  to  the  source  than  engine 
A  removes  from  it.  This  is  a  result  contrary  to  all  experience.  It  is 
impossible  to  conceive  of  any  self-acting  machine  which  shall  continually 
produce  heat  (or  any  other  form  of  energy)  without  a  corresponding  con- 
sumption of  energy  from  some  other  source. 

140.  Hydraulic  Analogy.  The  absmdity  may  be  illustrated,  as  by  Heck  (4), 
by  imagining  a  water  motor  to  be  used  in  driving  a  pump,  the  pump  being  em- 
ployed to  deliver  the  water  back  to  the  upper  level  which  supplies  the  motor. 
Obviously,  the  motor  would  be  doing  its  best  if  it  consumed  no  more  water  than 
the  pump  returned  to  the  reservoir;  no  better  performance  can  be  imagined,  and 
with  actual  motors  and  pumps  this  performance  would  never  even  be  equaled. 
Assuming  the  pump  to  be  equally  efficient  as  a  motor  or  as  a  pump  (i.e.  reversible), 
the  motor  cannot  possibly  be  more  efficient. 

141.  Clausius'  Proof.  The  validity  of  this  demonstration  depends  upon  the 
correctness  of  the  assumption  that  perpetual  motion  is  impossible.     Since  the  im- 


THE  CARNOT  CYCLE  81 

possibility  of  perpetual  motion  cannot  be  directly  demonstrated,  Clausius  estab- 
lished the  criterion  of  reversibility  by  showing  that  the  existence  of  a  more  effi- 
cient engine  A  involved  the  continuous  transference  of  heat  from  a  cold  body  to 
one  warmer  than  itself,  without  the  aid  of  external  agency :  an  action  which  is  axio- 
matically  impossible. 

142.  The  Perfect  Elementary  Heat  Engine.  It  follows  from  the  analysis  of 
Art.  135  that  all  engines  working  in  the  Carnot  cycle  are  equally  efficient ;  and 
from  Art.  139  that  the  Carnot  engine  is  one  of  that  class  of  engines  of  highest  effi- 
ciency. The  Carnot  cycle  is  therefore  described  as  that  of  the  perfect  elementary 
heat  engine.  It  remains  to  be  shown  that  among  reversible  engines  working  be- 
tw^een  equal  temperature  limits,  that  of  Carnot  is  of  maximum  efficiency.  Con- 
sider the  Carnot  cycle  abed,  Fig.  44.  The  external  work  done  is  abed,  and  the 
efficiency,  abed  -h  nabN.  For  any  other  reversible  path  than  ab,  like  ae  or  fb, 
touching  the  same  line  of  maximum  temperature,  the  work  area  abed  and  the  heat 
absorption  area  nabN  are  reduced  by  equal  amounts.  The  ratio  expressing  effi- 
ciency is  then  reduced  by  equal  amounts  in  numerator  and  denominator,  and  since 
the  value  of  this  ratio  is  always  fractional,  its  value  is  thus  always  reduced.  For 
any  other  reversible  path  than  ed,  like  ch  or  gd,  touching  the  same  line  of  mini- 
mum temperature,  the  work  area  is  reduced  without  any  reduction  in  the  gross 
heat  area  nabN.  Consequently  the  Carnot  engine  is  that  of  maximum  efficiency 
among  all  conceivable  engines  worked  between  the  same  limits  of  temperature.  A 
practical  cycle  of  equal  efficiency  will,  however,  be  considered  (Art.  257). 

143.  Deductions.  The  efficiency  of  an  actual  engine  can  therefore 
never  reach  100  per  cent,  since  this,  even  with  the  Carnot  engine,  would 
require  t  in  Art.  135  to  be  equal  to  absolute  zero.  High  efficiency  is  con- 
ditioned upon  a  wide  range  of  working  temperatures ;  and  since  the  mini- 
mum temperature  cannot  be  maintained  below  that  of  surrounding  bodies, 
high  efficiency  involves  practically  the  highest  possible  temperature  of 
heat  absorption.  Actual  heat  engines  do  not  work  in  the  Carnot  cycle ; 
but  their  efficiency  nevertheless  depends,  though  less  directly,  on  the  tem- 
perature range.  With  many  working  substances,  high  temperatures  are 
necessarily  associated' with  high  specific  pressures,  imposing  serious  con- 
structive difficulties.  The  limit  of  engine  efficiency  is  thus  fixed  by  the 
possibilities  of  mechanical  construction. 

Further,  an  ordinary  steam  boiler  furnace  may  develop  a  maximum 
temperature,  during  combustion,  of  3000°  F.     If  the  lowest  available 

temperature  surrounding  is  0°  F.,  the  potential  efficiency  is  „ 

=0.87.  But  in  getting  the  heat  from  the  hot  gases  to  the  steam  the 
temperature  usually  falls  to  about  350°  F.  Although  70  or  80  per 
(ent  of  the  energy  originally  in  the  fuel  may  be  present  in  the  steam, 
the  availability  of  this  energy  for  doing  work  in  an  engine  has  now  been 
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350 
decreased  to  7r^7r-—r^7{=0AS,  or  about  one-half,     (A  boiler  is  of  course 
350+160  ^ 

not  a  heat  engine.) 

(1)  Alexander,  Treatise  on  Thermodynamics,  1893,  C8-10.  (2)  Carnot's  Reflec- 
tions is  available  in  Thurston's  translation  or  in  Magie's  Sr^cond  Law  of  Thermody- 
namics. An  estimate  of  his  part  in  the  development  of  physical  science  is  given  by 
Tait,  Thermodynamics,  1868,  44.  (3)  Trans.  Boy.  Soc.  Edinburgh,  March,  1851  ; 
Phil.  Mag.,  IV,  1852  ;  Math,  and  Phys.  Papers,  I,  174.  (4)  The  Steam  Engine,  I, 
50. 

SYNOPSIS   OF   CHAPTER   VI 

Heat  engines  :  efficiency  =  heat  utilized  ^  heat  absorbed  =  =  ^• 

Cyclic  action :  closed  cycle  ;  forms  of  cycle. 

Carnot  cycle :  historical  development ;  cylinder,  source,  insulating  plate,  condenser  ; 

graphical  representation;   termination  of  third  operation,  when  — ^  =  — ^;    effi- 

rp  *  '  C  '   h 

ciency  =  — 

Carnot's  conclusion  :  efficiency  is  independent  of  the  vjorking  substance. 

Reversal  of  cycle:  the  reversible  engine  is  that   of  maximum   efficiency;  hydraulic 

analogy. 
Carnot  cycle  not  surpassed  in  efficiency  by  any  reversible  or  irreversible  cycle. 
Limitations  of  efficiency  in  actual  heat  engines. 


PROBLEMS 

1.  Show  how  to  express  the  efficiency  of  any  heat-engine  cycle  as  the  quotient 
of  two  areas  on  the  PF  diagram. 

2.  Draw  and  explain  six  forms  of  cycle  not  shown  in  Eig.  42. 

3.  In  a  Carnot  cycle,  using  air,  the  initial  state  is  P  =  1000,  V  =  100.  The  pres- 
sure after  isothermal  expansion  is  500,  the  temperature  of  the  condenser  200°  E.  Eind 
the  pressure  at  the  termination  of  the  "third  operation,"  the  external  work  done  along 
each  of  the  four  paths,  and  the  heat  absorbed  along  each  of  the  four  paths.  Units  are 
cubic  feet  per  pound  and  pounds  per  square  foot. 

^ns.  P3=13.1;   Wn=   69,237  ft.  lb.;  Bi2  =  88.94  B.  t.  u.; 
TF23=161,200ft.  lb.;  ^23  =  0; 
1^34=    24,368  ft.  lb.;  5^34  =  31.32  B.  t.  u.; 
TT^4i=  161,200  ft.  lb.;  ^41=0. 

4.  A  non-reversible  heat  engine  takes  1  B.  t.  u.  per  minute  from  a  source  and  is 
used  to  drive  a  heat  pump  having  an  efficiency  (quotient  of  work  by  heat  imparted  to 
source)  of  0.70.  What  would  be  the  rate  of  increase  of  heat  contents  of  the  source  if 
the  efficiency  of  the  heat  engine  were  0.80?     {Ans.,  0.143  B.  t.  u.  per  min.) 

5.  Ordinary  non-condensing  steam  engines  use  steam  at  325°  E.  and  discharge  it 
to  the  atmosphere  at  215°  E.     What  is  their  maximum  possible  efficiency? 

{Ans.,  0.142.) 
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6.  Find  the  limiting  efficiency  of  a  gas  engine  in  which  a  maximum  temperature 
of  3000°  F.  is  attained,  the  gases  being  exliausted  at  1000°  F.     {Ans.,  0.578.) 

7.  An  engine  consumes  225  B.  t.  u.  per  indicated  horse-power  (33,000  foot-pounds) 
per  minute.  If  its  temperature  limits  are  430°  F.  and  105°  F.,  how  closely  does  its 
efficiency  approach  the  best  possible  efficiency?     (Ans.,  51.59  per  cent.) 

8.  How  many  B.  t.  u.  per  indicated  horse  power  per  hour  would  be  required  by  a 
heat  engine  having  an  efficiency  of  15  per  cent? 

9.  A  power  plant  uses  2  lb.  of  coal  (14,000  B.t.  u.  per  lb.)  per  kilowatt-hour. 
(1  kw.  =  1.34  h.p.)     What  is  its  efficiency  from  fuel  to  switchboard? 

10.  A  steam  engine  working  between  350°  F.  and  100°  F.  uses  15  lb.  of  steam  con- 
taining 1050  B.  t.  u.  per  lb.,  per  indicated  horse  power  per  hour.  What  proportion 
of  the  heat  supplied  was  utilized  by  the  engine?  How  does  this  proportion  compare 
with  the  highest  that  might  have  been  attained? 

11.  Determine  as  to  the  credibility  of  the  following  claims  for  an  oil  engine: 

Temperature  limits,  3000°  F.  and  1000°  F. 

Fuel  contains  19,000  B.  t.  u.  per  lb.     Engine  consumes  0.35  lb.  per  kw.-hr. 

Loss  between  cylinder  and  switchboard,  20  per  cent. 

12.  ■  If  the  engine  in  Problem  3  is  double-acting,  and  makes  100  r.p.m.,  what  is  its 
horse  power? 


CHAPTER   YII 

THE   SECOND   LAW   OF   THERMODYNAMICS 

144,  Statement  of  Second  Law.  The  expression  for  efficiency  of 
the  Carnot  cycle,  given  in  Art.  135,  is  a  statement  of  the  second  law 
of  thermodynamics.  The  law  is  variously  expressed  ;  but,  in  general, 
it  is  an  axiom  from  which  is  established  the  criterion  of  reversibility/ 
(Art.  139). 

With  Clausius,  the  axiom  was, 

(a)  "  Heat  cannot  of  itself  pass  from  a  colder  to  a  hotter  body;  "  while  the 
equivalent  axiom  of  Kelvin  was, 

(b)  "  It  is  impossible,  by  means  of  inanimate  material  agency,  to  derive 
mechanical  effect  from  any  portion  of  matter  by  cooling  it  beloio  the  tempera- 
ture of  the  coldest  of  surrounding  objects^ 

AVith  Carnot,  the  axiom  was  that  perpetual  motion  is  impossible ;  while  Ran- 
kine's  statem^ent  of  the  second  law  (Art.  151)  is  an  analytical  restatement  of  the 
efficiency  of  the  Carnot  cycle. 

145.  Comparison  of  Laws.  The  law  of  relation  of  gaseous  properties  (Art.  10) 
and  the  second  law  of  thermodynamics  are  justified  by  their  results,  while  the^r.s^ 
law  of  thermodynamics  is  an  expression  of  experimental  fact.  The  second  law^  is  a 
"  definite  and  independent  statement  of  an  axiom  resulting  from  the  choice  of  one 
of  the  two  propositions  of  a  dilemma  "  (1).  For  example,  in  Carnot's  form,  we 
must  admit  either  the  possibility  of  perpetual  motion  or  the  criterion  of  reversi- 
bility; and  we  choose  to  admit  the  latter.  The  second  law  is  not  a  proposition  to 
be  proved,  but  an  "  axiom  commanding  imiversal  assent  when  its  terms  are 
understood." 

146.  Preferred  Statements.  The  simplest  and  most  satisfactory  statement  of 
the  second  law  may  be  derived  directly  from  inspection  of  the  formula  for  effi- 
ciency, {T  —  t)  ^  T  (Art.  135).     The  most  general  statement, 

(c)  "  The  availability  of  heat  for  doing  work  depends  upon  its  temperature^*  leads 
at  once  to  the  axiomatic  forms  of  Kelvin  and  Clausius;  while  the  most  specific  of 
all  the  statements  directly  underlies  the  presentation  of  Rankine : 

(c?)  "  If  all  of  the  heat  be  absorbed  at  one  temperature,  and 
rejected   at   another   lower   temperature,  the   heat    transformed    to 

84 
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external  work  is  to  the  total  heat  absorbed  in  the  same  ratio  as  that 
of  the  difference  between  the  temperatures  of  absorption  and  rejec- 
tion to  the  absolute  temperature  of  absorption  ;"  or, 

H  T    ' 

in  which  ^represents  heat  absorbed  ;  and  A,  heat  rejected. 

147.  Other  Statements.  Forms  (a),  (7;),  (c),  and  (rf)  are  those  usually  given 
the  second  law.     In  modified  forms,  it  has  been  variously  expressed  as  follows  : 

(e)  "  All  reversible  engines  working  between  the  same  uniform  tem- 
peratures have  the  same  efficiency.'' 

(/)  "  The  efficiency  of  a  reversible  engine  is  independent  of  the  nature 
of  the  w^orking  substance." 

(r/)  "  It  is  impossible,  by  the  unaided  action  of  natural  processes, 
to  transform  any  part  of  the  heat  of  a  body  into  mechanical  work,  except 
by  allowing  the  heat  to  pass  from  that  body  into  another  at  lower 
temperature." 

(li)  "  If  the  engine  be  such  that,  when  it  is  worked  backward,  the 
physical  and  mechanical  agencies  in  every  part  of  its  motions  are  reversed, 
it  produces  as  much  mechanical  effect  as  can  be  produced  by  any  thermo- 
dynamic engine,  with  the  same  source  and  condenser,  from  a  given  quan- 
tity of  heat." 

148.  Harmonization  of  Statements.  It  has  been  asserted  that  the  state- 
ments of  the  second  law  by  different  writers  involve  ideas  so  diverse  as, 
apparentl}^  not  to  cover  a  common  principle.  A  moment's  consideration 
of  Art.  144  will  explain  this.  The  second  law,  in  the  forms  given  in  (a), 
(b),  (c),  (g),  is  an  axiom,  from  which  the  criterion  of  reversibility  is  estab- 
lished. In  (d),  (e)  (/),  it  is  a  simple  statement  of  the  efficiency  of  the  Car- 
not  cycle,  with  which  the  axiom  is  associated ;  while  in  (Ji),  it  is  the 
criterion  of  i-eversibility  itself.  Confusion  may  be  avoided  by  treating 
the  algebraic  expression  of  (d),  Art.  146,  as  a  sufficient  statement  of 
the  second  law,  from  which  all  necessary  applications  may  be  derived. 

149.  Consequences  of  the  Second  Law.  Some  of  these  were  touched  upon  in 
Art.  143.  The  first  law  teaches  that  heat  and  w^ork  are  mutually  convertible, 
the  second  law  shows  how  much  of  either  may  be  converted  into  the  other  under 
stated  conditions.  Ordinary  condensing  steam  engines  work  between  tempera- 
tures of  about  350°  F.  and  100*^  F.  The  maximum  possible  efficiency  of  such 
engines  is  therefore 

350  -  100       o^3i_ 


350  +  459.4 
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The  efficiencies  of  actual  steam  engines  range  from  2|  to  25  per  cent,  with  an 
average  probably  not  exceeding  7  to  10  per  cent.  A  steam  engine  seems  therefore 
a  most  inefficient  machine ;  but  it  must  be  remembered  that,  of  the  total  heat 
supplied  to  it,  a  large  proportion  is  (by  the  second  law)  unavailable  for  use,  and 
must  he  rejected  when  its  temperature  falls  to  that  of  surrounding  bodies.  We  can- 
not expect  a  water  wheel  located  in  the  mountains  to  utilize  all  of  the  head  of  the 
water  supply,  measured  down  to  sea  level.  The  available  head  is  limited  by  the 
elevation  of  the  lowest  of  surrounding  levels.  The  performance  of  a  heat  engine 
should  be  judged  by  its  approach  to  the  efficiency  of  the  Carnot  cycle,  rather  than 
by  its  absolute  efficiency. 

Heat  must  be  regarded  as  a  "  low  unorganized  "  form  of  energy,  which  pro- 
duces  useful  work  only  by  undergoing  a  fall  of  temperature.  All  other  forms  of 
energy  tend  to  completely  transform  themselves  into  heat.  As  the  imiverse  slowly 
settles  to  thermal  equihbrium,  the  performance  of  work  by  heat  becomes  impossible 
and  all  energy  becomes  permanently  degenerated  to  its  most  unavailable  form.* 

150.  Temperature  Fall  and  Work  Done.  Consider  the  Carnot  cycle,  abed, 
Fig.  45,  the  total  heat  absorbed  being  naftA^and  the  efficiency  abed  -r-  nabN 

=  (T—t)-i-T,     Draw  the  isothermals 

efj  gh,  ij,  successively  differing  by  equal 

temperature  intervals ;  and  let  the  tera- 

a  \  peratures  of  these  isothermals  be  Ti, 

^^"^■^^iu^__V_  Tg,  Tq.     Then  the  work  done  in  cycle 

^VZl'^^r— A/  abfe  is  nabNx(T-T{)---T:    that  in 

d^^T^s— Hi^it  cycle  abhg  is  nabNx  (T—  Tg)-!-  T;  that 

\v.^^^        ^^^^'^".^  ^^  cycle  abji  is  nabN x{T  —  T^-^T. 

^"^"-^"^^...^J^^^^^^^-N    As  {T-T,)  =  3(T-T,)  and   (T-T^) 

-~^       =2(V-Ti),   abji=:3(abfe)   and   abhg 

V         =  2(abfe)  ;    whence   abfe  =  efhg  =  ghjL 

Fig.  45.    Arts.  150,  153,  154,  156. -Second     j^     ^^^i^^^.     WOrds,    the     external     work 
Law  of  Thermodynamics.  available  from  a  definite  temperature  fall 

is  the  same  at  all  parts  of  the  thermometric  scale.  The  waterfall  analogy  of 
Art.  149  may  again  be  instructively  utilized. 

161.  Rankine's  Statement  of  the  Second  Law.  "  If  the  total  actual  heat  of  a 
uniformly  hot  substance  be  conceived  to  be  divided  into  any  number  of  equal  parts, 
the  effects  of  those  parts  in  causing  work  to  be  performed  are  equal.  If  we  re- 
member that  by  "total  actual  heat"  Rankine  means  the  heat  corresponding  to  ab- 
solute temperature,  his  terse  statement  becomes  a  form  of  that  just  derived,  dependent 
solely  upon  the  computed  efficiency  of  the  Carnot  cycle. 

152.  Absolute  Temperature.  It  is  convenient  to  review  the  steps  by  which 
the  proposition  of  Art.  150  has  been  estabhshed.  We  have  derived  a  conception 
of  absolute  temperature  from  the  law  of  Charles,  and  have  found  that  the  effi- 
ciency of  the  Carnot  cycle  bears  a  certain  relation  to  definite  absolute  temperatures. 

*  "  Each  time  we  alter  our  investment  in  energy,  we  have  thus  to  pay  a  commis- 
sion, and  the  tribute  thus  exerted  can  never  be  wholly  recovered  by  us  and  must  be 
regarded,  not  as  destroyed,  but  as  thrown  on  the  waste-heap  of  the  Universe." — Griffiths, 
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Our  scale  of  absolute  temperatures,  practically  applied,  is  not  entirely  satisfactory ; 
for  the  absolute  zero  of  the  air  thermometer,  —459.4°  F.,  is  not  a  true  absolute 
zero,  because  air  is  not  a  perfect  gas.  The  logical  scale  of  absolute  temperature 
■would  be  that  in  which  temperatures  were  defined  by  reference  to  the  work  done 
by  a  reversible  heat  engine.  Having  this  scale,  we  should  be  in  a  position  to  com- 
pute the  coefficient  of  expansion  of  a  perfect  gas. 

153.  Kelvin's  Scale  of  Absolute  Temperature.  Kelvin,  in  1848,  was  led 
by  a  perusal  of  Carnot's  memoir  to  propose  such  a  scale.  His  first  defini- 
tion, based  on  the  caloric  theory,  resulted  only  in  directing  general  atten- 
tion to  Carnot's  great  work ;  his  second  definition  is  now  generally  adopted. 
Its  form  is  complex,  but  the  conception  involved  is  simply  that  of  Art.  150: 

"  The  absolute  temperatures  of  two  bodies  are  proportional  to  the  quanti- 
ties of  heat  respectively  taken  in  and  given  out  in  localities  at  one  temperature 
and  at  the  other,  respectively,  by  a  material  system  subjected  to  a  complete 
cycle  of  perfectly  reversible  thermodynamic  operations,  and  not  allowed  to  part 
with  or  take  in  heat  at  any  other  temperature."     Briefly, 

"  The  absolute  values  of  two  temperatures  are  to  each  other  in  the  propor- 
tion of  the  quantities  of  heat  taken  in  and  rejected  in  a  perfect  thermodynamic 
engine,  working  with  a  source  and  condenser  at  the  higher  and  the  lower  of 
the  temperatures  respectively."     Symbolically, 

—  =  —  ;  or,  in  h  ig.  45,  —  = . 

This  relation  may  be  obtained  directly  by  a  simple  algebraic  trans- 
formation of  the  equation  for  the  second  law,  given  in  Art.  146,  (d). 

154.  Graphical  Representation  of  Kelvin's  Scale.  Eeturning  to  Fig.  45, 
but  ignoring  the  previous  significance  of  the  construction,  let  ah  be  an  iso- 
thermal and  an,  hN  adiabatics.  Draw  isothermals  ef,  gh,  ij,  such  that  the 
areas  abfe,  efhg,  gliji  are  equal.  Then  if  we  designate  the  temperatures 
along  ah,  ef,  gh,  ij  by  T,  T^,  T^,  T^,  the  temperature  intervals  T—  T^, 
Ti-  7^2,  7^2-  ^3  are  equal.  If  we  take  ab  as  212°  F.,  and  cd  as  32°  F., 
then  by  dividing  the  intervening  area  into  180  equal  parts,  we  shall  have 
a  true  Fahrenheit  absolute  scale.  Continuing  the  equal  divisions  down 
below  cd,  we  should  reach  a  point  at  which  the  last  remaining  area  be- 
tween the  indefinitely  extended  adiabatics  was  just  equal  to  the  one  next 
preceding,  provided  that  the  temperature  32°F.  could  be  expressed  in  an 
even  number  of  absolute  degrees. 

155.  Carnot's  Function.  Carnot  did  not  find  the  definite  formula  for  effi- 
ciency of  his  engine,  given  in  Art.  135,  although  he  expressed  it  as  a  function  of 
the  temperature  range  {T- 1).     We  may  state  the  efficiency  as 

e  =  z{T-t), 
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z  being  a  factor  having  the  same  value  for  all  gases.     Taking  the  general  expres- 
sion for  efficiency,  ^~  ^  (Art.  128),  and  making  H  =  h -]- dh,  ^e  have 
H 

h  +  dh  -h         dh 

e  =  — 


h  +  dh         h  -\-  dh 
For  e  =  z(^T  —  t),  y^e  may  write  e  =  zdt  or  z  —-—,  giving 

z  =  -Jl!—  ^  dt,  equivalent  to  ^. 
h  +  dh  ^  hdt 

■D    .    r      ^  /*    .    i^ox        r,  t  +  dt      h  +  dh       ^  dt      dh         ,  ,       hdt      1 

But  —  =  —  (Art.  lo3)  ;  whence  — ! —  =  —^ — •  and  —  =  — ,  and  t  =  — -  =  -. 
t       h  t  h  t        h  dh      z 

]^  y I      ^  _  f 

Then  s  =  -  and  e  = = in  finite  terms,  as  alreadv  found.     The  factor  z 

t  t  T  '  -    . 

is  known  as  CarnoVs  function.     It  is  the  reciprocal  of  the  absolute  temperature. 

156.  Determination  of  the  Absolute  Zero.  The  porous  plug  experiments  con- 
ducted by  Joule  and  Kelvin  (Art.  74)  consisted  in  forcing  various  gases  slowly 
through  an  orifice.  The  fact  has  already  been  mentioned  that  when  this  action 
was  conducted  without  the  performance  of  external  work,  a  barely  noticeable 
change  in  temperature  was  observed ;  this  being  with  some  gases  an  increase,  and 
with  others  a  decrease.  When  a  resisting  pressure  was  applied  at  the  outlet  of  the 
orifice,  so  as  to  cause  the  performance  of  some  external  work  during  the  flow  of 
gas,  a  fall  of  temperature  was  observed  ;  and  this  fall  ivas  different  for  different  gases. 

The  "  porous  plug  "  was  a  wad  of  silk  fibers  placed  in  the  orifice  for  the  purpose 
of  reconverting  all  energy  of  velocity  back  to  heat.  Assume  a  slight  fall  of  tem- 
perature to  occur  in  passing  the  plug,  the  velocity  energy  being  reconverted  to 
heat  at  the  decreased  temperature,  giving  the  equivalent  paths  ad,  dc,  Fig.  45. 
Then  expend  a  sufficient  measured  quantity  of  work  to  bring  the  substance  back 
to  its  original  condition  a,  along  cba.     By  the  second  law, 

'  J ,  and  —  = 


nahN     nefN     nahN  -  ahfe  T^      nahN  -  abfe' 


.    f       nahN  ^\^ 

^   \nabN-ahfe        J 


ahfe 


hfe        1         ^  nahN  -  ahfe 

li  {T  —  T^)  as  determined  by  the  experiment  =  a,  and  nahN  be  put  equal  to  unity, 

rp  _  a(\  —  ahfe) 
'~        ahfe' 

in  which  ahfe  is  the  work  expended  in  bringing  the  gas  back  to  its  original  tem- 
perature. This,  in  outline,  was  the  Joule  and  Kelvin  method  for  establishing  a 
location  for  the  true  absolute  zero :  the  complete  theory  is  too  extensive  for  pres- 
entation here  (2).  The  absolute  temperature  of  melting  ice  is  on  this  scale 
491.58°  F.  or273.r  C. 

The  agreement  with  the  hydrogen  or  the  air  thermometer  is   close. 
The  correction  for  the  former  is  generally  less  than  j^-^°  C,  and  that  for 
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the  latter  less  than  J/  C.  Wood  has  computed  (3)  that  the  true  absolute 
zero  must  necessarily  be  slightly  lower  than  that  of  the  air  thermometer. 
According  to  Alexander,  (4)  the  difference  of  the  two  scales  is  constant  for 
all  temperatures.  The  Kelvin  absolute  scale  establishes  a  logical  defini- 
tion of  temperature  as  a  physical  unit.  Actual  gas  thermometer  temperar 
tures  may  be  reduced  to  the  Kelvin  scale  as  a  final  standard. 

In  the  further  discussio?i,  the  temperature  —459.6^  F.  will  be  regarded 
as  the  absolute  zero,     (5) 

(1)  Peabody,  Thermodynamics,  1907,  27.  (2)  Phil.  Trans.,  CXVIV,  349.  (3), 
Thermodynamics,  1905,  116.  (4)  Treatise  on  Thermodynamics,  1892,  91.  (5)  See 
the  papers,  On  the  Establishment  of  the  Thermodynamic  Scale  of  Temperature  by 
Means  of  the  Constant  Pressure  Thermometer,  by  Buckingham;  and  On  the  Standard 
Scale  of  Temperature  in  the  Interval  0°  to  100°  C,  by  Waidner  and  Dickinson; 
Bulletin  of  the  Bureau  of  Standards,  3,  2;  3,  4.  Also  the  paper  by  Buckingham, 
On  the  Definition  of  the  Ideal  Gas,  op.  cit.,  6,  3. 


SYNOPSIS   OF   CHAPTER   VII 

Statements  of  the  second  law  :    an  axiom  establishing  the  criterion  of  reversibility  ; 
H—  h  _T  —  t       h  __t_       a  statement  of  the  efficiency  of  the  Carnot  cycle  ;  the  cri- 

H     ~      T  H~  T      terion  of  reversibiUty  itself . 

The  second  law  limits  the  possible  efficiency  of  a  heat  engine. 
The  fall  of  temperature  determines  the  amount  of  external  work  done. 
Temperature  ratios  defined  as  equal  to  ratios  of  heats  absorbed  and  emitted. 
The  Carnot  function  for  cyclic  efficiency  is  the  reciprocal  of  the  absolute  temperature. 
The  absolute  zero,  based  on  the  second  law,  is  at  —  459.6'^  F. 


PROBLEMS 

1.  Illustrate  graphically  the  first  and  the  second  laws  of  thermodynamics.  Frame 
a  new  statement  of  the  latter. 

2.  An  engine  works  in  a  Carnot  cycle  between  400°  F.  and  280°  F.,  developing 
120  h.p.  If  the  heat  rejected  by  this  engine  is  received  at  the  temperature  of  rejection 
by  a  second  Carnot  engine,  which  works  down  to  220°  F.,  find  the  horse  power  of  the 
second  engine.     (Ans.,  60). 

3.  Find  the  coefficient  of  expansion  at  constant  pressure  of  a  perfect  gas.  What 
is  the  percentage  difference  between  this  coefficient  and  that  for  air  ? 

{Ans.,  0.0020342  ;  percentage  difference,  0.03931.) 

4.  A  Camot  engine  receives  from  the  source  1000  B.  t.  u.,  and  discharges  to  the 
condenser  500  B.  t.  u.  If  the  temperature  of  the  source  is  600°  F.,  what  is  the  tem- 
perature of  the  condenser  ?     (Ans.,  70.2°  F.) 

5.  A  Camot  engine  receives  from  the  source  190  B.  t.  u.  at  1440.4°  F.,  and  dis- 
charges to  the  condenser  90  B.  t.  u.  at  440.4°  F.  Find  the  location  of  the  absolute 
zero.     (Ans.,  -459.6°  F.) 

6.  In  the  porous  plug  experiment,  the  initial  temperature  of  the  gas  being  that  cf 
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melting-  ice,  and  the  fall  of  temperature  being  yi^  of  the  range  from  melting  to  boiling 
of  wato:-  at  atmospheric  pressure,  the  work  expended  in  restoring  the  initial  tempera- 
ture was  1.58  foot-pounds.  Find  the  absolute  temperature  at  32°  F.  (Ans.,  492.39°.) 
7.  The  temperature  range  in  a  Camot  cycle  being  400°  F.,  and  the  work  done 
being  equivalent  to  40  per  cent  of  the  amount  of  heat  rejected,  find  the  values  of  T 
and  t. 

EEVIEW   PROBLEMS,   CHAPTERS  I-VII 

1.  State  the  precise  meaning,  or  the  application,  of  the  following  expressions: 

k     778     I      (-]  =-     H  =  T+I-\-W      r      y     E      53.36      PV  =  RT.R      -459.6°F. 

I     778    P     F     r    ^-f    p.  log/    -^     -^      (^)""^'=f      (ly-'^^ 
dT  V         n  — 1  2/  — 1  \P  /  t        \v  /  t 

pv^=c     42.42     pvy=c     2545     pv  =  c     s=l^^'—^ 

n  —  l 

2.  A  heat  engine  receives  its  fluid  at  350°  F.  and  discharges  it  at  110°  F.  It  con- 
sumes 200  B.  t.  u.  per  Ihp.  per  minute.  FiM  its  efficiency  as  compared  with  that  of 
the  corresponding  Camot  cycle.     (Ans.,  0.712.) 

3.  Given  a  cycle  abc,  in  which  P„  =  P5=  100  lb.  per  sq.  in.,  Fa=  1,  -tt-=^  (cu.  ft.), 

'a 

Pb^b^'^  =  ^c^c^'^i  Pa^a  =  Pc^ci  ^^^1  the  pressure,  volume,  and  temperature  at  c  if  the 
substance  is  1  lb.  of  air.     (Ans.,  p^=  1.758,  ^5^  =  53.34,  ^^  =  269.9°  abs.) 

4.  Find  the  pressure  of  100  lb.  of  air  contained  in  a  100  cu.-ft.  tank  at  82°  F. 

{Ans.,  28,900  lb.  per  sq.  ft.) 

5.  A  heat  engine  receives  1175.2  B.t.  u.  in  each  pound  of  steam  and  rejects 
1048.4  B.  t.  u.  It  uses  3110  lb.  of  steam  per  hour  and  develops  142  hp.  Estimate  the 
value  of  the  mechanical  equivalent  of  heat.     (Ans., -7 12.9G.) 

6.  One  pound  of  air  at  32P°  .  is  compressed  from  14.7  to  2000  lb.  per  square  inch 
without  change  of  temperature.     Find  the  percentage  change  of  volume. 

{Ans.,  99.3%.) 

T—t 

7.  Prove  that  the  efficiency  of  the  Camot  cycle  is  — =-. 

8.  Air  is  heated  at  constant  pressure  from  32°  F.  to  500°  F.  Find  the  percentage 
change  in  its  volume.     {Ans.,  95.2%  increase.) 

9.  Prove  that  the  change  of  internal  energy  in  passing  from  a  to  6  is  independent 
of  the  path  ah. 

10.  Given  the  formula  for  change  of  internal  energy,  — — - — —^ — ?,  prove  that 

E,-E^  =  l{T,-T,). 

11.  Given  R  for  air  =  53.36,  F=  12.387;  and  given  F=  178.8,  A:  =  3.4  for  hydro- 
gen: fmd  the  value  of  y  for  hydrogen.     {Ans.,  1.412.) 

12.  Explain  isothermal,  adiabatic,  isodynamic,  isodiabatic. 

13.  Find  the  mean  specific  heat  along  the  path  'pv^-^  =  c  for  air  (Z  =  0.1689). 

{Ans.,  0.084.) 
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14.  A  steam  engine  discharging  its  exiiaust  at  212°  F.  receives  steam  containing 
1100  B.  t.  u.  per  pound  at  590°  P.  Wiiat  is  the  minimum  weight  of  steam  it  may  use 
per  Ihp.-hr.  ?     (Ans  ,  7.71  lb.) 

15.  A  cycle  is  bounded  by  polytropic  paths  12,  23,  13.     We  have  given 

Pj  =  P2  =  100,000  lb.  per  sq.  ft. 
Vz=  T^  =  40  cubic  feet  per  pound. 
Ti  =  3000°F. 

Find  the  amount  of  heat  converted  to  work  in  the  cycle,  if  the  working  substance  is 
air.     (^ws.,  4175B.t.u.) 


CHAPTER   YIII 


ENTROPY 


157.  Adiabatic  Cycles.  Let  abdc,  Fig.  46,  be  a  Carnot  cycle,  an  and  hN 
the  projected  adiabatics.  Draw  intervening  adiabatics  em,  gM,  etc.,  so 
located  that  the  areas  iiaem,  megM,  MghN,  are  equal.  Then  since  the  effi- 
ciency of  each  of  the  cycles  aefc,  eghf,  gbdh,  is  (T  —  t)  -^  T,  the  work  areas 
represented  by  these  cycles  are  all  equal.  To  measure  these  areas  by  mechani- 
cal means  Avould  lead  to  approximate  results  only. 


158.  Rectangular  Diagram.  If  the  adiabatics  and  isothermals 
were  straight  lines,  simple  arithmetic  would  suffice  for  the  measure- 
ment of  the  work  areas  of  Fig.  46.  We 
have  seen  that  in  the  Carnot  cycle, 
bounded  by  isothermals  and  adiabatics, 


1=^  (Art.  153). 


Applying    this   for- 


mula to  Rankine's  theorem  (Art.  106), 
we  have  the  quotient  of  an  area  and  a 
length  as  a  constant.  If  the  area  h  is 
a  part  of  H,  then  there  must  be  some 
constant  property,  which,  when  multi- 
plied by  the  temperatures   T  or  t,    will 


Fig.  46.    Arts.  157,  158,  159,  160. 
Adiabatic  Cycles.* 


give  the  areas  IT  or  h.  Let  us  conceive 
of  a  diagram  in  which  only  one  coor- 
dinate will  at  present  be  named.  That 
coordinate  is  to  be  absolute  temperature. 
Instead  of  specifying  the  other  coordi- 
nate, let  it  be  assumed  that  subtended 
areas  on  this  diagram  are  to  denote 
quantities  of  heat  absorbed  or  emitted, 
just  as  such  areas  on  the  PV  diagram 
represent  external  work  done.  As  an 
example    of   such  a   diagram,  consider 

Fig.  47.    Arts.  158,    16-",,   171.  — En-  ^  i 

tropy  Diagram.  Fig-    47.       Let    the    substance  be  one 

*  The  adiabatics  are  distorted  for  clearness.  In  reality  they  are  asymptotic.  Many 
of  the  diagrams  throughout  the  book  are  similarly  "out  of  drawing"  for  the  same 
reason. 
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pound  of  water,  initially  at  a  temperature  of  32°  F.,  or  491.6°  abso- 
lute, represented  by  the  height  ah^  the  horizontal  location  of  the 
state  h  being  taken  at  random.  Now  assume  the  water  to  be  heated 
to  212°  F.,  or  671.6°  absolute,  the  specific  heat  being  taken  as  con- 
stant and  equal  to  unity.  The  heat  gained  is  180  B.  t.  u.  The 
final  temperature  of  the  water  fixes  the  vertical  location  of  the 
new  state  point  c?,  i.e.  the  length  of  the  line  cd.  Its  liorizontal  lo- 
cation is  fixed  by  the  consideration  that  the  area  subtended  between 
the  path  bd  and  the  axis  which  we  have  marked  ON  shall  be 
180  B.  t.  u.  The  horizontal  distance  ac  may  be  computed  from  the 
properties  of  the  trapezoid  abde  to  be  equal  to  the  area  abdo  divided 
hj  l{ab  +  ed)-^2'\  or  to  180  ^  [(491.6  +  6T1.6)  ^  2]  =  0.31.  The 
point  d  is  thus  located  (Art.  163). 

159.  Application  to  a  Carnot  Cycle.  Ordinates  being  absolute 
temperatures,  and  areas  subtended  being  quantities  of  heat  absorbed 
or  emitted,  we  may  conclude  that  an  isothermal  must  be  a  straight 
horizontal  line ;  its  temperature  is  constant,  and  a  finite  amount  of 
heat  is  transferred.     If  the  path  is  from  left  to  right,  heat  is  to  be 

conceived  as  absorbed;  if  from  right  to 
left,  heat  is  rejected.  Along  a  (re- 
versible) adiabatic,  no  movement  of  heat 
occurs.  The  only  line  on  this  diagram 
which  does  not  subtend  a  finite  area  is 
a  straiglit  vertical  Ihie.  Adiabatics  are 
consequently  vertical  straight  lines.  (But 
see  Art.  176.)  The  temperature  must 
constantly  change  along  an  adiabatic. 
The  lengths  of  all  isothermals  drawn  be- 
tween the  same  two  adiabatics  are  equal. 
The  Carnot  cycle  on  this  new  diagram 
may  then  be  represented  as  a  rectangle  enclosed  by  vertical  and  hori- 
zontal lines ;  and  in  Fig.  48  we  have  a  new  illustration  of  the  cycles 
shown  in  Fig.  46,  all  of  the  lines  corresponding. 
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Fig.  48.  Arts.  159,  100,  161,  103, 
KiG.  —  Adiabatic  Cycles,  Enti-opy 
Diagram. 


160.    Physical  Significance.     The  new  diagram  is  to  be  conceived 
as  so  related  to  the  P  V  diagram  of  Fig.  46  that  while  an  imaginary 
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pencil  is  describing  any  stated  path  on  the  latter,  a  corresponding 
pencil  is  tracing  its  path  on  the  former.  In  the  F  V  diagram,  the 
subtended  areas  constantly  represent  external  work  done  by  or  on  the 
substance ;  in  the  new  diagram  they  represent  quantities  of  heat  ab- 
sorbed or  rejected.  (Note,  however.  Art.  176.)  The  area  of  the 
closed  cycle  in  the  first  case  represents  the  net  quantity  of  work  done; 
in  the  second,  it  represents  the  7iet  amount  of  heat  lost,  and  conse- 
quently, also,  the  net  work  done.  But  subtended  areas  under  a  single 
path  on  the  PI^  diagram  do  not  represent  heat  quantities,  nor  in  the 
new  diagram  do  they  represent  work  quantities.  The  validity  of  the 
diagram  is  conditioned  upon  the  absoluteness  of  the  properties  chosen  as 
coordinates.  We  have  seen  that  temperature  is  a  cardinal  property, 
irrespective  of  the  previous  history  of  the  substance ;  and  it  will  be 
shown  that  this  is  true  also  of  the  horizontal  coordinate,  so  that  we 
may  legitimately  employ  a  diagram  in  which  these  two  properties 
are  the  coordinates. 


161.  Polytropic  Paths.  For  any  path  in  which  the  specific  heat 
is  zero,  the  transfer  of  heat  is  zero,  and  the  path  on  this  diagram  is 
consequently  vertical,  an  adiabatic.  For  specific  heat  equal  to 
infinity,  the  temperature 
cannot  change,  and  the 
path  is  horizontal,  an  iso- 
thermal. For  any  positive 
value  of  the  specific  heat, 
heat  area  and  temperature 
will  be  gained  or  lost 
simultaneously ;  the  path 
will  be  similar  to  ai  or  aj\ 
Fig.  48.  If  the  specific 
heat  is  negative,  the  tem- 
perature will  increase  with 
rejection  of  heat,  or  de- 
crease with  its  absorption,  as  along  the  paths  ak,  al,  Fig.  48.  These 
results  may  be  compared  with  those  of  Art.  115.  Figure  49  shows 
on  the  new  diagram  the.  paths  corresponding  with  those  of  Fig.  31. 
It  may  be  noted  that,  in  general,  though  not  invariably,  increases  of 
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Fig.  49.    Arts.  161,  165.  — Polytropic 
Entropy  Diagram. 
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volume  are  associated  with  increases  of  the  horigiontal  coordinate  of 
the  new  diagram. 

162.  Justification  of  the  Diagram.  In  the  PV  diagram  of  Fig.  50,  consider 
the  cycle  ABCD.  Let  the  heat  absorbed  along  a  portion  of  this  cycle  be  repre- 
sented by  the  infinitesimal  strips  nabN, 
NbcM,  Mcdm,  formed  by  the  indefinitely 
projected  adiabatics.  In  any  one  of  these 
strips,  as  nabN,  we  have,  in  finite  terms, 

nahN  _  T  nabN  _  negN 

negN ~  t'  T    ~      t     ' 

Considering  the  whole  series  of  strips 
from  A  to  C,  we  have 


x;^  nahN  _  -^  negN 


Fig.  50.    Art.  162.  — Entropy  a  Cardinal 
Property. 


or,  using  the  symbol  H  for  heat  trans- 
ferred, 

dH 


5^  =  0, 


in  which  T  expresses  temperature  generally. 

Let  the  substance  complete  the  cycle  ABCDA;  we  then  have,  the  paths  being 
reversible. 


^       dH  _         \  dH  I  dH  r, 

A  fjA  •  kJo 


while  for  the  cycle  AD  CD  A 


whence, 


""    dH  _    \  dH  ^      I 

I  -T-  \  -r+   I" 

A  xJa  kJg 

I     ^-   I  ^ 

Y     T~     Y  T' 


The  integral    f  ^  thus  has  the  same  value  whether  the  path  is  ADC  or  ABC, 

or,  indeed,  any  reversible  path  between  A  and  C ;  its  value  is  independent  of  the 
path  of  the  substance.  Now  this  integral  will  be  shown  immediately  to  be  the  most 
general  expression  for  the  horizontal  coordinate  of  the  diagram  under  discussion. 
Since  it  denotes  a  cardinal  property,  like  pressure  or  temperature,  it  is  permissible 

to  use  a  diagram  in  w:hich  the  coordinates  are  T  and  f-^* 
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163.  Analytical  Expression.  Along  any  path  of  constant  tem- 
perature, as  ah^  Fig.  48,  the  horizontal  distance  nN  may  be  computed 
from  the  expression,  nN=  Jl-i-  T,  in  which  H  represents  the  quan- 
tity of  heat  absorbed,  and  T  the  temperature  of  the  isothermal.  If 
the  temperature  varies,  the  horizontal  component  of  the  path  during 
the  absorption  of  dlT  units  of  heat  is  dn  —  dR-h  T.  For  any  path 
along  which  the  specific  heat  is  constant^  and  equals  k,  kdT  =  dH^ 

,        MT        .  T  TdT      J,       T 

dn  =  —^,  and  n  =  Tcj^   _=^log^_. 

If  the  specific  heat  is  variable,  say  k  =  a  +  hT,  then 


71. 


^=«iog.f+J(r-o. 


The  line  hd  of  Fig.  47  is  then  a  logarithmic  curve,  not  a  straight 
line ;  and  the  method  of  finding  it  adopted  in  Art.  158  is  strictly 
accurate  only  for  an  infinitesimal  change  of  temperature.  Writing 
the  expression  just  derived  in  the  form  n  =  A;logg(^-T-  t)  and  remem- 
bering that  T=  PV^  R^  while  t  =  pv  -^  R,  we  have 

n  =  k  loge  (P  V-^  joi') . 
The  expression  klog^^T-^f)  is  the  one  most 
commonly  used  for  calculating  values  of  the  hori- 
zontal coordinate  for  polytropic  paths.  The 
expression  dn  =  dH-^  T  is  general  for  all  re- 
versible paths  and  is  regarded  by  Rank  in  e  as 
the  fundamental  equation  of  thermodynamics. 


Fig.  51.  Art.  1(54.-  Graphi- 
of 


cal      Determination 
Specific  Heat. 


164.    Computation  of    Specific  Heat.      If    at    arxy 

point  on  a  reversible  path   a   tangent   be    drawn,   the 

length  of  the  subtangent  on  the  iV-axis  represents  the 
value  of  the  specific  heat  at 

that  point.  In  Fig.  51,  draw  the  tangent  nm  to  the 
curve  ^i5  at  the  point  nand  construct  the  infinitesimal 
triangle  dtdn.  From  similar  triangles,  mr\nr::dn:  dt, 
or  mr  =  Tdn  --•  dt  =  dU  ^  dt  =  s  (Art.  112). 


165.   Comparison  of  Specific  Heats.     If  a  gas  is 

heated  at  constant  pressure  from  a,  Fig,  52,  it  will 
gain  heat  and  temperature,  following  some  such 
path  as  ah.  If  heated  at  constant  volume, 
through   an   equal  range  of  temperature^   a   less 


Fig.  52.    Art.  165.  — Com- 
parison of  Specific  Heats. 
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quantity  of  heat  will  be  gained ;  i.e.  the  subtended  area  aefd  will  be  less 
than  the  area  abed.  In  general,  the  less  the  specific  heat,  the  more 
nearly  vertical  will  be  the  path.  (Compare  Fig.  49.)  When  A:  =  0,  the 
path  is  vertical ;  when  k  =  cc,  the  path  is  horizontal. 

166.  Properties  of  the  Carnot  Cycle.  In  Fig.  48,  it  is  easy  to  see  that 
since  efficiency  is  equal  to  net  expenditure  of  heat  divided  by  gross  ex- 
penditure, the  ratio  of  the  areas  abde  and  abjSfn  expresses  the  efficiency, 
and  that  this  ratio  is  equal  to  {T—t)-r-  T.  The  cycle  abde  is  obviously 
the  most  efficient  of  all  that  can  be  inscribed  between  the  limiting  iso- 
thermals  and  adiabatics. 

167.  Other  Deductions.  The  net  enclosed  area  on  the  TN  diagram 
represents  the  net  movement  of  heat.  That  this  area  is  always  equivalent 
to  the  corresponding  enclosed  area  on  the  PF  diagram  is  a  statement  of 
the  first  law  of  thermodynamics.  Two  statements  of  the  second  law  have 
just  been  derived  (Art.  166).  The  theorem  of  Art.  106,  relating  to  the 
representation  of  heat  absorbed  by  the  area  between  the  adiabatics,  is 
accepted  upon  inspection  of  the  TiV diagram.  That  of  Art.  150,  from  which 
the  Kelvin  absolute  scale  of  temperature  was  deduced,  is  equally  obvious. 

168.  Entropy.  The  horizontal  or  N  coordinate  on  the  diagram 
now  presented  was  called  by  Clausius  the  entropy  of  the  body.     It 

may  be  mathematically  defined  as  the  ratio  n  =  \—^'     Any  physical 

definition  or  conception  should  be  framed  by  each  reader  for  himself. 
Wood  calls  entropy  "  that  property  of  the  substance  which  remains 
constant  throughout  the  changes  represented  by  a  [reversible]  adia- 
batic  line."  It  is  for  this  reason  that  reversible  adiabatics  are  called 
isentropics,  and  that  we  have  used  the  letters  n^  iV  in  denoting 
\  ,  adiabatics. 

^^  169.    General  Formulas.      It  must   be   thoroughly 

^>^  understood  that  the  vaHdity  of  the  entropy  diagram  is 

J        \  \w  dependent  upon  the  fact  that  entropy  is  a  cardinal  prop- 

J-e ^-t^»w2    er/?/,  like  pressure,  volume,  and  temperature.     For  this 

reason  it  is  desirable  to  become  familiar  with  compu- 
tations of  change  of  entropy  irrespective  of  the  path 

V  pursued.     Otherwise,  the  method  of  Art.  163  is  usually 


Fig.  54.   Arts.  169,  329a.—    ^nore  convenient. 

Consider  the  states  a  and  b,  Fig.  54.     Let  the 
substance  pass  at  constant  pressure  to  c  and  thence  at  constant  volume 
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to  h.     The  entropy  increases  by  k  log^  -^  -\-l  loge  —  (Art.  163),  k  and  I 

-^  a  J-  c 

in  this  instance  denoting  the  respective  special  values  of  the  specific 
heats.     An  equivalent  expression  arises  from  Charles'  law : 

n  =  k  log,  ^  -h  I  log,  ^  =  k  log,  ^  +  I  log,  §,  (A) 

in  which  last  the  final  and  initial  states  only  are  included. 
We  may  also  write, 

T'       J^fV^f  losT    V 
n  =  I  log,  y-  +    ^  ^     ^'  ^',  Arts.  94,  95,  163, 

=  Z  log,  ^^{k-  I)  log,  ^^  Arts.  51,  65 :  (B) 

■*■  a  'a 

and  further, 

n  =  A:log,-^^  +  (A;-01og,-^^ 

=  fclog.  §  +  (fc-01og<^"-  (C) 

■^  a  -'ft 

The  entropy  is  completely  determined  by  the  adiabatic  through  the  state  point. 

T  • 

In  the  expression  n^  —  ky  log,—,  the  value  of  n^  apparently  depends  upon  that  of  k^^ 

which  is  of  course  related  to  the  path ;  along  another  path,  the  gain  or  loss  of 

T 

entropy  might  be.Wg  =  k^  logs— '  a  different  value;  but  although  the  temperatures 

would  be  the  same  at  the  beginning  and  end  of  both  processes,  the  pressures  or 
volumes  would  differ.  The  states  would  consequently  be  different,  and  the  values 
of  n  should  therefore  differ  also. 

A  graphical  method  for  the  transfer  of  perfect  gas  paths  from  the  PF  to  the 
TN  plane  has  been  developed  by  Berry  (1). 

169rt.  Mixtures  of  Liquids.  When  m  lb.  of  water  are  heated  from 
32°  to  i°  absolute,  the  specific  heat  being  taken  at  unity,  the  gain  of 
entropy  is 


Let  m  lb.  at  i°  be  mixed  with  n  lb.  at  ^i°,  the  resulting  temperature 
of  (w  +  n)  lb.  being  (from  Art.  25),  without  radiation  effects. 


_ni^  -\-mt 
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This,  if  heated  from  32°  to  ^o°  ;  would  have  acquired  the  entropy 

and  the  change  in  aggregate  entropy  due  to  the  mixture  is 

m  log.  --  +  n  loge  j^-  (m+n)  log.  ^^^^(m  +  n)  J'  ' 

The  mixing  of  substances  at  different  temperatures  always  in- 
creases the  aggregate  entropy.  Thus,  let  a  body  of  entropy  n,  at 
the  temperature  t,  discharge  a  small  amount,  H,  of  its  heat  to  an  adjacent 
body  of  entropy  N  and  temperature  T.  The  aggregate  entropy  before 
the  transfer  is  n  +  N:   after  the  transfer  it  is 


HH^4y 


TT  TT 

and  since  t>T,  -r<7p  and  the  loss  of  entropy  is  less  than  the  gain: 


or 


{{--'^HK)\>^-^^^- 


170.  Other  Names  for  n.  Rankine  called  n  the  thermodynamic  func- 
tion. It  has  been  called  the  ''  heat  factor."  Zeuner  describes  it  as 
^'  heat  weight."  It  has  also  been  called  the  "'  mass  "  of  heat.  The 
letters  T,  N,  which  we  have  used  in  marking  the  codrdinates,  were 
formerly  replaced  by  the  Greek  letters  theta  and  phi,  indicating  abso- 
lute temperatures  and  entropies;  whence  the  name,  theta-phi  diagram. 
The  TN  diagram  is  now  commonly  called  the  temperature-entropy 
diagram,  or,  more  briefly,  the  entropy  diagram. 

171.  Entropy  Units.  Thus  far,  entropy  has  been  considered  as  a 
horizontal  distance  on  the  diagram,  without  reference  to  any  particular 
zero  point.  Its  units  are  B.  t.  u.  per  degree  of  absolute  temperature. 
Strictly  speaking,  entropy  is  merely  a  ratio,  and  has  no  dimensional 
units.  Changes  of  entropy  are  alone  of  physical  significance.  The 
choice  of  a  zero  p»int  may  be  made  at  random;  there  is  no  logical  zero  of 
entropy.  A  convenient  starting  point  is  to  take  the  adiabatic  of  the 
substance  through  the  state  P  =2116.8,  ^=32°  F.,  as  the  OT  axis,  the 
entropy  of  this  adiabatic  being  assumed  to  be  zero,  as  in  ordinary  tables. 
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Thus,  in  Fig.  47  (Art.  158),  the  OT  axis  should  be  shifted  to  pass  through 
the  point  h,  which  was  located  at  random  horizontally. 

172.  Hydraulic  Analogy.  The  analogy  of  Art.  140  may  be  extended  to  illus- 
trate the  conception  of  entropy.  Suppose  a  certain  weight  of  water  W  to  be 
maintained  at  a  height  H  above  sea  level;  and  that  in  pass-ing  through  a  motor 
its  level  is  reduced  to  h.  The  initial  potential  energy  of  the  water  may  be 
regarded  as  WH.,  the  final  residual  energy  as  TFA;  the  energy  expended  as 
W{H  —  h^.  Let  this  operation  be  compared  with  that  of  a  Carnot  cycle,  taking 
ill  heat  at  T  and  discharging  it  at  t.  Regarding  heat  as  the  product  of  N  and  T, 
then  the  heat  energies  corresponding  to  the  water  energies  just  described  are  NT, 
Nt,  and  N{T  —  t)  ;  N  being  analagous  to  W,  the  weight  of  the  water. 

173.  Adiabatic  Equation.  Consider  the  states  1  and  2,  on  an  adiabatic 
path,  Fig.  b5.     The  change  of  entropy  along  the  constant  volume  path  13 

p  rp 

is  I  loge  —  ;  that  along  the  constant  pressure  path  32 

\  .  T 

;Vo^  is  k   loge  —'     The  difference  of   entropy   between 

^s.  1  and  2,  irrespective  of  the  path,  is 

3.. ^^ 

I  log.  S  4-  A;  log.  ^  =  I  log,  §  +  k  log.  5. 


Fig.  55.     Art.  173.—     ^^^  ^  reversible  adiabatic  process,  this  is  equal  to 
Adiabatic  Equation.          zero  ;   whence 

I  log,  ^=-k  log,  ^^  or  y  log.  V^  +  log.  P,  =  y  log.  V^  +  log,  P,, 

from  which  we  readily  derive  PiF/  =  P2V2,  the  equation  of  the  adiabatic. 

174.  Use  of  the  Entropy  Diagram.  The  intelligent  use  of  the  entropy 
diagram  is  of  fundamental  importance  in  simplifying  thermodynamic  con- 
ceptions. The  mathematical  processes  formerly  adhered  to  in  presenting 
the  subject  have  been  largely  abandoned  in  recent  text-books,  largely  on 
account  of  the  simplicity  of  illustration  made  possible  by  employing  the 
TN  coordinates. 

Belpaire  was  probably  the  first  to  appreciate  their  usefulness.  Gibbs,  at  about 
the  same  date,  1873,  presented  the  method  in  this  country  and  first  employed  as 
coordinates  the  three  properties  volume,  entropy,  and  internal  energy.  Linde, 
Schroeter,  Hermann,  Zeuner,  and  Gray  used  TN  diagrams  prior  to  1890.  Cotterill, 
Ayrton  and  Perry,  Dwelshauvers  Dery  and  Ewing  have  employed  them  to  a  con- 
siderable extent.  Detailed  treatments  of  this  thermodynamic  method  have  been 
given  by  Boulvin,  Reeve,  Berry,  and  Golding  (2).  Some  precautions  necessary  in 
its  practical  application  are  suggested  in  Arts.  454-458.  , 
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Irreversible  Processes 

175.  Modification  of  the  Entropy  Conception.  It  is  of  importance  to  distinguish 
between  reversible  and  irreversible  processes  in  relation  to  entropy  changes. 
The  significance  of  the  term  reversible,  as  ap- 
plied to  a  path,  was  discussed  in  Art.  125.  A 
process  is  reversible  only  when  it  consists  of  a 
series  of  successive  states  of  thermal  equilib- 
rium. A  series  of  paths  constitute  a  reversible 
process  only  when  they  form  a  closed  cycle, 
each  path  of  which  is  itself  reversible.  The 
Carnot  cycle  is  a  perfect  example  of  a  reversible 
process.  As  an  example  of  an  irreversible  cycle, 
let  the  substance,  after  isothermal  expansion, 
as  in  the  Carnot  cycle,  be  transferred  directly 
to  the  condenser.  Heat  will  be  abstracted,  and 
the  pressure   may  be  reduced  at  constant  vol- 
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Fig.  56. 


Art.   175.- 

Cycle. 


Irreversible 


ume,  as  along  be.  Fig.  56.  Then  allow  it  to  compress  isothermally,  as  in  the 
Carnot  cycle,  and  finally  to  be  transferred  to  the  source,  where  the  temperature 
and  pressure  increase  at  constant  volume,  as  along  da.  This  cycle  cannot  be 
operated  in  the  reverse  order,  for  the  pressure  and  temperature  cannot  be  reduced 
from  a  to  d  while  the  substance  is  in  communication  with  the  source,  nor  increased 
from  c  to  &  while  it  is  in  communication  with  the  condenser. 


176.  Irreversibility  in  the  Porous  Plug  Experiment.  We  have  seen  that  in  this 
instance  of  unresisted  expansion,  the  fundamental  formula  of  Art.  12  becomes 
H  =T  +  I  -\-W  +  V  (Art.  127).  Knowing  H  =  0,  IF  =  0,  we  may  write 
(7'+  I)  =  —  F,  or  velocity  is  attained  at  the  expense  of  the  internal,  energy.  The 
velocity  evidences  kinetic  energy  ;  mechanical  work  is  made  possible  ;  and  we  might 
expect  an  exhibition  of  such  work  and  a  fall  of  internal  energy,  and  consequently 
of  temperature.  But  we  find  no  such  utilization  of  the  kinetic  energy  of  the  rapidly 
flowing  jet;  on  the  contrary,  the  gas  is  gradually  brought  to  rest  and  the  velocity 
derived  from  an  expenditure  of  internal  energy  is  reconverted  to  internal  energy. 
The  process  was  adiabatic,  for  no  transfer  of  heat  occurred ;  it  was  at  the  same 
time  isothermal,  for  no  change  of  temperature  occurred  ;  and  while  both  adiabatic 
and  isothermal,  no  external  work  was  done,  so  that  the  PV  diagram  is  invalid. 

Further :  the  adiabatic  path  here  considered  was  not  isentropic,  like  an  ordinary 
adiabatic.     The  area  under  the  path  on  the  TiV  diagram  no  longer  represents  heat 


absorbed  from  surrounding  bodies.     Neither  does   dn 


dU 


,  for  H  is  zero,  while 


n  is  finite.     The  expression  for  increase  of  entropy,   \        ,  along  a  reversible  path,  does 


not  hold  for  irreversible  operations. 

In  irreversible  operations,  the  expression   \ -—  ceases  to  represent  a  cardinal 

property.     We  have  the  following  propositions  : 
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(a)  In  a  reversible  operation,  the  sum  of  the  entropies  of  the  participating  substances 
is  unchanged.  During  a  reversible  change,  the  temperatures  of  the  heat-absorbing 
and  heat-emitting  bodies  must  differ  to  an  infinitesimal  extent  only;  they  are  in 
finite  terms  equal.     The  heat  lost  by  the  one  body  is  equal  to  the  heat  gained  by 

the  other,  so  that  the  expression  i  -^  denotes  both  the  loss  of  entropy  by  the  one 

substance  and  the  gain  by  the  other;  the  total  stock  of  entropy  remaining  constant. 
(h)  During  irreversible  operations,  the  aggregate  entropy  Increases.  Consider  two 
engines  working  in  the  Carnot  cycle,  the  first  taking  the  quantity  of  heat  H^  from 
the  source,  and  discharging  the  quantity  H2  to  the  condenser ;  the  second,  acting 
as  a  heat  pump  (Art.  139),  taking  the  quantity  H^  from  the  condenser  and  restoring 
H^  to  the  source.  Then  if  the  work  produced  by  the  engine  is  expended  in  driving 
the  pump,  without  loss  by  friction. 

If  the  engine  is  irreversible,  i?i>  H^,  or  H^  —  77/ >0,  whence,  H^  —  H.^'y-O.     If 
we  denote  by  a   a  positive  finite   value,   H^  =  H^  +  a  and  H<^  =  H.^  +  a.     But 

-TTi  =  TfT?  oi'  -TF-  — TF-  ~  0?  and  consequently 

Since  T^  >  T^,  ^' -  ^^  <0,  or  ^->^,  or,  generally,    f  ^  <  0.      The  value  of 

12  21  V      -L 


rdjr 
J   T 


is  thus,  for  irreversible  cyclic  operations,  negative. 


Now  let  a  substance  work  irreversibly  from  A  to  B,  thence  reversibly  from  B  to 
A.     We  may  write 

(irrevO  (rev.)  (irrev.)  (rev.) 

J'*^dH 
— , 
A     T 

dH  being  the  amount  of  heat  absorbed  along  any  reversible  path,  while  the  change 

of   entropy   of    the   source    ivhlch   supplies   the  substance   with   heat    (reversibly)    is 

J^^dH 
,  the  negative  sign  denoting  that  heat  has  been  abstracted. 
A     T 
We  have  then,  from  equation  (A), 

-  {N^  -  NjI)  -  {Nb  ~  iV^)  <  0 ;  or,  {Nb  -h  Njl^  -  {Na  +  iV^)  >0: 

i.e.  the  sum  of  the  entropies  of  the  participating  substances  increases  when  the 
process  is  irreversible. 

(c)  The  loss  of  work  due  to  irreversibility  is  proportional  to  the  increase  of  entropy. 
Consider  a  partially  completed  cycle :  one  which  might  be  made  complete  were  all 
of  the  paths  reversible.  Let  the  heat  absorbed  be  Q,  at  the  temperature  T,  in- 
creasing the  entropy  of  the  substance  by  ^;,  and  let  its  entropy  be  further  increased 
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by  N'  —  N  during  the  process.     The  total  increase  of  entropy  is  then  n~N'  —  iV+  — , 

whence  Q  =  T(n  —  N'  -\-  N).  The  work  done  may  be  written  as  H  —  H'  -^  Q,  in 
which  H  and  H'  are  the  initial  and  final  heat  contents  respectively.     Calling  this 

W,  we  have 

W  =  H  -  H'  -\-  T(n  -  N'  +  N). 

-yy  =  n  =  0 ;  whence  Wji  —  H  —  II'  +  T(N  —  N')  and 
Wji-  W=  Tn.  ^' 

(A  careful  distinction  should  be  made  at  this  point  between  the  expression 

r  d  Ff 

I  - —  and  the  term  entropy.     The  former  is  merely  an  expression  for  the  latter 

under  specific  conditions.  In  the  typical  irreversible  process  furnished  by  the 
porous  plug  experiment,  the  entropy  increased;  and  this  is  the  case  generally  with 

such  processes,  in  which  dny-——'     Internal  transfers  of  heat  may  augment  the 

entropy  even  of  a  heat-insulated  body,  if  it  be  not  in  uniform  thermal  condition. 
Perhaps  the  most  general  statement  possible  for  the  second  law  of  thermody- 
namics is  that  all  actual  processes  tend  to  increase  the  entropy;  as  we  have  seen,  this 
keeps  possible  efficiencies  below  those  of  the  perfect  reversible  engine.  The  prod- 
uct of  the  increase  of  entropy  by  the  temperature  is  a  measure  of  the  waste  of 
energy  (3),) 

Most  operations  in  power  machinery  may  without  serious  error  be  analyzed 
as  if  reversible ;  unrestricted  expansions  must  always  be  excepted.  The  entropy 
diagram  to  this  extent  ceases  to  have  "an  automatic  meaning." 

(1)  The  Temperatitre-Entropij  Diagram,  1908.  (2)  See  Berry,  op.  cit.  (3)  The 
works  of  Preston,  Swinburne,  and  Planck  may  be  consulted  by  those  interested  in  this 
aspect  of  the  subject.  See  also  the  paper  by  M'Cadie,  in  the  Journal  of  Electricity, 
Power  and  Gas,  June  10,  1911,  p.  505. 
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It  is  impracticable  to  measure  PFheat  areas  between  the  adiabatics. 

The  rectangular  diagram  :  ordinates  =  temperattire  ;  areas  =  heat  transfers. 

Application  to  a  Carnot  cycle  :  a  rectangle. 

Tlie   validity  of  the  diagram  is  conditioned  upon  the  absoluteness  of  the  horizontal 

coordinate. 
The  slope  of  a  path  of  constant  specif-c  heat  depends  upon  ihQ  value  of  the  specific  heat. 

C  (ITT 

The  expression    i  — -  has  a  definite  value  for  any  reversible  change  of  condition, 

regardless  of  the  path  pursued  to  effect  the  change. 

dll  T  T 

dn  =  — ,  or  n  =  k  log^  —  for  constant  specific  heat  =  k,  or  7i  =  a  loge  ^  -f  b(T—  t)  for 

variable  specific  heat  =  a  -{-  bT. 
The  value  of  the  specific  heat  along  a  poly  tropic  is  represented  by  the  length  of  the  siib^ 

tangent. 
Illustrations :  comparison  of  k  and  I ;  efficiency  of  Carnot  cycle  ;  the  first  law  ;  tho 

second  law  ;  heat  area  between  adiabatics  ;  Kelvin's  absolute  scale. 
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Entropy  units  are  B.  t.  u.  per  degree  absolute.     The  adiabatic  for  zero  entropy  is  at 
T=32°  F.,  P  =  2116.8. 

n  =  k\0g,  -^  +  l\0ge^  =  Hog,^  +  {k  -  I)  log,  ^  =  kloge^  +  (k  -  I)  loge^. 

The  mixing  of  substances  at  different  temperatures  increases  the  aggregate  entropy. 
Hydraulic  analogy  ;  physical  significance  of  entropy  ;  use  of  the  diagram. 
Derivation  of  the  adiabatic  equation. 

Irreversible  Processes 

A  reversible  cycle  is  composed  of  reversible  paths ;  example  of  an  irreversible  cycle. 
Joule's  experiment  as  an  example  of  irreversible  operation. 

Heat  generated  by  mechanical  friction  of  particles  ;  the  path  both  isothermal  and  adia- 
batic, but  not  isentropic. 

H=  r+/+  W+  For   r  =  -(/+  T). 

fl  TT 

For  irreversible  processes,  dn  is  not  equal  to  — -;  the  subtended  area  does  not  repre- 
sent a  transfer  of  heat ;  non-isentropic  adiabatics. 

In  reversible   operations,    the  aggregate   entropy  of  the   participating  substances  is 
unchanged. 

During  irreversible  operations,  the  aggregate  entropy  increases,  and   \  ^^<0. 

The  loss  of  work  due  to  increase  of  entropy  is  w  T ;  dn  >  ^^. 

T 


PROBLEMS 

1.  Plot  to  scale  the  TWpath  of  one  pound  of  air  heated  (a)  at  constant  pressure 
from  100°  F.  to  200°  F.,  then  (b)  at  constant  volume  to  300°  F.  The  logarithmic 
curves  may  be  treated  as  two  straight  lines. 

2.  Construct  the  entropy  diagram  for  a  Carnot  cycle  for  one  pound  of  air  in  which 
T=  400°  F.,  t  =  100°  F.,  and  the  volume  in  the  first  stage  increases  from  1  to  4  cubic 
feet.     Do  not  use  the  formulas  in  Art.  169. 

3.  Plot  on  the  TiY  diagram  paths  along  which  the  specific  heats  are  respectively 
0,  00,  3.4,  0.23,  0.17,  -0.3,  -10.4,  between  T  =  459.6  and  r=  919.2,  treating  the 
logarithmic  curves  as  straight  lines. 

4.  The  variable  specific  heat  being  0.20-0.0004  T- 0.000002  T^  (T  being  in 
Fahrenheit  degrees),  plot  the  T¥  path  from  100°  F.  to  140°  F.  in  four  steps,  using 
mean  values  for  the  specific  heat  in  each  step. 

Find  by  integration  the  change  of  entropy  during  the  whole  operation. 

5.  What  is  the  specific  heat  at  T  =  40  (absolute)  for  a  path  the  equation  of 
which  on  the  TN  diagram  is  rJV=  c  =  1200  ?     (Ans.,  —32.) 

6.  Confirm  Art.  134  by  computation  from  the  TN  diagram. 

7.  Plot  the  path  along  which    1  unit  of  entropy  is  gained  per  100°  absolute. 
What  is  the  mean  specific  heat  along  this  path  from  0°  to  400°  absolute? 

8.  What  is  the  entropy  measured  above  the  arbitrary  zero  per  pound  of  air  at 
normal  atmospheric  pressure  in  a  room  at  70°  P.?     {Ans.,  0.01766.) 
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9.  Find  the  arbitrary  entropy  of  a  pound  of  air  in  the  cylinder  of  a  compressor 
at  2000  lb.  pressure  per  square  inch  and  142°  F.     {Ans.,  0.301.) 

10.  Find  the  entropy  of  a  sphere  of  hydrogen  10  miles  in  diameter  at  atmospheric 
pressure  and  175°  F.     {Ans.,  289,900,000,000.) 

11.  The  specific  heat  being  0.24  -f  0.0002  T,  find  the  increase  in  entropy  between 
459.6  and  919.2  degrees,  all  absolute.  What  is  the  mean  specific  heat  over  this 
range  ?     {Ans.,  increase  of  entropy  0.25809  ;  mean  specific  heat,  0.358.) 

12.  In  a  Carnot  cycle  between  500°  and  100°,  200,000  ft.  lb.  of  work  are  done. 
Find  the  amount  of  heat  supplied  and  the  variation  in  entropy  during  the  cycle, 

13.  A  Carnot  engine  works  between  500°  and  200°  and  between  the  entropies 
1.2  and  1.45.     Find  the  ft.  lb.  of  work  done  per  cycle. 

14.  To  evaporate  a  pound  of  water  at  212°  F.  and  atmospheric  pressure,  970.4  B.  t.  u. 
are  required.  If  the  specific  volume  of  the  water  is  0.016  and  that  of  the  steam 
26. 8,  find  the  changes  in  internal  energy  and  entropy  during  vaporization, 

15.  Five  pounds  of  air  in  a  steel  tank  are  cooled  from  300°  F.  to  150°  F.  Find 
the  amount  of  heat  emitted  and  the  change  in  entropy,     (l  for  air  =0. 1689.) 

16.  Compare  the  internal  energy  and  the  entropy  per  pound  of  air  when  (a)  50 
cu.  ft.  at  90°  F.  are  under  a  pressure  of  100  lb.  per  sq.  in.,  and  (6)  5  cu.  ft.  at  100° 
F.  are  subjected  to  a  pressure  of  1200  lb.  per  sq.  in. 

17.  Air  expands  from  p=lOO,  v  =  4  to  P  =  40,  V=8  (lb.  per  sq.  in.  and  cu.  ft.  per 
lb.).     Find  the  change  in  entropy,   (a)  by  Eq.  (A)  Art.  169,  (&)  by  the  equation 

n,—  ni=s  logg  — ,  where  s  =  l -. 

"^  ii'  n-1 

18  A  mixture  is  made  of  2  lb,  of  water  at  100°,  4  lb.  at  160°,  and  0  lb.  at 
90°  (all  Fahr.).     Find  the  aggregate  entropies  before  and  after  mixture. 


CHAPTER   IX 

COMPRESSED    AIR  (1) 

177=  Compressed  Air  Engines.  Engines  are  sometimes  used  in  which  the 
working  substance  is  cold  air  at  high  pressure.  The  pressure  is  previously  pro- 
duced by  a  separate  device ;  the  air  is  then  transmitted  to  the  engine,  the  latter 
being  occasionally  in  the  form  of  an  ordinary  steam  engine.  This  type  of  motor 
is  often  used  in  mines,  on  locomotives,  or  elsewhere  where  excessive  losses  by  con- 
densation would  follow  the  use  of  steam.  For  small  powers,  a  simple  form  of 
rotary  engine  is  sometimes  employed,  on  account  of  its  convenience,  and  in  spite 
of  its  low  efficiency.  The  absence  of  heat,  leakage,  danger,  noise,  and  odor  makes 
these  motors  popular  in  those  cities  where  the  public  distribution  of  compressed 
air  from  central  stations  is  practiced  (la).  The  exhausted  air  aids  in  ventilating 
the  rooms  in  which  it  is  used. 

178.  Other  Uses  of  Compressed  Air.  Aside  from  the  driving  of  engines,  high- 
pressure  air  is  used  for  a  variety  of  purposes  in  mines,  quarries,  and  manufac- 
turing plants,  for  operating  hoists,  forging  and  bending  machines,  punches,  etc., 
for  cleaning  buildings,  for  operating  "  steam  "  hammers,  and  for  pumping  water 
by  the  ingenious  "air  lift"  system.  In  many  works,  the  amount  of  power  trans- 
mitted by  this  medium  exceeds  that  conveyed  by  belt  and  shaft  or  electric  wire. 
The  air  is  usually  compressed  by  steam  power,  and  it  is  obvious  that  a  loss  must 
occur  in  the  transformation.  This  loss  may  be  offset  by  the  convenience  and  ease 
of  transmitting  air  as  compared  with  steam ;  the  economical  generation,  distribu- 
tion, and  utilization  of  this  form  of  power  have  become  matters  of  first  importance. 

The  first  applications  wei"e  made  during  the  building  of  the  Mont  Cenis  tun- 
nel through  the  Alps,  about  1860  (2).  Air  was  there  employed  for  operating 
locomotives  and  rock  drills,  following  Colladon's  mathematical  computation  of 
the  small  loss  of  pressure  during  comparatively  long  transmissions.  A  general 
introduction  in  mining  operations  followed.  Two-stage  compressors  with  inter- 
coolers  were  in  use  in  this  country  as  early  as  1881.  Among  the  projects  sub- 
mitted to  the  international  commission  for  the  utilisation  of  the  power  of  Niagara, 
there  were  three  in  which  distribution  by  compressed  air  was  contemplated.  Wide- 
spread industrial  applications  of  this  medium  have  accompanied  the  perfecting  of 
the  small  modern  interchangeable  "pneumatic  tools." 

179.  Air  Machines  in  General.  In  the  type  of  machinery  under  consideration, 
a  considerable  elevation  of  pressure  is  attained.  Centrifugal  fans  or  paddle-wheel 
blowers,  commonly  employed  in  ventilating  plants,  move  large  volumes  of  air  at 
yery  slight  pressures,  —  usually  a  fraction  of  a  pound,  —  and  the  thermodynamic 
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relations  are  unimportant.  Rotary  blowers  are  used  for  moderate  pressures,  —  up 
to  20  lb.,  —  but  they  are  generally  wasteful  of  power  and  are  principally  employed 
to  furnish  blast  for  foundry  cupolas,  forges,  etc.  The  machine  used  for  com- 
pressing air  for  power  purposes  is  ordinarily  a  piston  compressor,  mechanically 
quite  similar  to  a  reciprocating  steam  engine.  These  compressors  are  sometimes 
employed  for  comparatively  low  pressures  also,  as  "blowing  engines." 


The  Air  Engine 

180.  Air  Engine  Cycle.  In  Fig.  57,  ABCD  represents  an  ideal- 
ized air  engine  cycle.  AB  shows  the  admission  of  air  to  the  cylin- 
der. Since  the  latter  is  small  as  compared  with  the  transmitting 
pipe  line,  the  specific  volume  and  pres-  p 
sure  of  the  fluid,  and  consequently 
its  temperature  as  well,  remain  un-  ^ 
changed.  BO  represents  expansion 
after  the  supply  from  the  mains  is 
cut  off.  If  the  temperature  at  B  is  that  f 
of  the  external  atmosphere,  and  ex- 
pansion proceeds  slowly,  so  that  any 
fall  of  temperature  along  BO  \^  offset  d 
by  the  transmission  of  heat  from  the 
outside  air  through  the  cylinder  walls,  o 
this  line  is  an  isothermal.  If,  however, 
expansion  is  rapid,  so  that  no  transfer 

of  heat  occurs,  ^(7  will  be  an  adiahatlc.  In  practice,  the  expansion 
line  is  a  polytropic,  lying  usually  between  the  adiabatic  and  the 
isothermal.  CD  represents  the  expulsion  of  the  air  from  -the  cyl- 
inder at  the  completion  of  the  working  stroke.  At  i>,  the  inlet 
valve  opens  and  the  pressure  rises  to  that  at  A.  The  volumes 
shown  on  this  diagram  are  not  specific  volumes,  but  volumes  of  air  in 
the  cylinder.     Subtended  areas,  nevertheless,  represent  external  work. 


Fig.  57.    Arts.  180-183,  189,  222,  223, 
226,  Prob.  6.— Air  Engine  Cycles. 


181.  Modified  Cycle.  The  additional  work  area  LMC  obtained  by  ex- 
pansion beyond  some  limiting  volume,  say  that  along  xy^  is  small.  A 
slight  gain  in  efficiency  is  thus  made  at  the  cost  of  a  much  larger  cylin- 
der. In  practice,  the  cycle  is  usually  terminated  prior  to  complete  expan- 
sion, and  has  the  form  ABLMD,  the  line  LM  representing  the  fall  of 
pressure  which  occurs  when  the  exhaust  v?i.lve  opens. 
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182.  Work  Done.  Letting  p  denote  the  pressure  along  AB^  P 
the  pressure  at  the  end  of  the  expansion,  q  the  "  back  pressure " 
along  MD  (slightly  above  that  of  the  atmosphere),  and  letting  v 
denote  the  volume  at  B^  and  J^that  at  the  end  of  expansion,  both 
volumes  being  measured  from  OA  as  a  line  of  zero  volumes,  then, 
for  isothermal  expansion,  the  work  done  is 

and  for  expansion  such  that  pi'"  =  PV^,  it  is 

^  n  — 1        ^ 

(In  these  and  other  equations  in  the  present  chapter,  the  air  will 
be  regarded  as  free  from  moisture,  a  sufficiently  accurate  method  of 
procedure  for  ordinary  design.  For  air  constants  with  moisture 
effects  considered,  see  Art.  3826,  etc.) 

183.  Maximum  Work.  Under  the  most  favorable  conditions,  expan- 
sion would  be  isothermal  and  "  complete " ;  i.e.  continued  down  to  the 
back-pressure  line  CD.  Then,  q  =  P  =  pv-T-  F,  and  the  work  would  be 
270  logg(F-i-  v).     For  cow.plete  adiabatic  expansion,  the  work  would  be 

y-^  \y-y 

184.  Entropy  Diagram.  This  cannot  be  obtained  by  direct  transfer  from  the 
PV  diagram,  because  we  are  dealing  with  a  varying  quantity  of  air.  The  method 
of  deriving  an  illustrative  entropy  diagram  is  explained  in  Art.  218. 

185.  Fall  of  Temperature.  If  air  is  received  by  an  engine  at 
P,  T,  and  expanded  to  p,  t,  then  from  Art.  104,  if  P  -^p=:  10,  and 
T=  529°  absolute,  with  adiabatic  expansion,  t=  —  187°  F. 

This  fall  of  temperature  during  adiabatic  expansion  is  a  serious  matter. 
Low  final  temperatures  are  fatal  to  successful  working  if  the  slightest 
trace  of  moisture  is  present  in  the  air,  on  account  of  the  formation  of  ice 
in  the  exhaust  valves  and  passages.  This  difficulty  is  counteracted  in 
various  ways:  by  circulating  warm  air  about  the  exhaust  passages;  by 
specially  designed  exhaust  ports;  by  a  reduced  range  of  pressures;  by 
avoidance  of  adiabatic  expansion  (Art.  219) ;  and  by  thoroughly  drying 
the  air.  The  jacketing  of  the  cylinder  with  hot  air  has  been  proposed. 
Unwin  mentions  (3)  the  use  of  a  spray  of  water,  injected  into  the  air 
while  passing  through  a  preheater  (Art.  186).  This  reaches  the  engine 
as  steam  and  condenses  during  expansion,  giving  up  its  latent   heat  of 
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vaporization  and  thus  raising  the  temperature.  In  the  experiments  on 
the  use  of  compressed  air  for  street  railwa}-  traction  in  New  York,  stored 
hot  water  was  employed  to  preheat  the  air.  The  only  commercially  suc- 
cessful method  of  avoiding  inconveniently  low  temperatures  after  expan- 
sion is  by  raising  the  temperature  of  the  inlet  air. 

186.  Preheaters.  In  the  Paris  installation  (4),  small  heaters  were 
placed  at  the  various  engines.  These  were  double  cylindrical  boxes  of 
cast  iron,  with  an  intervening  space  through  which  the  air  passed  in  a 
circuitous  manner.  The  inner  space  contained  a  coke  fire,  from  which 
the  products  of  combustion  passed  over  the  top  and  down  the  outside  of 
the  outer  shell.  For  a  10-hp.  engine,  the  extreme  dimensions  of  the 
heater  were  21  in.  in  diameter  and  33  in.  in  height. 

187.  Economy  of  Preheaters.  The  heat  used  to  produce  elevation  of 
temperature  is  not  wasted.  The  volume  of  the  air  is  increased,  and  the 
iveight  consumed  in  the 
engine  is  correspondingly 
decreased.  Kenned}^  esti- 
mated in  one  case  that 
the  reduction  in  air  con- 
sumption due  to  the  in- 
crease of  volume  should 
have  been,  theoretically, 
0.30;  actually,  it  was  0.25. 
The  mechanical  efficiency 
(Art.  214)  of  the  engine 
is  improved  by  the  use  of 
preheated  air.  In 
one  instance,  Ken- 
nedy computed  a 
saving  of  225  cu.  ft.  of 
"/rce"  air  (i.e.  air  at  at- 
mospheric pressure  and  tem- 
perature)  to  have  been  ef- 
fected at  an  expenditure 
of  0.4  lb.  of  coke.  Unwin 
found  that  all  of  the  air 
used  by  a  72-hp.  engine 
could  be  heated  to  300°  F. 
by  15  lb.  of  coke  per  hour. 
Figure  58  represents  a 
modern  form  of  preheater.  Fig.  58.    Art.  1«7.— Raud  Air  PreheaUT, 
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188.  Volume  of  Cylinder.  If  n  be  the  number  of  single  strokes  pei 
minute  of  a  double-acting  engine,  V  the  cylinder  volume  (maximum  vol- 
ume of  fluid),  W  the  number  of  pounds  of  air  used  per  minute,  t;  the 
specific  volume  of  the  air  at  its  lowest  pressure  p  and  its  temperature 
t,  N  the  horse  power  of  the  engine,  and  U  the  work  done  in  foot-pounds 
per  pound  of  air,  then,  ignoring  clearance  (the  space  between  the  piston 
and  the  cyhnder  head  at  the  end  of  the  stroke),  the  volume  swept 

t 
through  by  the  piston  per  mmute  =  Wv  =nV  =  WR—;  whence 

P 

^,       WRt  ,      .  ™^,       nnr.r.r.AT     Txr       33000iV  "  ^^       3S000NRt 

V= ;  and  smce  TFf/  =  33,000iV,  T7  =  — ^r — ;    and    V  =  - — ^r 

np  '  U  -  nUp     ' 

189.  Compressive  Cycle.  For  quiet  running,  as  well  as  for  other 
reasons,  to  be  discussed  later,  it  is  desirable  to  arrange  the  valve 
movements  so  that  some  air  is  gradually  compressed  into  the  clear- 
ance space  during  the  latter  part  of  the  return  stroke,  as  along  Ea^ 
Fig.  57.  This  is  accomplished  by  causing  the  exhaust  valve  to  close 
at  E^  the  inlet  valve  opening  at  a.  The  work  expended  in  this  com- 
pression is  partially  recovered  during  the  subsequent  forward  stroke, 
the  air  in  the  clearance  space  acting  as  an  elastic  cushion. 

190.  Actual  Design.     A  single-acting  10-hp.  air  engine  at  100  r.  p.  m., 

working  between  114.7  and  14.7  lb.  absolute  pressure,  with  an  "appar- 
ent "  (Art.  450)  volume  ratio  during  expansion  of  5  :  1  and  clearance  equal 
to  5  per  cent  of  the  piston  displacement,  begins  to  compress  when  the 
return  stroke  of  the  piston  is  ^-^  completed.  The  expansion  and  compres- 
sion curves  are  PF^^=  c.  Assuming  that  the  actual  engine  will  give  90 
per  cent  of  the  work  theoretically  computed,  find  the  size  of  cylinder 
(diameter  =  stroke)  and  the  free  air  consumption  per  Ihp.-hr. 

In  Fig.  59,  draw  the  lines  ah  and  cd  representing  the  pressure  limits.  We  are 
to  construct  the  ideal  PV  diagram,  making  its  enclosed  length  represent,  to  any 
convenient  scale,  the  displacement  of  the  piston  per  stroke.  The  extreme  length 
of  the  diagram  from  the  oP  axis  will  be  5  per  cent  greater,  on  account  of  clear- 
ance.    The  limiting  volume  lines  ef  and  gh  are  thus  sketched  in ;  BC  is  plotted, 

making  -y-  —  5 ;  the  point  B  is  taken  so  that  -^  =  0.9,  and  EF  drawn.     Then 


is 

the  ideal 

diagram.     AVi 

e  have,  putting 

Di 

Pa  = 

Ps  =  114.7. 

Pd  = 

Pe  =  1 4.7. 

Vc  = 

Fz,  =  1.05  2). 

v^  = 

0.25  D. 

V^  = 

V^  =  0.05  D. 

V^  = 

:0.15Z>. 
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PaVc^  =  Pj^Vj,-  or  Pc  =  Pb[-^]    =114 


0.25\i-3 


1.05 


=  17.75. 


i>.IV  =  nXV  or  P,  =  P.  (f^)"  =  li-7{l^y'  =  61.31. 
Work  per  stroke  =jABl  +  iBCm  -  EDmk  -jFEk 

=  144[(114.7  X  0.20/))  +  ai4.7x0.25i,)-(17.7^xJ,05P) 

_  (14.7  X  0.9  Z>)  _  (61.31x0.05  0)^-  (14.7X0.15  J)] 
=  5803.2  2)  foot-pounds. 

The  actual  engine  will  then  give  0.9  x  5803.2  D  =  5222.88  D  foot-pounds  per  stroke 
or  5222.88  D  x  100  foot-pounds  per  minute,  which  is  to  be  made  equal  to  10  hp.,or 


6      114.7 


C—  17.75 


3  k        i  m 

Fig.  59.     Art.  190.— Design  of  Air  Engine. 

to  10  X  33,000  foot-pounds.  Then  522,288  D  =  330,000  and  D  =  0.63  cu.  ft.  Since 
the  diameter  of  the  engine  equals  its  stroke,  we  write  0.7854  d'^  x  d  =  0.63  x  1728, 
where  d  is  the  diameter  in  inches;  whence  d  =  11.15  in. 

To  estimate  the  air  consumption :  at  the  point  B,  the  whole  volume  of  air  is 
0.25  D.  Part  of  this  is  clearance  air,  used  repeatedly,  and  not  chargeable  to  the 
engine.     The  clearance  air  at  E  had  the  volume  F^  and  the  pressure  P^.     If  its 
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behavior  conforms  to  the  law  PV^-^  =  c,  then  at  the  pressure  of  114.7  lb.  (point  G) 
we  would  have  , 


P.F«-  =  P^F^-or  V, 


m 


0.15  2) 


/14.7\Q-^ 
U14 


r  \  0.769 


0309  D. 


The  volume  oi  fresh  air  brought  into  the  cylinder  per  stroke  is  then 

0.25  D  -  0.0309  D  =  0.2191  D 
or,  per  hour,  0.2191  x  0.63  x  100  x  60  =  828  cu.  ft.     Redi]ced  to  free  air  (Art.  187), 

114  7 
this  would  be  828  x        '    =  6450  cu.  ft.,  or  645  cu.  ft.  per  Ihp.-hr.     (Compare 

Art.  192.)  ^    " 

191:  Effect  of  Early  Compression.  If  compression  were  to  begin  at  a  suffi- 
ciently early  point,  so  that  the  pressure  were  raised  to  that  in  the  supply  pipe 
before  the  admission  valve  opened,  the  fresh  air  would  find  the  clearance  space 
already  completely  filled,  and  a  less  quantity  of  such  fresh  air,  by  0.05  D,  instead 
of  0.0309  D,  would  be  required. 

192.  Actual  Performances  of  Air  Engines.  Kennedy  (5)  found  a  con- 
sumption of  890  cu.  ft.  of  free  air  per  Ihp.-hr.,  in  a  small  horizontal  steam 
engine.  Under  the  conditions  of  Art.  183,  the  theoretical  maximum  work 
which  this  quantity  of  air  could  perform  is  1.27  hp.  The  cylinder  effi- 
ciency (Art.  215)  of  the  engine  was  therefore  1.0^-1.27=0.79.  With 
small  rotary  engines,  without  expansion,  tests  of  the  Paris  compressed  air 
system  showed  free  air  consumption  rates  of  from  1946  to  2330  cu.  ft. 
By  working  these  motors  expansively,  the  rates  were  brought  within 
the  range  from  848  to  1286  cu.  ft.  A  good  reciprocating  engine  with  pre- 
heated air  realized  a  rate  of  477  cu.  ft.,  corresponding  to  36.4  lb.,  per 
brake  horse  power  per  hour.  The  cylinder  efficiencies  in  these  examples 
varied  from  0.368  to  0.876,  and  the  mechanical  efficiencies  (Art.  214)  from 
0.85  to  0.92. 

The  Am  Compressor 

193.  Action  of  Piston  Compressor.  Figure  60  represents  the 
parts  concerned  in  the  cycle  of  an  air  compressor.     Air  is  drawn 

from  the  atmosphere  through,  the  spring  check 
valve  a,  filling  the  space  0  in  the  cylinder.  This 
inflow  of  air  continues  until  the  piston  has 
reached  its  extreme  right-hand  position.  On  the 
return  stroke,  the  valve  a  being  closed,  compres- 
sion proceeds  until  the  pressure  is  slightly  greater 
than  that  in  the  receiver  D,  The  balanced  outlet 
valve  b  then  opens,  and  air  passes  from  C  to  D 
at  practically  constant  pressure.     When  the  pis- 


FiG.  60.  "Art.  193.— 
Piston  Compressor. 
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ton  reaches  the  end  of  its  stroke,  there  will  still  remain  the  clear- 
ance volume  of  air  in  the  cylinder.  This  expands  during  the  early 
part  of  the  next  stroke  to  the  right,  but  as  soon  as  the  pressure  of 
this  air  falls  slightly  below  that  of  the  atmosphere,  the  valve  a  again 
opens. 

194.  Cycle.  An  actual  diagram  is  given, 
as  ADCB^  Fig.  61.  Slight  fluctuations  in 
pressure  occur,  on  account  of  fluttering  through 
the  valves,  during  discharge  along  AD  and 
during  suction  along  CB;    the  mean  discharge  fig.  61.    Art.  104.— Cycle 

»  1  T    1   ,1  i  of  Air  Compressor. 

pressure    must    of    course    be    slightly    greater 
than  the  receiver  pressure,  and  the  mean  suction  pressure  slightly 
less  than  atmospheric  pressure.     Eliminating  these  irregularities  and 
the  effect  of  clearanse,  the  ideal  diagram  is  adcb. 


195.  Form  of  Compression  Curve.  The  remarks  in  Art.  180  as  to 
the  conditions  of  isothermal  or  adiabatic  expansion  apply  equally  to  the 
compression  curve  BA.     Close  approximation  to  the  isothermal  path  is  the 

ideal  of  compressor  per- 
formance. Let  A,  Fig.  62, 
be  the  point  at  which 
compression  begins,  and 
let  DE  represent  the 
maximum  pressure  to  be 
attained.  Let  the  cycle 
be  completed  through  the 
states  F,  G.  Then  the 
work  expended,  if  com- 
pression is  isothermal,  i-s 
ACFG]  if  adiabatic,  the 
work  expended  is  ABFG. 
The  same  amount  of  air 
has  been  compressed,  and  to  the  same  pressure,  in  either  case;  the  area 
ABC  represents,  therefore,  needlessly  expended  work.  Furthermore,  dur- 
ing transmission  to  the  point  at  which  the  air  is  to  be  applied,  in  the 
great  majority  of  cases,  the  air  will  have  been  cooled  down  practically 
to  the  temperature  of  the  atmosphere ;  so  that  eveu  if  compressed  adia- 
batically,  with  rise  of  temperature,  to  B,  it  will  nevertheless  be  at  the 
state  C  when  ready  for  expansion  in  the  consumer's  engine.      If  it  there 


Fig.  62. 


Arts.  195,  197,  213,  218.— Forms  of  Compression 
Curve. 
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again  expand  adiahatically  (along  CH)  instead  of  isothermally  (along 
CA),  a  definite  amount  of  available  power  will  have  been  lost,  repre- 
sented by  tlie  area  CHA.  During  compression,  we  aim  to  have  the  work 
area  small;  during  expansion  the  object  is  that  it  be  large;  the  adiabatic 
path  prevents  the  attainment  of  either  of  these  ideals. 

The  loss  of  power  by  adiabatic  compression  is  so  great  tliat  various 
methods  are  employed  to  produce  an  approximately  isothermal  path.  As 
a  general  rule,  the  path  is  consequently  intermediate  between  the  iso- 
thermal and  the  adiabatic,  a  polytropic,  pv""  =  C.  The  relations  derived 
in  Arts.  183  and  185  for  adiabatic  expansion  apply  equally  to  this  path, 
excepting  that  for  y  we  must  write  n,  the  value  of  n  being  somewhere 
between  1.0  and  1.402.  The  effect  of  water  in  the  cylinder,  whether  in- 
troduced as  vapor  with  the  air,  or  purposely  injected,  is  to  somewhat 
reduce  the  value  of  n,  to  increase  the  interchange  of  heat  with  the  walls, 
and  to  cause  the  line  FG,  Fig.  62,  to  be  straight  and  vertical,  rather  than 
an  adiabatic  expansion,  thus  slightly  increasing  the  capacity  of  the  com- 
pressor, as  shown  in  Art.  222. 

196.  Temperature  Rise.  The  rise  of  temperatm-e  due  to  compression  may  be 
computed  as  in  Art.  185.  Under  ordinary  conditions,  the  air  leaves  the  com- 
pressor at  a  temperature  higher  than  that  of  boiling  water.  ^Yithout  cooling 
devices,  it  may  leave  at  such  a  temperature  as  to  make  the  pipes  red  hot.  It  is 
easy  to  compute  the  (not  very  extreme)  conditions  under  which  the  rise  in  tem- 
perature would  be  sufficient  to  melt  the  cast-iron  compressor  cylinder. 

197.  Computation  of  Loss.  The  uselessly  expended  work  during  adiabatic 
(and  similarly,  during  any  other  than  isothermal)  compression  may  be  directly 
computed  from  the  difference  of  the  work  areas  CAKI  and  CBAKI,  Fig.  62. 
The  work  under  the  isothermal  is  (p,  v,  referring  to  the  point  C,  and  P,  F,  to 
the  point  A),  pv  log^  (V  -^  v)  =  pv  loge  (p  -^  P)]  while  if  Q  is  the  volume  at  B, 
the  work  under  ABC  is 

1 
but  pQv  =  pyv  and  Q  =  f(-)  '', 

so  that  the  percentage  of  loss  corresponding  to  any  ratio  of  initial  and  final  pres- 
sures and  any  terminal  (or  initial)  volume  may  be  at  once  computed. 

198.  Basis  of  Methods  for  Improvement.  Any  value  of  n  exceeding  1.0  for 
the  path  of  compression  is  due  to  the  generation  of  heat  as  the  pressure  rises, 
faster  than  the  walls  of  the  cylinder  can  transmit  it  to  the  atmosphere.  The  high 
temperatures  thus  produced  introduce  serious  difficulties  in  lubrication.  Economi- 
cal compression  is  a  matter  of  air  cooling ;  while,  on  the  consumer's  part,  economy 
depends  upon  air  heating. 
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199.  Air  Cooling.  In  certain  applications,  where  a  strong  draft  is  available, 
the  movement  of  the  atmosphere  may  be  utilized  to  cool  the  compressor  cylinder 
walls  and  thus  to  chill  the  working  air  during  compression.  While  this  method 
of  cooling  is  quite  inadequate,  it  has  the  advantage  of  simplicity  and  is  largely 
employed  on  the  air  "pumps"  which  operate  ^he  brakes  of  railway  trains. 


200.  Injection  of  Water.  This  was  the  method  of  cooling  originally  em- 
ployed at  Mont  Cenis  by  Colladon.  Figure  63  shows  the  actual  indicator  card 
(Art.  484)  from  one  of  the  older-  Colladon  p 
compressors.  ^i^CD  is  the  corresponding- 
ideal  card  with  isothermal  compression. 
The  cooling  by  stream  injection  was  evi- 
dently not  very  effective.  Figure  64  rep- 
resents another  diagram  from  a  compressor 
in  which  this  method  of  cooling  was  em- 
ployed ;  ah  representing  the  isothermal  am.' 
ac  the  adiabatic.  The  exponent  of  the 
actual  curve  ad  was  1.36;  the  gain  over 
adiabatic  compression  was  very  slight.  By 
p 


Fig.  63. 


Art.  200.  — Card  from  Colladon 
Compressor. 


Fig.  (i4. 


introducing  th3 
water  in  a  very 

Jine  spray,  a  somewhat  lower  value  of  the  exponent 
was  obtained  in  the  compressors  used  by  Colladon  on 
the  St.  Gothard  tunnel.     Gause  and  Post  (6)  have  re- 
duced the  value  of  n  to  1.26  by  an  atomized  spray. 
Figure  65  shows  one  of  their  diagrams,  ah  I'^eing  the 
isothermal  and  ac  the  adiabatic.     In  all  cases, 
spray  injection  is  better  than  solid  stream  in- 
jection.     The   value   n  =  1.36,  above  given, 
was  obtained   when  a  solid  jet  of  half-inch 
diameter  was  used.    It  is  estimated  that  errors 
of    the    indicator  may    introduce   an  uncer- 
,     Piston  leakage  would  cause  an 
P 


Art.   200.  — Cooling  by  Jet 
Injection. 

tainty  amounting  to  0.02  in  the  value  of 
apparently  low  value.  The  comparative 
efficiency  of  spray  injection  is  shown  from 
the  fairly  uniform  temperature  of  dis- 
charged air,  which  can  be  maintained  even 
with  a  varying  speed  of  the  compressor. 
In  the  Gause  and  Post  experiments,  with 
inlet  air  at  81|°  F.,  the  temperature  of  dis- 
charge was  95°  F.  Spray  injection  has  the 
objection  that  it  fills  the  air  with  va^jor,  and 
it  has  been  found  that  the  orifices  must  be 
so  small  that  they  soon  clog  and  become 
inoperative.  The  use  of  either  a  spra}^  or 
a  solid  jet  causes  cutting  of  the  cylinder  and  piston  by  the  gritty  substances  carried 
in  the  water.     In  American  practice  the  injection  of  water  has  been  abandoned. 


Fig.  65.    Art.  200.  — Cooling  by  Atomized 
Spray. 
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201.  Water  Jackets.     These  reduce  the  vahie  of  n  to  a  very  slight  ex- 
tent only,  but  are  generally  employed  because  of  their  favorable  influence 

on  cylinder  lubrication.  Gause  and 
Post  found  that  with  inlet  air  at 
81°  F.,  and  jackets  on  the  barrels  of 
the  cylinders  only  (not  on  the  heads), 
the  temperature  of  the  discharged  air 
was  320°  F.  Cooling  occurred  dur- 
ing expulsion  rather  than  during  com- 
pression. The  cooling  effect  depends 
largely  upon  the  heat  transmissive 
power  of  the  cylinder  walls,  and  the 

value  of  n  consequently  increases  at 
Fig.  66.    Art.  201.— Cooling  by  Jackets.        ^  •    a  j         m  •  j 

high    speeds.     Two   specimen    cards 

are  given  in  Fig.  Q>Q> ;  ah  being  the  isothermal  and  ac  the  adiabatic.  With 
more  thorough  cooling,  jacketed 
heads,  etc.,  a  lower  value  of  n 
may  be  obtained ;  but  this  value 
is  seldom  or  never  below  1.3. 
Figure  67  shows  a  card  given 
by  Unwin  from  a  Cockerill  com- 
pressor, DC  indicating  the  ideal 
isothermal  curve.  At  the 
higher  pressures,  air  is  appar- 
ently more  readily  cooled ;  its 
own  heat-conducting  power  is 
increased. 

202.  Heat    Abstracted.       In 
Fig.  68,  let  AB  and   AC  be  the      Fig.  67.    Art.  201.  — Cockerill  Compressor  with 
adiabatic  and  the  actual  paths,  '^^^^^^  ^^^^*°s- 

An  and  GN  adiabatics ;  the  heat  to  be  abstracted  is  then  equivalent  to 

NCAn  =  lACL  -f-  nAIE  -  NCLE. 

Now  lACL  =PJ^SZJ^,  nAIE  =  -^, 
n  —  1  V  —  1 


whence 

J^CAn 


NCLE  =  ^^ ; 
2/-1 


pv 


PV  ^    PV 

-1      2/-1    y 


pv 


Fig.  68.     Arts.  202,  203. -Heat  Ab-   '^^^^^  is  the  heat  to  be  abstracted  per 
stracted  by  Cooling  Agent.  volume  V  at  pressure  P,  compressed  to 
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p,  expressed  in  foot-pounds.  For  isothermal  compression,  as  along 
AD,  IACL=pv  log,  {V^v),  and  the  total  heat  to  be  abstracted  is  measured 
by  this  area.  If  the  path  is  adiabatic,  AB,  n  =  y,  and  the  expression  for 
heat  abstraction  becomes  zero.* 

203.  Elimination  of  v.  It  is  convenient  to  express  the  total  area  NCAn  in 
terms  of  p,  P,  and  V  only.     The  area 

n-l         n-\{P^'-PV)      n-l\PV       ^     n-lVXp)^         J 
Also, 

NCLE  =  -P^=Pl-l?.]\- 
y-l      y-WpJ 

whence  NCAn  =  ZK  [  (eV^'  -  l]  +  ZIl  _  iiH/i!)!. 
n— ILVPy  J       y  —  1      y—l\pJ 

204.  Water  Required.  Let  the  heat  to  be  abstracted,  as  above  com- 
puted, be  H,  in  heat  units.  Then  if  aS'  and  s  are  the  final  and  initial 
temperatures  of  cooling  water,  and  C  the  weight  of  water  circulated,  we 
have  C=II-^{'S  —  s),  the  specific  heat  of  water  being  taken  as  1.0.  In 
practice,  the  range  of  temperature  of  the  cooling  water  may  be  from  40° 
to  70°  F. 

205.  Multi-stage  Compression.  The  effective  method  of  securing  a 
low  value  of  n  is  by  multi-stage  operation,  the  principle  of  which  is 
illustrated  in  Fig.  69.  Let  A  be  the 
state  at  the  beginning  of  compres- 
sion, and  let  it  be  assumed  that  the 
path  is  practically  adiabatic,  in  spite 
of  jacket  cooling,  as  AB.  Let  AC 
be  an  isothermal.  In  multi-stage 
compression,  the  air  follows  the  path 
AB  up  to  a  moderate  pressure,  as  at 
i),  and  is  then  discharged  and  cooled 
at  constant  pressure  in  an  external 
vessel,  until  its  temperature  is  as 
nearly  as  possible  that  at  which  it  was  admitted  to  the  cylinder. 
The  path  representing  this  cooling  is  DE.     The  air  now  passes  to 

*  More  simply,  as  suggested  by  Chevalier,  the  specific  heat  along  ^C  is  s  =:  Z  ^1^ 
(Art.  112);  the  heat  to  be  abstracted  is  then  n  —  \ 

lin-y) 


CH 


Fig.  69. 


Art.   205.  —  Multi-stage  Com- 
pression. 


•'(^-"  =  B;S3T)(P^-i"') 


Both  working  air  and  cushion  air  must  be  cooled. 
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Fig.  to.     Arts.  205,  206.  — Two-stage  Com- 
pressor Indicator  Diagram. 


a  second  cylinder,  is  adiabatically  compressed  along  EF^  ejected  and 
cooled  along  FCr^  and  finally  compressed  in  still  another  cylinder 

along  CrH.  The  diagram  illus- 
trates compression  in  three 
"  stages  "  ;  but  two  or  four  stages 
are  sometimes  used.  The  work 
saved  over  that  of  single  stage 
adiabatic  compression  is  shown 
by  the  irregular  shaded  area 
HGrFEDB,  equivalent  to  a  re- 
duction in  the  value  of  w,  under 
good  conditions,  from  1.402  to 
about  1.25.  Figure  70  shows  the  diagram  from  a  two-stage  2000  hp. 
compressor,  in  which  solid  water  jets  were  used  in  the  cylinders. 
The  cooling  water  was  at  a  lower 
temperature  than  the  inlet  air, 
causing  the  point  Ti  to  fall  inside 
the'  isothermal  curve  AB.  The 
compression  curves  in  each  cyl- 
inder give  71  =  1.36.  Figure  71 
is  the  diagram  for  a  two-stage 
Riedler  compressor  with  spray  in- 
jection, AB  beinor  an  isothermal 

.  Fig.  71.    Arts.  205,  214.— Two-stage  Riedler 

and  AC  an  adiabatic.  Compressor  Diagram. 


206.  Intercooling.  Some  work  is  always  wasted  on  account  of  the  friction  of 
the  air  passing  through  the  intercooling  device.  In  early  compressors,  this  loss 
often  more  than  outweighed  the  gain  due  to  compounding.  The  area  ghij,  Fig. 
70,  indicates  the  work  wasted  from  this  cause.  In  this  particular  instance,  the 
loss  is  exceptionally  small.  Besides  this,  the  additional  air  friction  through  two 
or  more  sets  of  valves  and  ports,  and  the  extra  mechanical  friction  due  to  a  nmlti- 
plication  of  cylinders  and  reciprocating  parts  must  be  considered.  Multi-stage 
compression  does  not  pay  unless  the  intercooling  is  thoroughly  effective.  It  seldom 
pays  when  the  pressure  attained  is  low.  Incidental  advantages  in  multi-stage 
operation  arise  from  reduced  mechanical  stresses  (Art.  462),  higher  volumetric 
efficiency  (Art.  226),  better  lubrication,  and  the  removal  of  moisture  by  precipita- 
tion during  the  intercooling. 

207.  Types  of  Intercoolers.  The  "external  vessel"  of  Art.  205  is  called  the 
intercooler.     It  consists  usually  of  a  riveted  or  cast-iron  cylindrical  shell,  with  cast- 
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iron  heads.     Inside  are  straight  tubes  of  brass  or  wrought  iron,  running  between 
steel  tube  sheets.     The  back  tube  sheet  is  often  attached  to  a  stiff  cast-iron  inter- 


Am    INLCT 


Fig.  72.    Art.  207.  —  Allis-Chalmers  Horizontal  Intercooler. 


nal  head,  so  that  the  tubes,  sheet,  and  head 
are  free  to  move  as  the  tubes  expand 
(Fig.  72).  The  air  entering  the  shell  sur- 
rounds the  tubes  and  is  compelled  by  baffles 
to  cross  the  tube  space  on  its  way  to  the  out- 
let. Any  moisture  precipitated  is  drained 
ofE  at  the  pipe  a.  The  water  is  guided  to 
the  tubes  by  internally  projecting  ribs  on 
the  heads,  which  cause  it  to  circulate  from 
"end  to  end  of  the  intercooler,  several  times. 
If  of  ample  volume,  as  it  should  be,  the 
intercooler  serves  as  a  receiver  or  storage 
tank.  The  one  illustrated  is  mounted  in 
a  horizontal  position.  A  vertical  type  is 
shown  in  Fig.  73.  The  funnel  provides  a 
method  of  ascertaining  at  all  times  whether 
water  is  flowing. 

208.  Aftercoolers.  In  most 
manufacturing  plants,  the  pres- 
ence of  moisture  in  the  air  is  ob- 
jectionable, on  account  of  the 
difficulty  of  lubrication  of  air 
tools,  and  because  of  the  rapid  de- 
struction of  the  rubber  hose  used 
for  connecting  these  tools  with 
the  pipe  line.  To  remove  the 
moisture  (and  some  of  the  oil)  yig.  73. 
present  after  the  last  stage  of  corn- 


Art.  207.  —  Ingersoll-Sergeant  Vertical 
Intercooler. 
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pression,  and  by  cooling  the  air  to  decrease  the  necessary  size  of  transmitting  pipe, 
aftercoolers  are  employed.  They  are  similar  in  design  and  appearance  to  inter- 
coolers.  The  cooling  of  the  air  decreases  its  capacity  for  holding  water  vapor, 
and  the  latter  is  accordingly  precipitated  where  it  may  be  removed  before  the  air 
has  reached  its  point  of  utihzation.  An  incidental  advantage  arising  from  the 
use  of  an  aftercooler  is  the  decreased  expansive  stress  on  the  pipe  Une  following 
the  introduction  of  air  at  a  more  nearly  normal  temperature. 

209.  Power   Consumed.     Prom   Art.  98,   the   work   under   any  curve 
pu"=PF"  is,  adopting  the  notation  of  Art.  202,  EIzlJ^^ 


1 


^   pv    A      PV\       pv     f^      f-^Vl 
?i  —  1  \        pv  J     n  —  l[         \2^J      J 


The  work  along  an  adiabatic  is  expressed  by  the  last  formula  if  we  make 
n  =  y  =  1.402.  The  work  of  expelling  the  air  from  the  cylinder  after  com- 
pression is  pv.     The  work  of  drawing  the  air  into  the  cylinder,  neglecting 

n-l 

clearance,  is  PV=pvf  —  \  •  The  net  work  expended  in  the  cycle  is  the 
algebraic  sum  of  these  three  quantities,  which  we  may  write, 

n-l  I        \PJ      )  \PJ  n-l[        \pj      ] 

It  is  usually  more  convenient  to  eliminate  v,  the  volume  after  compres- 
sion.    This  gives  the  work  expression, 

n-l 

PVaUp 
n-l[\Pj 

If  pressures  are  in  pounds  per  square  inch,  the  foot-pounds  of  work  per 
minute  will  be  obtained  by  multiplying  this  expression  by  the  number  of 
working  strokes  per  minute  and  by  144 ;  and  the  theoretical  horse  power 
necessary  for  compression  may  be  found  by  dividing  this  product  by 
33,000.  If  we  make  F=l,  P=14.7,  we  obtain  the  power  necessary  to 
compress  one  cubic  foot  of  free  air.  If  the  air  is  to  be  used  to  drive  a 
motor,  it  will  then  in  most  cases  have  cooled  to  its  initial  temperature 
(Art.  195),  so  that  its  volume  after  compression  and  cooling  will  be 
PV-7-p.  The  work  expended  per  cubic  foot  of  this  compressed  and 
cooled  air  is  then  obtained  by  multiplying  the  work  per  cubic  foot  of  free 

air  by  ^  • 

210.  Work  of  Compression.  In  some  text-books,  the  work  area  under  the 
compression  curve  is  specifically  referred  to  as  the  work  of  compression.  This  is 
not  the  total  work  area  of  the  cycle. 
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211.  Range  of  Stages  in  Multi-stage  Compression.  Let  the  lowest  pres- 
sure be  q,  the  highest  p,  and  the  pressure  during  intercooliug  P.  Also  let 
intercooling  be  complete,  so  that  the  air  is  reduced  to  its  initial  tempera- 
ture^ so  that  the  volume  V  after  intercooling  is  — ,  in  which  r  is  the 
volume  at  the  beginning  of  compression  in  the  first  cylinder.     Adopting 

the  second  of  the  work  expressions  just  found,  and  writing  z  for  ^~    ,  we 
have  ^ 


Work  in  first  stage  =  ^  J  (  - 
Work  in  second  stage  =  —  | (^ -i\=T:{(E\  ^i, 
Total  wo..  =  ^-jg)%(|)'-2) 


«      \\Pj 

=  w. 


Differentiating  with  respect  to  P,  we  obtain 


dW  _qr 
'dP~^ 

=  qr 


^\~'i^^fpy~'pi 


qj     q^        \P^ 


\(P\~^  _P_(P 


=  qr  j 


q\qj  F\P 

P^_jr__] 
q'        P'+^  j 


ri 


For  a  minimum  value  of  W,  the  result  desired  in  proportioning  the  pres- 
sure ranges,   this  expression  is  put  equal  to  zero,  giving 

T     T 

P^-pq,  or  P  =  Vpq,  or  y  =  Y' 

An  extension  of  the  analysis  serves  to  establish  a  division  of  pressures 
for  four-stage  machines.  From  the  pressure  ranges  given,  it  may  easily 
be  shown  that  in  the  ideal  cycle  the  condition  of  minimum  work  is  that 
the  amounts  of  work  done  in  each  of  the  cylinders  be  equal.  The  number 
of  stages  increases  as  the  range  of  pressures  increases;  in  ordinary  prac- 
tice, the  two-stage  compressor  is  employed,  with  final  pressures  of  about 
100  lb.  per  square  inch  above  the  pressure  of  the  atmosphere.  In  low- 
pressure  blowing  engines,the  loss  due  to  a  high  exponent  for  the  compres- 
sion curve  is  relatively  less  and  these  machines  are  frequently  single  stage. 
For  three-stage  machines,  working  between  the  pressures  pi  (low) 
and  p2  (high),  with  receiver  pressures  of  Pi  (low)  and  P2  (high),  the 
conditions  of  minimum  work  are  P2=^PiP2^  and  Pi^\^p2pi^, 
the  amounts  of  work  done  in  the  three  cylinders  will  be  equal,  and  the 
cylinder  volumes  will  be  inversely  as  the  suction  pressures. 
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Engine  and  Compressor  Relations 

212.  Losses  in  Compressed   Air   Systems.     Starting   with   mechanical  power 
dehvered  to  the  compressor,  we  have  the  following  losses: 
(a)   friction    of  the   compressor   mechanism,    affecting  the  mechanical 

efficiency ; 
(6)  thermodynamic  loss,  chiefly  from  failure  to  realize  isothermal  com< 
pression,  but  also  from  friction  and  leakage  of  air,  clearance,  etc., 
indicated  by  the  cylinder  efficiency; 

(c)  transmissive  losses  in  pipe  lines ; 

(d)  thermodynamic  losses  at  the  consumer's  engine,  like  those  of  (b) ; 

(e)  friction  losses  at  the  consumer's  engine,  like  those  of  (a). 

213.  Compressive  Efficiency.  While  not  an  efficiency  in  the  true  sense  of  the 
term,  the  relation  of  work  generated  during  expansion  in  the  engine  to  that  ex- 
pended during  compression  in  the  compressor  is  sometimes  called  the  compressive 
efficiency.  It  is  the  quotient  of  the  areas  FCHG  and  FBAG,  Fig.  62.  From  the 
expression  in  Art.  209  for  work  under  a  polytropic  plus  work  of  discharge  along 
BF  or  of  admission  along  FC,  we  note  that,  the  values  of  P  and/>  being  identical 
for  the  two  paths,  AB  and  CH,  in  question,  the  total  work  under  either  of  these 
paths  is  a  direct  function  of  the  volume  V  at  the  lower  pressure  P.  In  this  case, 
providing  the  value  of  n  be  the  same  for  both  paths,  the  two  work  areas  have  the 
ratio  V  ^  X,  where  V  is  the  volume  at  A,  and  x  that  at  H.  It  follows  that  all  the 
ratios  of  volumes  LN  -^  LM,  OQ  -t-  OP,  etc.,  are  equal,  and  equal  to  the  ratio  of 

areas.     The  compressive  efficiency,  then,  =  —  =  T  -^  t,  where  t  is  the  temperature 

at  A  (or  that  at  C),  and  7'  that  at  H.  For  isothermal  paths,  T  =  t,  and  the  com- 
pressive efficiency  is  unity.  In  various  tests,  the  compressive  efficiency  has  ranged 
from  0.488  to  0.898.    It  depends, of  course,  on  the  value  of  n,  increasing  as  n  decreases. 

214.  Mechanical  Efficiency.  For  the  compressor,  this  is  the  quotient  of  work 
expended  in  the  cylinder  by  work  consumed  at  the  fly  wheel ;  for  the  engine,  it 
is  the  quotient  of  work  delivered  at  the  fly  wheel  by  work  done  in  the  cylinder. 

Friction  losses  in  the  mechanism  measure  the  mechanical  inefficiency  of  the 
compressor  or  engine.  With  no  friction,  all  of  the  power  delivered  would  be  ex- 
pended in  compression,  and  all  of  the  elastic  force  of  the  air  would  be  available 
for  doing  work,  and  the  mechanical  efficiency  would  be  1.0.  In  practice,  since 
compressors  are  usually  directly  driven  from  steam  engines,  with  piston  rods  in 
common,  it  is  impossible  to  distinguish  between  the  mechanical  efficiency  of  the 
compressor  and  that  of  the  steam  engine.  The  combined  efficiency,  in  one  of  the 
best  recorded  tests,  is  given  as  0.92.  For  the  compressor  whose  card  is  shown  in 
Fig.  71,  the  combined  efficiency  was  0.87.  Kennedy  reports  an  average  figure  of 
0.845  (7).  Unwin  states  that  the  usual  value  is  from  0.85  to  0.87  (8).  These 
efficiencies  are  of  course  determined  by  comparing  the  areas  of  the  steam  and  air 
indicator  cards. 

215.  Cylinder  Efficiency.  The  true  efficiency,  thermodynamically  speaking, 
is  indicated  by  the  ratio  of  areas  of  the  actual  and  ideal  PF  diagrams.     For  the 
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compressor,  the  cylinder  efficiency  is  the  ratio  of  the  work  done  in  the  ideal  cycle, 
without  clearance,  drawing  in  air  at  atmospheric  pressure,  compressing  it  isothermally 
and  discharging  it  at  the  constant  receiver  pressure,  to  the  work  done  in  the  actual  cycle 
of  the  same  maximum  volume.  It  measures  item  (6)  (Art.  212).  It  mnot  the  "com- 
pressive efficiency  "  of  Art.  213.  For  the  engine,  it  is  the  ratio  of  the  work  done  in 
the  actual  cycle  to  the  ivork  of  an  ideal  cycle  without  clearance,  with  isothermdl  expan- 
sion to  the  same  maximum  volume  from  the  sameinitial  volume,  and  with  constant  pressures 
during  reception  and  discharge  ;  the  former  being  that  of  the  pipe  line  and  the  latter  that 
of  the  atmosphere.  Its  value  may  range  from  0.70  to  0.90  in  good  machines,  in  gen- 
eral inci^asing  as  the  value  of  n  decreases.  An  additional  influence  is  fluid  fric- 
tion, causing,  in  the  compressor,  a  fall  of  pressure  through  the  suction  stroke  and 
a  rise  of  pressure  during  the  expulsion  stroke  ;  a:id  in  the  engine^  a  fall  of  pressure 
during  admission  and  excessive  back  pressure  during  exhaust.  All  of  these  condi- 
tions alter  the  area  of  the  PV  cycle.  In  well-designed  machines,  these  losses 
should  be  small.     A  large  capacity  loss  in  the  cylinder  is  still  to  be  considered. 

216.  Discussion  of  Efficiencies.  Considering  the  various  items  of  loss  sug- 
gested in  Art.  212,  we  find  as  average  values  under  good  conditions, 

(a)  mechanical  efficiency,  0.85  to  0.90;   say  0.85; 

(^)  cylinder  efficiency  of  compressor,  0.70  to  0.90;  say  0.80; 

((?)  transmission  losses,  as  yet  undetermined ; 

(t?)  cylinder  efficiency  of  air  engine,  O.TO  to  90.0;  say  0.70; 

(e)  mechanical  efficiency  of  engine,  0.80  to  0.90;  say  0.80. 

The  combined  efficiency  from  steam  cylinder  to  M'ork  jierformed  at  the  con- 
sumer's engine,  assuming  no  loss  by  transmission,  would  then  be,  as  an  average, 

0.85  X  0.80  X  0.70  x  0.80  =  0.3808. 

For  the  Paris  transmission  system,  Kennedy  found  the  over-all  efficiency  (includ- 
ing pipe  line  losses,  4  per  cent)  to  be  0.26  with  cold  air  or  0.384  with  preheated 
air,  allowing  for  the  fuel  consumption  in  the  preheaters  (9). 

217.  Maximum  Efficiency.  In  the  processes  described,  the  ideal  efficiency  in 
each  case  is  unity.  We  are  here  dealing  not  with  thermodynamic  transformations 
between  heat  and  mechanical  energy,  but  only  with  transformations  from  one  form 
of  mechanical  energy  to  another,  in  part  influenced  by  heat  agencies.  No  strictly 
thermodynamic  transformation  can  have  an  efficiency  of  unity,  on  account  of  the 
limitation  of  the  second  law. 

218.  Entropy  Diagram.  Figure  62  may  serve  to  represent  the  com- 
bined ideal  PF  diagrams  of  the  compressor  (GABF)  and  engine  (FCHG). 

The  quotient is  the  compressive  efficiency.     The  area  representing 

net  eorpenditure  of  work,  that  is,  waste,  is  CBAH,  bounded  ideally  by  two 
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adiabatics  or  in  practice  by  two  polytropics  (not  ordinarily  isodiabatics) 

and  two  paths  of  constant  pressure.     This  area  is  now  to  be  illustrated 

on  the  TN  coordinates. 

For  convenience,  we  reproduce  the  essential  features  of  Fig.  62 

in  Fig.   74.     In  Fig.  75,  lay  off  the  isothermal   T^  and  choose  the 

point  A  at  random.  Now 
if  either  T^  or  T^  be 
given,  we  may  complete 
the  diagram.  Assume 
that  the  former  is  given ; 
then  plot  the  correspond- 
ing isothermal  in  Fig.  75. 
Draw  AB^  an  adiabatic, 
BC  and  AH  as  lines 
of    constant     pressure 

Fig.  74.    Art.  218.— Engine  and  Compressor  Diagrams.    \n=k  logg  —  j,    the    point 

O  falling  on  the  isothermal   T.     Then  draw  CH^  an  adiabatic,  de 


T       T 

termining  the  point  H -,  or,  from  Art.  213,  noting  that  — ^  =  — ^, 


we 


may  find  the  point  H  di- 
rectly. If  the  paths  AB 
and  OH  are  not  adia- 
batics, we  may  compute 
the  value  of  the  specific 
heat  from  that  of  yi  and 
plot  these  paths  on  Fig. 
75  as  logarithmic  curves  ; 
but  if  the  values  of  n  are 
different  for  the  two 
paths,  it  no  longer  holds 

The  area 


that  ^  =  ^^ 


Tc      T^ 


Fig.  75.     Arts.  218,  219,  221.— Compressed  Air  System, 
Entropy  Diagram. 


CBAH  in  Fig.  75   now   represents   the    net    work    expenditure    in 
heat  units. 

219.  Comments.  As  the  exponents  of  the  paths  AB  and  CH  decrease, 
these  paths  swerve  into  new  positions,  as  AE,  CD,  decreasing  the  area 
representing  work  expenditure.  Finally,  with  n  =  1,  isothermal  paths, 
the  area  of  the  diagram  becomes  zero ;  a  straight  line,  CA.     Theoretically, 
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with  water  colder  than  the  air,  it  might  be  possible  to  reduce  the  tempera- 
ture of  the  air  during  compression^  giving  such  a  cycle  as  AICDA,  or  even, 
with  isothermal  expansion  in  the  engine,  AICA ;  in  either  case,  the  net 
work  expenditure  might  be  nega- 
tive; the  cooling  water  accomplish- 
ing the  result  desired. 

220.  Actual  Conditions.  Under 
the  more  usual  condition  that  the 
temperature  of  the  air  at  admission 
to  the  engine  is  somewhat  higher 
than  that  at  which  it  is  received  by 
the  compressor,  we  obtain  Figs. 
76,  77.  T,  Tc  and  either  T^  or  T^ 
must  now  be  given.  The  cycle  in 
which  the  temperature  is  reduced 
during  compression  now  appears  Fig.  76.  Art.  220. -Usual  Combination  of 
as  AICDA  or  AIJA.  Diagrams. 


T' 

E 

J 

■-^B 

S-"""^^^ 

T 

^^^'^^ 

\ 

'c 

_  J^ 

\..._... 

A 

— r 

\^ 

h 

t 

-^ 

Fig.  77.    Art.  220.  — Combined  Entropy  Diagrams. 

221.  Multi-stage  Operation.  Let  the  ideal  pv  path  be  DECBA,  Fig.  78. 
The  "triangle"  ABC  of  Fig.  75  is  then  replaced  by  the  area  DECBA, 
Fig.  79,  bounded  by  lines  of  constant  pressure  and  adiabatics.  The  area 
p 


Fig.  78.    Art.  221.—  Three-stage  Com- 
pression and  Expansion. 


Fig.  79.    Art.  221.  — Entropy  Diagram, 
Multi-stage  Compression. 
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saved  is  BFEC,  which  approaches  zero  as  the  pressure  along  CE,  Fig.  78, 
approaches  that  along  AB  or  at  D,  and  becomes  a  maximum  at  an  inter- 
mediate position,  already  determined  in 
Art.  211.  With  inadequate  intercooling, 
the  area  representing  work  saved  would  be 
yFEx.  Figures  80  and  81  represent  the 
ideal  pv  and  iit  diagrams  respectively  for 
compressor  and  engine,  each  three-stage, 
with  perfect  intercooling  and  aftercooling 
and  preheating  and  with  no  drop  of  pres- 
sure in  transmission.  BhA  and  AhB 
would  be  the  diagrams  with  single-stage 
adiabatic  compression  and  expansion. 

6 


Fig.    80.     Art.    221.  —  Three-stage 
Compression  and  Expansion. 
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Fig.  81.    Art.  221.  —  Three-stage  Compression  and  Expansion. 

Compressor  Capacity 

222.  Effect  of  Clearance  on  Capacity.  Let  A  BCD,  Fig.  57,  be  the  ideal  pv  dia- 
gram of  a  compressor  without  clearance.  If  there  is  clearance,  the  diagram  will 
be  aBCE;  the  air  left  in  the  cylinder  at  a  will  expand,  nearly  adiabatically,  along 
xiE,  so  that  its  volume  at  the  intake  pressure  will  be  somewhat  like  DE.  The 
total  volume  of  fresh  air  taken  into  the  cylinder  cannot  be  DC  as  if  there  were  no 
clearance,  but  is  only  EC.  The  ratio  EC  (Vc  —  Va)  is  called  the  volumetric 
efficiency.     It  is  the  ratio  of  free  air  drawn  in  to  piston  displacement. 

223.  Volumetric  Efficiency.  This  term  is  sometimes  incorrectly  applied  to  the 
factor  1  —  c,  in  which  c  is  the  clearance,  expressed  as  a  fraction  of  the  cylinder 
volume.  This  is  illogical,  because  this  fraction  measures  the  ratio  of  clearance  air 
at  final  pressure,  to  inlet  air  at  atmospheric  pressure  (Aa  —  DC,  Fig.  57)  ;  while 
the  reduction  of  compressor  capacity  is  determined  by  the  volume  of  clearance  air 
at  atmospheric  pressure.  If  the  clearance  is  3  per  cent,  the  volumetric  efficiency  is 
much  less  than  97  per  cent. 


224.   Friction  and  Compressor  Capacity.     If  the  intake  ports  or  pipes  are  small, 
an  excessive  suction  will  be  necessary  to  draw  in  tlie  charge,  and  the  cylinder  will 
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Fig.  82.    Art.  224.  —  Efeect  of  Suction  Friction. 


be  filled  with  air  at  less  than  atmospheric  pressure.  Its  equivalent  volume  at 
atmospheric  pressure  will  then  be  less  than  that  of  the  cylinder.  This  is  shown 
in  Fig.  82.  The  line  of  atmospheric  pressure  is  DF,  the  capacity  is 
reduced  by  FG,  and  the  volumetric  efhciency  is  DF  ^  HG.  The  capacity 
may  be  seriously  affected  from  this  cause,  in  the  case  of  a  badly  designed 
machine. 

225.   Volumetric  Efficiency ;  Other  Factors.    Where  jackets  or  water  jets 

are  used,  the  air  is  often 
somewhat  heated  during 
the  intake  stroke,  increas- 
ing its  volume,  and  thus, 
as  in  Art.  224,  lowering 
the  volumetric  efficiency. 
The  effect  is  more  notice- 
able with  jacket  cooling, 
with  which  the  cylinder 
walls  often  remain  con- 
stantly at  a  temperature  above  that  of  boiling  water.  Tests  have  shown  a  loss 
of  capacity  of  5  per  cent,  due  to  changing  from  spray  injection  to  jacketing.  —  A 
high  altitude  for  the  compressor  results  in  its  being  supplied  with  rarefied  air,  and 
this  decreases  the  volumetric  efficiency  as  based  on  air  under  standard  pressure. 
At^an  elevation  of  10,000  ft.  the  capacity  falls  off  30  per  cent.  (See  table,  Art.  52a.) 
This  is  sometimes  a  matter  of  importance  in  mining  appUcations  also. — Volumetric 
efficiency,  in  good  designs,  is  principally  a  matter  of  low  clearance.  The  clearance 
of  a  cyHnder  is  practically  constant,  regardless  of  its  length;  so  that  its  percentage 
is  less  in  the  case  of  the  longer  stroke  compressors.  Such  compressors  are  com- 
paratively expensive. — When  water  is  injected  into  the  cyhnder,  as  is  often  the  case 
in  European  practice,  the  clearance  space  may  be  practically  filled  with  water  at 
the  end  of  the  discharge  stroke.  Water  does  not  appreciably  expand  as  the  pressure 
is  lowered;  so  that  in  these  cases  the  volumetric  efficiency  may  be  determined 
by  the  expression  1— c  of  Art.  223,  being  much  greater  than  in  cases  where  water 
injection  is  not  practiced. 

226.  Volumetric  Efficiency  in  Multi-stage  Compression.  Since  the 
effect  of  multi-stage  compression  is  to  reduce  the  pressure  range,  the 
expansion  of  the  air  caught  in  the  clearance  space  is  less,  and  the  dis- 
tance DE,  Fig.  57,  is  reduced.  This  makes  the  volumetric  efficienc}^, 
EC^{Vf.—  Va),  greater  than  in  single-stage  cylinders.  If  FGH  repre- 
sent the  Hne  of  intermediate  pressure,  the  ratio  JE~{Vfy—Va)  is  the 
gain  in  volumetric  efficiency. 

227.  Refrigeration  of  Entering  Air.  Many  of  the  advantages  following  multi- 
stage operation  and  intercooling  have  been  otherwise  successfully  realized  by  the 
plan  of  coohng  the  air  drawn  into  the  compressor.  This  of  course  increases  the 
density  of  the  air  at  atmospheric  pressure,  and  greatly  increases  the  volumetric 
efficiency.  Incidentally,  much  of  the  moisture  is  precipitated.  At  the  Isabella 
furnace  of  the  Carnegie  Steel  Company,  at  Etna,  Pennsylvania,  a  plant  of  this 
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kind  has  been  installed.  An  ordinary  ammonia  refrigerating  machine  cools  the 
air  from  80*^  to  28°  F.  This  should  decrease  the  specific  volume  in  the  ratio 
(459.6  +  28)  -  (459.6  +  80)  =  0.90.  The  free  air  capacity  should  consequently 
be  increased  in  about  this  ratio  (10). 

228.  Typical  Values.  Excluding  the  effect  of  clearance,  a  loss  in  ca- 
pacity of  from  6  to  22  per  cent  has  been  found  by  Unwin  (11)  to  be  due 
to  air  friction  losses  and  to  heating  of  the  entering  air.  Heilemann  (12) 
finds  volumetric  efficiencies  from  0.73  to  0.919.  The  volumetric  efficiency 
could  be  precisely  determined  only  by  measuring  the  air  drawn  in  and 
discharged. 


229.  Volumetric  and  Thermodynamic  Efficiencies.  The"  volumetric  effi- 
ciency is  a  measure  of  the  capacity  only.  It  is  not  an  efficiency  in  the  sense 
of  a  ratio  of  '^  effect "  to  "  cause."  In  Fig.  83  the  solid  lines  show  an  actual 
compressor  diagram,  the  dotted  lines,  EGHB,  the  corresponding  perfect 
diagram,  with  clearance  and  isothermal  compression.  In  the  actual  case 
we  have  the  wasted  work  areas, 

HLJQ,  due  to  friction  in  discharge  ports ; 
OQKD,  due  to  non-isothermal  compression; 
DFMCj  due  to  friction  during  the  suction  of  the  air. 

At   BHC,   there  is  an  area  representing,   apparently,  a  saving  in   work 
expenditure,  due  to   the   expansion   of  the  clearance  air ;   this  saving  in 

work  has  been  accomplished,  however, 
with  a  decreased  capacity  in  the  pro- 
portion BC  -7-  BE,  a  proportion  which 
is  greater  than  that  of  BHC  to  the  total 
work  area.  Further,  expansion  of  the 
clearance  air  is  made  possible  as  a  result 
of  its  previous  compression  along  FDK\ 
and  the  energy  given  up  by  expansion 
can  never  quite  equal  that  expended  in 
compression.  The  effect  of  excessive 
friction  during  suction,  reducing  the 
capacity  in  the  ratio  DE  -f-  BE,  is 
usually  more  marked  on  the  capacity  than  on  the  work.  Both  suction 
friction  and  clearance  decrease  the  cylinder  efficiency  as  well  as  the 
volumetric  efficiency,  but  the  former  cannot  be  expressed  in  terms  of 
the  latter.  In  fact,  a  low  volumetric  efficiency  may  decrease  the  work 
expenditure  absolutely,  though  not  relatively.  An  instance  of  this  is  found 
in  the  case  of  a  compressor  working  at  high  altitude.  Friction  during  dis- 
charge decreases  the  cyhnder  efficiency  (note  the  wasted  work  area 
HLJQ),  but  is  practically  without  effect  on  the  capacity. 


Fig 


83.      Art.    229.  —  Volumetric    and 
Thermodynamic  Efl&ciencies. 
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Compressor  Design 

230.  Capacity.  The  necessary  size  of  cylinder  is  calculated  much  as  in 
Art.  190.  Let  p,  v,  t,  be  the  pressure,  volume,  and  temperature  of  dis- 
charged air  (v  meaning  the  volume  of  air  handled  per  minute),  and  F,  V,  T, 
those  of  the  inlet  air.  Then,  since  PV-^  T  =  2)v  -^  t,  the  volume  drawn 
into  the  compressor  per  minute  is  V  =  pvT -r-  Pt,  provided  that  the  air  is 
dry  at  both  intake  and  delivery.  If  n  is  the  number  of  revolutions  per 
minute,  and  the  compressor  is  double-acting,  then,  neglecting  clearance, 

m)  T 
the  piston  displacement  per  stroke  is  V-i-2n  =  f ■. 

This  computation  of  capacity  takes  no  account  of  volumetric  losses'. 
In  some  cases,  a  rough  approximation  is  made,  as  described,  and  by 
slightly  varying  the  speed  of  the  compressor  its  capacity  is  made  equal  to 
that  required.  Allowance  for  clearance  may  readily  be  made.  Let  the 
suction  pressure  be  P,  the  final  pressure  p,  the  clearance  volume  at  the 

final  pressure  —  of  the  piston  displacement.     Then,  if  expansion  in  the 
m 

clearance  space  follows  the  law  pv"  =  PIT",  the  volume  of  clearance  air 

at  atmospheric  pressure  is 


i+i-AA^i^ 


of  the  piston  displacement.     For  the  displacement  above  given,  we  there- 
fore write, 

V 

Zn     [_        m      \mJ\P^ 

This   may  be  increased  5  to  10  per  cent,  to  allow  for  air  friction,  air 
heating,  etc. 

231.    Design  of  Compressor.     The  following  data  must  be  assumed  : 

(a)  capacity,  or  piston  displacement, 

(b)  maximum  pressure, 

(c)  initial  pressure  and  temperature, 

(d)  temperature  of  cooling  water, 

(e)  gas  to  be  compressed,  if  other  than  air. 

Let  the  compressor  deliver  300  cu.  ft.  of  compressed  air,  measured 
at  70°  F.,  per  minute,  against  100  lb.  gauge  pressure,  drawing  its  supply  at 
14.7  lb.  and  70°  F.,  the  clearance  being  2  per  cent.  Then,  ideally,  the  free 
air  per  minute  will  be  300  x  (114.7  h-  14.7)  =  2341  cu.  ft.,  or  allowing  5 
per  cent  for. losses  due  to  air  friction  and  heating  during  the  suction, 
2341  -7-  0.95  =  2464  cu.  ft.  To  allow  for  clearance,  we  may  use  the  ex- 
pression in  Art.  230,  making  the  displacement,  with  adiabatic  expansion 
of  the  clearance  air. 
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2464 -[1 


0.02  fllM 
V14.7 


.402  +  0.02]  =  2640  cu.  ft. 


Assuming  for  a  compressor  of  this  capacity  a  speed  of  80  r.  p.  m.,  the 
necessary  piston  displacement  for  a  double-acting  compressor  is  then 
2640  H-  (2  X  80)  =  16.5  cu.  ft.  per  stroke,  or  for  a  stroke  of  3  ft.,  the  piston 
area  would  be  792  sq.  in.  (13).  The  power  expended  for  any  assumed 
compressive  path  may  be  calculated  as  in  Art.  190,  and  if  the  mechanical 
efficiency  be  assumed,  the  power  necessary  to  drive  the  compressor  at 
once  follows.  The  assumption  of  clearance  as  2  per  cent  must  be  justified 
in  the  details  of  the  design.  The  elevation  in  temperature  of  the  air  may 
be  calculated  as  in  Art.  185,  and  the  necessary,  amount  of  cooling  water 
as  in  Art.  203,  the  exponents  of  the  curves  being  assumed. 

232.  Two-stage  Compressor.  From  Art.  211  we  may  establish  an  inter- 
mediate pressure  stage.  This  leads  to  a  new  correction  for  clearance,  and 
to  a  smaller  loss  of  capacity  due  to  air  heating.*  Using  these  new  values, 
we  calculate  the  size  of  the  first-stage  cylinder.  For  the  second  stage,  the 
maximum  volume  may  be  calculated  on  the  basis  that  intercooling  is  com- 
plete, whence  the  cylinder  volumes  are  inversely  proportional  to  the  suc- 
tion pressures.  The  clearance  correction  will  be  found  to  be  the  same  as 
in  the  low-pressure  cylinder.  The  capacity,  temperature  rise,  water  con- 
sumption, power  consumption,  etc.,  are  computed  as  before.  A  considera- 
ble saving  in  power  follows  the  change  to  two  stages. 

233.  Problem.  Find  the  cylinder  dimensions  and  power  consumption  of  a 
double-acting  single-stage  air  compressor  to  deliver  4000  cu.  ft.  of  free  air  per 

minute  at  100  lb.  gauge  pres- 
sure at  80  r.  p.  m.,  the  intake 
air  being  at  13.7  lb.  absolute 
pressure,  the  piston  speed 
640  ft.  per  minute,  clearance 
4  per  cent,  and  the  clearance- 
expansion  and  compression 
curves     following     the      law 


Lay  off  the  distance  GH, 
Fig.  84,  to  represent  the  (un- 
known) displacement   of  the 
Design  of  Compressor.  ^-^^^^^  ^^^^^  ^,^  ^^.^j  ^^11  j) 

Since  the  clearance  is  4  per  cent,  lay  off  GZ  =  0.04  Z>,  determining  ZP  as  a 
coordinate  axis.  Draw  the  lines  TU,  VW,  YX,  representing  the  absolute  pres- 
sures indicated.  The  compression  curve  CE  may  now  be  drawn  tlirough  C,  and 
the  clearance  expansion  curve  DI  through  D.  The  ideal  indicator  diagram  is 
CEDL    We  have, 


!.OiJ> 

Fig.  M.    Art.  233 
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Px>Fz>i-3^  =  P.F,i-35  or  ^/=  (^^)''''  V^  -  [jUT'  0-0^^=  0.1927  D. 
P^F^i-35=  P^Fc>35  or  F^=  (^^^j       Fc-  (^^)        1.04  Z>=  0.21582). 


P^TV 


P«TV-3S 


or  F. 


E 

Pa 


Vd 


mr- 


04  2)  =  0.1829  A 


/  P    \0.74  /1Q  7\0.Y4 

Vb  =  f  1^  j      Fc  =  1^]  1.04  Z)  =  0.9872  Z). 


But^.B=  Vb—  Fi  =  0.804-3  2)  is  the  volume  of  free  air  drawn  into  the  cylinder: 
A B-^GH  =0.804:2  is  the  volumetric  efficiency:*  to  compress  4000  cu.  ft.  of  free  air  per 
minute  the  piston  displacement  must  then  be  4000^0.8043  =  ^57.?  cu.  ft.  per  minute. 
Since  the  compressor  is  double-acting,  the  necessary  cylinder  area  is  the  quotient 
of  displacement  by  piston  speed  or  4973 -f- 640,  giving  7.77  sq.  ft.,  or  (neglecting 
the  loss  of  area  due  to  the  piston  rod),  the  cylinder  diariieter  is  37.60  in.  From  the 
conditions  of  the  problem,  the  stroke  is  640  -f-  (2  x  80)  =  4  ft. 

For  the  power  consumption,  we  have 

W=  GDEF+  FECH-'JICH-GDTJ 

PeVe  —  Pg^c       t>  ryr        ir  \      PpVp  ~  PiVi 


2)  [(114.7x0.1758)  + 


Pi{Vc-  Vj) 


144 


0.35  '  "  0.35 

(114.7  X  0.2158) -(13.7  x  1.04) 
0.35 


-(13.7  X  0.8473)- ^^^^•^><Q-Q^)-^^^^'^><Q-1^^7) J 

=  144  2>  [20.16  +  30.01  -  11.61  -  5..59]  =  144  2>  x  32.97. 
This  is  the  work  for  a  piston  displacement  =  D  cubic  feet.     If  we  take  D  at  4973 
per    minute,   the    horse   power 


consumed  in  compression  is 
144  X  32.97  X  4973 


33000 


=  715. 


234.  Design  of  a  Two- 
stage  Machine.  With  condi- 
tions as  in  the  preceding,  con- 
sider a  two-stage  compressor 
with  complete  intercooling  and 
a  uniform  fiiction  of  one  pound 
between  the  stages.  Here  the 
combined  diagrams  appear  as 
in  Fig.  85.  For  economy  of 
power,   the   intermediate   pres-    Fig.  85.    Art.  23i.— Design  of  Two-stage  Compressor. 

*This  is  not  quite  correct,  because  the  air  at  B  is  not  "free"  air,  i.e.,  air  at 
atmospheric  temperature.     There  is  a  slight  rise  in  temperature  between  C  and  B. 

If  Tji  is  the  atmospheric  temperature,  and  i>  =  -~,  ^^~t^'  ^^^^  volumetric  efficiency 

is  Tij  (  ^  -^  |.     If  there  is  no  cooling  during  discharge  (along  GF),  T^  =  Tb,  and 

T 

the  volumetric  efficiency  becomes  -^(b~a). 

Tb 
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sure  is  V114.7  x  13.7  =  39.64,  whence  the  first-stage  discharge  pressure  and  the 
second-stage  suction  pressure,  corrected  for  friction,  are  respectively  40.14  and 
39.14  lb.     For  the/r6-^  stage,  Fig.  85, 

Pj,  =  P^  =  40.14,  P^  =  Ps  =  14.7,  P^  =  Ps  =  13.7,   Vb  =  1.042),  Vjr  =  0.04  i). 
P«TV-35  =  P^TV-35  or  Vg  =  {^y^'^Vs  =  (^)'*''  1.04 i>=0.4701  Z).* 

P^TV-35  =  PpVp^-^^  or  r^  =  [^\       Vr  =  f  Y^j        0.04  Z>  =  0.08864  D. 

PAV-'' =  PrVr'-''  or  F^  =  (1^)°'''  Fj.=  (^y'"' 0.04  D=  0.08412  Z). 

P^F^i-35  =  P^F^i-35  or  Vb  =  (^Y''^Vs  =  (  — \  '^^  1.04  Z>  =  0.987  D. 

The  volumetric  efficiency  is  AB  ^  D  =  (Vb-  F^)  -2>  =  0.987  -  0.08412  =  0.90288. 
The  piston  displacement  per  minute  is  4000  h-  0.903  =  4430.  The  piston  diameter 
is  V(4430  -  640)  x  144  -  0.7854  =  35.6  in.  for  a  stroke  of  640  -  (2  x  80)  =  4  ft- 
The  power  consumption  for  this  first  stage  is, 

W  =  Pg(Vg-  Vr)  +  ^^  ^^^^  ~  ^^^^^  -  Ph(Vs  -  Fq)-^^^^^^~^^^^^ 
w  —  1  *  n  —  1 

=  [40.14(0.4701  _  0.04)  +  (40-14  X  0.4701) -(ia.7  x  1.04) 

-  13.7(1.04  -  0.0886)  -  (W-H  x  O-"^)-  (13.7  x  0.0886)-j ^^^  „ 

=  2348.64  D  foot-pounds  or   10,404,475  foot-pounds  per  minute,  equivalent  to 
315.3  horse  power. 

Second  Stage. 

Complete  intercooling  means  that  at  the  beginning  of  compression  in  the  sec- 
ond stage  the  temperature  of  the  air  will  be  as  in  the  first  stage,  70°  F.     The 

volume  at  this  point  will  then  be  Vz  =  ^Vji=  ^^  1.04  D  =  0.364  D.    We  thus 

locate  the  point  Z,  Fig.  85,  and  complete  the  diagram  ZCEI,  making  F^  =  0.04 
(F^  _  T^^;)  =0.014  Z>,  Pc  =  Pj5;  =  114.7,  P/  =  Pz  =  39.14,  and  compute  as  follows: 

PkVk'-'-^  =  PzV^^-^'  or  Fk  -  [^y  Vz  =  (||l|y''' 0.3642)=  0.3574  2). 

/  p    \  0.74  /  QQ  l_t\  0.74 

PgVc'''^  =  PzVz'-^^  or  Vc  =  (^j       Vz  =  {^^j       0.364  2)  =  0.1642  R 

/  p    \  0.74  /I  14  7\0.T4 

PjV/.B5  ^  p^v^i.ss  or  Vj=  ^^j       F^  =  (^^j       0.014 2)  =  0.0305 D. 

PjVj^-^  =  P^V^^'^^  or  Vi={jfy'''  ^^^^  =(;ili)  '*''  0.014  2)  =  0.0311  2). 

Pr     Pr  ,  ,        Vc       Vv      Vc      Ve  .        . 

*  Note  that  ^  =  ~,  veiy  nearly;  so  that  ~^=-f  =  -^=^;  an  approximation 

Pz      Ph  ^H       *  Q       ^Z       ^1 

which  makes  only  one  logarithmic  computation  necessaiy. 
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The  piston  displacement  is  Vz  —  Ve  =  0.35D;  the  volumetric  efficiency  is  the  quo- 
tient of  (Vk-Vj)  =0.3269  D  by  this  displacement,  or  0.934.  For  a  stroke  of  4  ft-, 
the  cylinder  diameter  is  V[(0.35  Z>  =  1550)  ^640]  X  144^-0.7854  =  ^/ .05  in.  The 
power  consumption  for  this  stage  is 

(114.7X0.1642) -(39.14X0.364) 


33000  L 


(114.7X0.1502)+- 


(39.14X0.3329) 


0.35 
(114.7  X0.014)  -  (39.14X0.0311)' 


0.35  J 

=316.5  horse  power. 
The  total  horse  power  for  the  two-stage  compressor  is  then  631.8  and   (within 
the  limit  of  the  error  of  computation)  the  work  is  equally  divided  between  the  stages. 

235.  Comparisons.     We  note,  then,  that  in  two-stage  compression,  the  saving 

in  power  is  — =-rH —  =  0.12  of  the  power  expended  in  single-stage  compression; 

that  the  low-pressure  cylinder  of  the  two-stage  machine  is  somewhat  smaller  than 
the  cylinder  of  the  single-stage  compressor;  and  that,  in  the  two-stage  machine, 
the  cylinder  areas  are  {approximately)  inversely  proportional  to  the  suction  pressures. 
The  amount  of  cooling  water  required  will  be  found  to  be  several  times  that  neces- 
sary in  the  single-stage  compressor. 

236.  Power  Plant  Applications.  On  account  of  the  ease  of  solution  of  air  in 
water,  the  boiler  feed  and  injection  waters  in  a  power  plant  always  carry  a  con- 
siderable quantity  of  air  with  them.  The  vacuum  pump  employed  in  connection 
with  a  condenser  is  intended  to  remove  this  air  as  well  as  the  water.  It  is  esti- 
mated that  the  waters  ordinarily  contain  about  20  times  their  volume  of  air  at 
atmospheric  pressure.  The  pump  must  be  of  size  sufficient  to  handle  this  air 
when  expanded  to  the  pressure  in  the  condenser.  Its  cycle  is  precisely  that  of  any 
air  compressor,  the  suction  stroke  being  at  condenser  pressure  and  the  discharge 
stroke  at  atmospheric  pressure.  The  water  present  acts  to  reduce  the  value  of  the 
exponent  n,  thus  permitting  of  fair  economy. 

237.  Dry  Vacuum  Pumps.  In  some  modern  forms  of  high  vacuum  apparatus, 
the  air  and  water  are  removed  from  the  condenser  by  separate  pumps.  The 
amount  of  air  to  be  handled  cannot  be  computed  from  the  pressure  and  tempera- 
ture directly,  because  of  the  water  vapor  with  which  it  is  saturated.  From  Dal- 
ton's  law,  and  by  noting  the  temperature  and  pressure  in  the  condenser,  the  pressure 
of  the  air,  separately  considered,  may  be  computed.  Then  the  volume  of  air,  cal- 
culated as  in  Art.  236,  must  be  reduced  to  the  condenser  temperature  and  pressure, 
and  the  pump  made  suitable  for  handling  this  volume  (14) . 

Commercial  Types  of  Compressing  Machinery 

238.  Classification  of  Compressors.  Air  compressors  are  classified  according 
to  the  number  of  stages,  the  type  of  frame,  the  kind  of  valves,  the  method  of 
driving,  etc.  Steam-driven  compressors  are  usually  mounted  as  one  unit  with  the 
steam  cylinders  and  a  single  common  fly  wheel.  Regulation  is  usually  effected  by 
varying  the  speed.  The  ordinary  centrifugal  governor  on  the  steam  cylinder  im- 
poses a  maximum  speed  limit;  the  shaft  governor  is  controlled  by  the  air  pressure, 
which  automatically  changes  the  point  of  cut-off  on  the  steam  cyhnder.  Power- 
driven  compressors  may  be  operated  by  electric   motor,   belt,  water  wheel,  or  in 
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other  ways.  They  are  usually  regulated  by  means  of  an  "  unloading  valve,"  which 
either  keeps  the  suction  valve  closed  during  one  or  more  strokes  or  allows  the  air 
to  discharge  into  the  atmosphere  whenever  the  pipe  lines  are  fully  supplied.  In 
air  lift  practice,  a  constant  speed  is  sometimes  desired,  irrespective  of  the  load. 
In  the  "variable  volume"  type  of  machine,  the  delivery  of  the  compressor  is 
varied  by  closing  the  suction  valve  before  the  completion  of  the  suction  stroke. 
The  air  in  the  cylinder  then  expands  below  atmospheric  pressure. 


239.  Standard  Forms.  The  ordinary  small  compressor  is  a  single-stage 
machine,  with  poppet  air  valves  on  the  sides  of  the  cylinder.  The  frame  is  of  the 
"fork"  pattern,  with  bored  guides,  or  of  the  "  duplex"  type,  with  two  single-stage 
cylinders.  These  machines  maybe  either  steam  or  belt  driven.  The  "straight 
line  "  compressors  differ  from  the  duplex  in  having  all  of  the  cylinders  in  one 
straight  line,  regardless  of  their  number. 

For  high-grade  service,  in  large  units,  the  standard  fol-m  is  the  cross-compound 
two-stage  machine,  the  low-pressure  steam  and  air  cylinders  being  located  tandem 
beside  the  high-pressure  cylinders,  and  the  air  cylinders  being  outboard,  as  in 
Fig.  86.  Ordinary  standard  machines  of  this  class  are  built  in  capacities  ranging 
up  to  6000  cu.  ft.  of  free  air  per  minute.  The  other  machines  are  usually  con- 
structed only  in  smaller  sizes,  ranging  down  to  as  small  as  100  cu.  ft.  per  minute. 

Some  progress  has  been  made  in  the  development  of  rotary  compressors  for 
direct  driving  by 
steam  turbines.     The 
efficiency  is  fully   as 
high   as    that   of    an 
ordinary     reciprocat- 
ing  compressor,   and 
the  mechanical  losses 
are    much    less.       A 
paper  by  Rice   {Jour. 
A.    S.    M.    E.   xxxiii, 
3)  describes  a  6-stage 
turbo  -  machine         at 
1650   r.  p.  m.,    direct- 
connected     to     a     4- 
stage    steam    turbine. 
With     the    low     dis- 
charge p  r  e  s- 
sure     (15    lb. 
gauge),    num- 
erous     stages 
and  intercool- 
ers,  compression  is  practically  isothermal 


j      1  ^^^^sssss§^^ 


Fig.  87.    Art.  240.  —  Sommeiller  Hydraulic  Piston  Compressor. 


240.  Hydraulic  Piston  Compressors :  Sommeiller's.  In  Fig.  87,  as  the  piston  F 
moves  to  the  right,  air  is  drawn  through  C  to  G,  together  with  coohng  water 
from  B.  On  the  return  stroke,  the  air  is  compressed  and  discharged  through  D 
and  A.     Indicator  diagrams  are  given  in  Fig.  88. 
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The  value  of  n  is  exceptionally  low,  and  clearance  expansion  almost  elimi- 
nated.    This  was  the  first  commercial  piston  compressor,  and  it  is  still  used  to  a 


s  8 

(I   II 


Fig.  88.    Art.  240. — Variable  Discharge  Pressure  Indicator  Diagrams,  Sommeiller 

Compressor. 

limited  extent  in  Europe,  the  large  volume  of  water  present  giving  effective  cool- 
ing. It  cannot  be  operated  at  high  speeds,  on  account  of  the  inertia  of  the 
water. 

The  Leavitt  hydraulic  piston  compressor  at  the  Calumet  and  Hecla  copper 
mines,  Michigan,  has  double-acting  cylinders  60  by  42  in.,  and  runs  at  25  revolu- 
tions per  minute,  a  comparatively 
high  speed.  The  value  of  n  from  the 
card  shown  in  Fig.  89  is  1.23. 

241.    Taylor  Hydraulic  Compressor. 

Water  is  conducted  through  a  vertical 
shaft  at  the  necessary  head  (2.3  ft.  per 
pound  pressure)  to  a  separating  cham- 


FiG.  89.     Art.  248.  — Cards  from  Leavitt 
Compressor. 


Fig.  90.    Art.  241.  —  Taylor  Hydraulig 
Compresssor. 
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ber.  The  shaft  is  hned  with  a  riveted  or  a  cast-iron  cyhnder,  and  at  its  top  is  a 
dome,  located  so  that  the  water  flows  downward  around  the  inner  circumference 
of  the  cyhnder.  The  dome  is  so  made  that  the  water  alternately  contracts  and 
expands  during  its  passage,  producing  a  partial  vacuum,  bj'-  means  of  which  air  is 
drawn  in  through  numerous  small  pipes.  The  air  is  compressed  at  the  tempera- 
ture of  the  water  while  descending  the  shaft.  The  separating  chamber  is  so 
large  as  to  permit  of  separation  of  the  air  under  an  inverted  bell,  from  which  it  is 
led  by  a  pipe.  The  efficiency,  as  compared  with  that  theoretically  possible  in 
isothermal  compression,  is  0.60  to  0.70,  some  air  being  always  carried  away  in 
solution.  The  initial  cost  is  high,  and  the  system  can  be  installed  only  where 
a  head  of  water  is  available.  Figure  90  illustrates  the  device  (15).  The  head  of 
water  must  be  at  least  equal  to  that  corresponding  to  the  pressure  of  air. 

The  "cycle"  of  this  type  of  compressor  may  be  regarded  as  made  up  of  two 
constant  pressure  paths  and  an  isothermal,  there  being  no  clearance  and  no  "valve 
friction." 

242.  Details  of  Construction.  The  standard  form  of  cylinderioY  large  machines 
is  a  two-piece  casting,  the  working  barrel  being  separate  from  the  jacket,  so  that 
the  former  may  be  a  good  wearing  metal  and  may  be  quite  readily  removable. 
Access  to  the  jacket  space  is  provided  through  bolt  holes. 

On  the  smaller  compressors,  the  poppet  type  of  valve  is  frequently  used  for  both 
inlet  and  discharge  (Fig.  91).     It  is  usually  considered  best  to  place  these  valves 


Fig.  91.    Art.  242.  —  Compressor  Cylinder  with  Poppet  Valves. 
(Clayton  Air  Compressor  Works.) 

in  the  head,  thus  decreasing  the  clearance.     They  are  satisfactory  valves  for  aito- 
matically  controlling  the  point  of  discharge,  excepting  that  they  are  occasionally 
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noisy  and  uncertain  in  closing,  and  if  the  springs  are  made  stiff  for  tightness,  a  con- 
siderable amount  of  power  may  be  consumed  in  opening  the  valves.  Poppet  valves 
work  poorly  at  very  low  pressures,  and  are  not  generally  used  for  controlling  the  intake 
of  air.  Some  form  of  mechanically  operated  valve  is  preferably  employed,  such  as  the 
semi-rocking  type  of  Fig.  92,  located  at  the  bottom  of  the  cylinder,  which  has  poppet 
valves  for  the  discharge  at  the  top.     For  large  units,  Corliss  inlet  valves  are  usually 

employed,  these  being 
rocking  cylindrical  valves 
running  crosswise.  As  in 
steam  engines,  they  are  so 
driven  from  an  eccentric 
and  wrist  plate  as  to  give 
rapid  ox^ening  and  closing 
of  the  port,  with  a  com- 
paratively slow  interven- 
ing movement.  They  are 
not  saitable  for  use  as 
dischai'ge  valves  in  single- 
stage  compressors,  or  in 
the  high-pressure  cylin- 
ders of  multi-stage  com- 
pressors, as  they  become 
fully  open  too  late  in  the 
stroke  to  give  a  suffi- 
ciently free  discharge. 
In  Fig.  93  Corliss  valves 
are  used  for  both  inlet 
and  discharge.  The 
auxiliary  poppet  shown 
is  used  as  a  safety  valve. 


Fig.  92. 


Art.  242.- 
Valves. 


SUCTJON 

■  Compressor  Cylinder  with  Rocking  Inlet 
(Clayton  Air  Compressor  Works.) 


Fig.  93.    Art.  242.  —  Compressor  Cylinder  with  Corliss  Valves.    (Allis-Chalmers  Co.) 
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A  gear  sometimes  used  consists  of  Corliss  inlet  valves  and  mechanically  operated 
discharge  valves,  which  latter,  though  expensive,  are  free  from  the  disadvantages 
sometimes  experienced  with  poppet  valves.  The  closing  only  of  these  valves  is 
mechanically  controlled.     Their  opening  is  automatic. 

A  common  rule  for  proportioning  valves  and  passages  is  that  the  average  velocity 
of  the  air  must  not  exceed  6000  ft.  per  minute. 


Compressed  Air  Transmission 

243.  Transmissive  Losses.  The  air  falls  in  temperature  and  pressure  in  the 
pipe  line.  The  fall  in  temperature  leads  to  a  decrease  in  volume,  which  is  further 
reduced  by  the  condensation  of  water  vapor;  the  fall  in  pressure  tends  to  increase 
the  volume.  Pearly  experiments  at  Mont  Cenis  led  to  the  empirical  formula 
F  —  0.00000936  (iv^l  -^  d),  for  a  loss  of  pressure  F  in  a  pipe  d  inches  in  diameter, 
I  ft.  long,  in  which  the  velocity  is  n  feet  per  second  (16). 

In  the  Paris  distributing  system,  the  main  pipe  was  300  mm.  in  diameter,  and 
about  f  in.  thick,  of  plain  end  cast  iron  lengths  connected  with  rubber  gaskets. 
It  was  laid  partly  under  streets  and  sidewalks,  and  j^artly  in  sewers,  involving  the 
use  of  many  bends.  There  were  numerous  drainage  boxes,  valves,  etc.,  causing 
resistance  to  the  flow  ;  yet  the  loss  of  pressure  ranged  only  from  3.7  to  5.1  lb.,  the 
average  loss  at  3  miles  distance  being  about  4.4  lb.,  these  figures  of  course  including 
leakage.  The  percentage  of  air  lost  by  leakage  was  ascertained  to  vary  from  0.38 
to  1.05,  including  air  consumed  by  some  small  motors  which  w^ere  unintentionally 
kept  running  while  the  measurements  were  made.  This  loss  would  of  course  be 
proportionately  much  greater  when  the  load  was  light. 

244.  Unwin's  Formula.  Unwin's  formula  for  terminal  pressure  after  long 
transmission  is  commonly  employed  in  calculations  for  pipe  lines  (17).     It  is. 


^-    L     mrdi' 


in  which  p  =  terminal  pressure  in  pounds  per  square  inch, 
P  =:  initial  pressure  in  pounds  per  square  inch, 
/=  an  experimental  coefficient, 
u  =  velocity  of  air  in  feet  per  second, 
L  =  length  of  pipe  in  feet, 
d  —  diameter  of  (circular)  pipe  in  feet, 
T  =  absolute  temperature  of  the  air,  F''. 

A  simple  method  of  determining/is  to  measure  the  fall  of  pressure  under  known 
conditions  of  P,  u,  T,  L,  and  d,  and  apply  the  above  formula.  Unwin  has  in  this 
way  rationalized  the  results  of  Riedler's  experiments  on  the  Paris  distributing 
system,  obtaining  values  ranging  from  0.00181  to  0.00149,  with  a  mean  value 
fzzz  0.00290.  For  pipes  over  one  foot  in  diameter,  he  recommends  the  value  0.003  ; 
for  6-inch  pipe,/=  0.00435;  for  8-inch  pipe,/=  0.004. 

Riedler  and  Gutermuth  found  it  possible  to, obtain  pipe  lengths  as  great  as 
10  miles  in  their  experiments  at  Paris.     Previous  experiments  had  been  made,  on 
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a  smaller  sc?,le,  by  Stockalper.  For  casWron  i^ipe,  a  hannoiiization  of  these 
experiments  gives /=  0.0027(1  +  0.3  d),  d  being  the  diameter  of  the  pipe  in  feet. 
The  values  of  /for  ordinary  wrought  pipe  are  probably  not  widely  diiferent.  In 
any  well-designed  plant,  the  pressure  loss  may  be  kex3t  very  low. 

245.  Storage  of  Compressed  Air.  Air  is  sometimes  stored  at  very  high  pres- 
sures for  the  operation  of  locomotives,  street  cars,  buoys,  etc.  An  important  con- 
sequence of  the  principle  illustrated  in  Joule's  porous  plug  experiment  (Art.  74) 
here  comes  into  play.  It  was  remarked  in  Art.  74  that  a  slight  fall  of  temperature 
occurred  during  the  reduction  of  pressure.  This  was  expressed  by  Joule  by  the 
formula 


F  =  0.92 


m^ 


in  which  F  was  the  fall  of  temperature  in  degrees  Centigrade  for  a  pressure 
drop  of  100  inches  of  mercury  when  2'  was  the  initial  absolute  temperature 
(Centigrade)  of  the  air.  For  air  at  70"^  F.,  this  fall  is  only  1|°  F.,  but  when  stored 
air  at  high  pressure  is  expanded  through  a  reducing  valve  for  use  in  a  motor,  the 
pressure  change  is  frequently  so  great  that  a  considerable  reduction  of  tempera- 
ture occurs.  The  efficiency  of  the  process  is  very  low;  Peabody  cites  an  instance 
(18)  in  which  with  a  reservoir  of  75  cu.  ft.  capacity,  carrying  450  lb.  pressure, 
with  motors  operating  at  50  lb.  pressure  and  compression  in  three  stages,  the 
maximum  computed  plant  efficiency  is  only  0.29.  An  element  of  danger  arises  in 
compressed  air  storage  plants  from  the  possibility  of  explosion  of  minute  traces 
of  oil  at  the  high  temperatures  produced  by  compression. 

246.  Liquefaction  of  Air  ;  Linde  Process  (19).  The  fall  of  temperature  accom- 
panying a  reduction  of  pressure  has  been  utilized  by  Linde  and  others  in  the 
manufacture  of  liquid  air.  Air  is  compressed  to  about  2000  lb.  pressure  in  a 
three-stage  machine,  and  then  delivered  to  a  cooler.  This  consists  of  a  double 
tube  about  400  ft.  long,  arranged  in  a  coil.  The  air  from  the  compressor  passes 
through  the  inner  tube  to  a  small  orifice  at  its  farther  end,  where  it  expands  into 
a  reservoir,  the  temperature  falling,  and  returns  through  the  outer  tube  of  the 
cooler  back  to  the  compressor.  At  each  passage,  a  fall  of  temperature  of  about 
37|°  C.  occurs.  The  effect  is  cumulative,  and  the  air  soon  reaches  a  temperature 
at  which  the  pressure  will  cause  it  to  liquefy  (Art.  610). 

247.  Refrigeration  by  Compressed  Air.  This  subject  will  be  more  particularly 
considered  in  a  later  chapter.  The  fall  of  temperature  accompanying  expansion 
in  the  motor  cylinder,  with  the  difficulties  which  it  occasions,  have  been  men- 
tioned in  Art.  185.  Early  in  the  Paris  development,  this  drop  of  temperature  was 
utilized  for  refrigeration.  The  exhaust  air  was  carried  through  flues  to  wine 
cellars,  where  it  served  for  the  cooling  of  their  contents,  the  production  of  ice,  etc. 
In  some  cases,  the  refrigerative  effect  alone  is  sought,  the  performance  of  work 
during  the  expansion  being  incidental. 

(1)  As  text  books  on  the  commercial  aspects  of  this  subject  Peele's  Compressed  Air 
Plant  (John  Wiley  &  Sons)  and  Wightman's  Compressed  Air  (American  School  of 
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Correspondence,  1909),  may  be  consulted,  (la)  Riedler,  Neue  Erfahrungen  ilber 
die  Kraftversorgung  von  Paris  durch  Druckluft,  Berlin,  1891.  (2)  Pernolet  {L'Air 
Comprime)  is  the  standard  reference  on  this  work.  (3)  Experiments  upon  Trans- 
mission, etc.  (Idell  ed.),  1903,  98.  (4)  Unwin,  op.  cit.,  18  et  seq.  (5)  Unwin, 
op.  cit.,  32.  (6)  Graduating  Thesis,  Stevens  Institute  of  Technology,  1891.  (7) 
Unwin,  op.  cit.,  48.  (8)  Op.  cit.,  109.  (9)  Unwin,  op.  cit.,  48,  49;  some  of  the 
final  figures  are  deduced  from  Kennedy's  data.  (10)  Power,  February  23,  1909, 
p.  382.  (11)  Development  and  Transmission  of  Power,  182,  (12)  Engineering  A'cws, 
March  19,  1908,  325.  (13)  Peabody,  Thermodynamics,  1907,  378.  (14)  Ibid., 
375.  (15)  Hiscox,  Compressed  Air,  1903,  273.  (16)  Wood,  Thermodynamics,  1905, 
306.  (17)  Transmission  by  Compressed  Air,  etc.,  68;  modified  as  by  Peabody. 
(18)  Thermodynamics,  1907,  393,  394.  (19)  Zeuner,  Technical  Thermodynamics 
(Klein);   II,  303-313:   Trans.  A.  S.  M.  E.,  XXI,  156. 


SYNOPSIS   OF   CHAPTER   IX 

The  use  of  compressed  cold  air  for  power  engines  and  pneumatic  tools  dates  from  1860. 

The  Air  Engine 

The  ideal  air  engine  cycle  is  bounded  by  two  constant  pressure  lines,  one  constant 
volume  line,  and  a  polytropic.  In  practice,  a  constant  volume  drop  also  occurs 
after  expansion. 

Work  formulas : 

pv+pv\oge-~qV;  pv +P^  ~  ^^^  -  qV;  pvloge-;  (pv-PV)(-^]' 
V  n  —  1  V  \y  —  IJ 

Preheaters  prevent  excessive  drop  of  temperature  during  expansion ;  the  heat  em- 
ployed is  not  wasted. 

Cylinder  volume  =  33,000  NBt  -^2n  Up,  ignoring  clearance. 

To  ensure  quiet  running,  the  exhaust  valve  is  closed  early,  the  clearance  air  acting  as  a 
cushion.    This  modifies  the  cycle. 

Early  closing  of  the  exhaust  valve  also  reduces  the  air  consumption. 

Actual  figures  for  free  air  consumption  range  from  40O  to  24OO  cu.  ft.  per  Ihp-hr. 

Hie  Compressor 

The  cycle  differs  from  that  of  the  engine  in  having  a  sharp  "  toe"  and  a  complete  clear- 
ance expansion  curve. 

Economy  depends  largely  on  the  shape  of  the  compression  curve.  Close  approximation 
to  the  isothermal,  rather  than  the  adiahatic,  should  be  attained,  as  during  expan- 
sion in  the  engine.  This  is  attempted  by  air  cooling,  jet  and  spray  injection  of 
water,  and  jacketing.     Water  required=^  C—H-^  (S—s). 

HQieatto  he  abstracted)  =  -Zllrf^Vir  -  l]  +  ^I1_  JL^f^^^ 
?i-iLVp/  J    y-i    y-i\pJ 

Multi-stage  operation  improves  the  compression  curve   most  notably  and  is  in  other 

respects  beneficial. 
Intercooling  leads  to  friction  losses  but  is  essential  to  economy ,'  must  be  thorough. 
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Work,  neglecting  clearance  (single  cylinder),  =  TF=  ^-'^\  l^]^  —  ll- 

The  area  under  the  compression  curve  is  called  the  v^ork  of  compression. 
Minimnm  work,  in  two-stage  compression,  is  obtained  when  P^  =  qp. 

Engine  and  Compressor  Belations 

Compressive  efficiency :  ratio  of  engine  work  to  compressor  work  ;  0.5  to  0.9. 
Ilechanical  efficiency :  ratio  of  work  in  cylinder  and  work  at  shaft ;  0.80  to  0.90. 
Cylinder  efficiency :  ratio  of  ideal  diagram  area  and  actual  diagram  area  ;  0.70  to  0.90. 
Plant  efficiency  :  ratio  of  work  delivered  by  air  engine  to  work  expended  at  compressor 

shaft ;  0.£5  to  0.4-5  ;  theoretical  maximum,  1.00. 
The  combined  ideal  entropy  diagram  is  bounded  by  two  constant  pressure  curves  and 

two  polytropics.     The  economy  of  thorough  intercooling  with  multi-stage  operation 

is  shown  ;  as  is  the  importance  of  a  loio  exponent  for  the  polytropics.     With  very 

cold  water,  the  net  power  consumption  might  be  negative. 

Compressor  Capacity 

Volumetric  efficiency = ratio  of  free  air  drawn  in  to  piston  displacement ;  it  is  decreased 
by  excessive  clearance,  suction  friction,  heating  during  suction,  and  installation  at 
high  altitudes.  Long  stroke  compressors  have  proportionately  less  clearance. 
Water  may  be  used  to  Jill  the  clearance  space :  multi-stage  operation  makes 
clearance  less  detrimental ;  refrigeration  of  the  entering  air  increases  the  volumet- 
ric efficiency.  Its  value  ranges  ordinarily  from  0.70  to  0.92.  Suction  friction 
and  clearance  also  decrease  the  cylinder  efficiency,  as  does  discharge  friction. 

Compressor  Design 
Theoretical  vision  displacement  per  stroke  =  -^ — ,  or  including  clearance, 


2nPt  ■    L        m\r 


mj 


to  be  increased  5  to  10  per  cent  in  practice. 
In  a  multi-stage  compressor  with  perfect  intercooling,  the  cylinder  volumes  are  inversely 

as  the  suction  pressures. 
The  povi^er  consumed  in  compression  may  be  calculated  for  any  assumed  compressive 

path. 
A  typical  problem  shows  a  saving  of  1£  per  cent  by  two-stage  compression. 
The  '■''  vacuum  pump''''  used  with  a  condenser  is  an  air  compressor. 

Commercial  Types  of  Compressing  Machinery 

Classification  is  by  number  of  stages,  type  oi  frame  or  valves,  or  method  of  driving. 
Governing  is  accomplished  by  changing  the  speed,  the  suction,  or  the  discharge  pressure. 
Commercial  types  include  the  single,  duplex,  straight  line  and  cross-compound  two-stage 

forms,  the  last  having  capacities  up  to  6000  cu.  ft.  per  minute.     Some  progress  has 

been  made  with  turho-compressors. 
Hydraulic  piston  compressors  give  high  efficiency  at  low  speeds. 
The  Taylor  hydraulic  compressor  gives  efficiencies  up  to  0.6D  or  0.70. 
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Cylinder  barrels  and  jackets  are  separate  castings.     Access  to  water  space  must  be 

provided. 
Poppet^  mechanical  inlet,  Corliss^  and  mechanical  discharge  valves  are  used. 

Compressed  Air  Transmission 
Loss  in  pressure  =  0.00000936r2^^cZ. 

In  Paris,  the  total  loss  in  3  miles,  including  leakage,  was  4-4  tt>.  ;  the  percentage  of  leak- 
age was  0.38  to  1.05,  including  air  unintentionally  supplied  to  consumers. 

Unwinds  formula;  p  =  p\  ^-t^^-jT]  |    •   ^^^^  ^^^^^  of /=0.0029.  /=  0.0027(1+0. 3d). 

Stored  high  pressure  air  may  be  used  for  driving  motors,  but  the  efficiency  is  low. 
The  fall  of  temperature  induced  by  throttling  may  be  u.sed  cumulatively  to  liquefy  air. 
The  fall  of  temperature  accompanying  expansion  in  the  engine  may  be  employed  for 
refrigeration. 

PROBLEMS 

1.  An  air  engine  works  between  pressures  of  180  lb.  and  15  lb.  per  square  inch, 
absolute.  Find  the  work  done  per  cycle  with  adiabatic  expansion  from  v  =  1  to  V=  4, 
ignoring  clearance.  By  what  percentage  would  the  work  be  increased  if  the  expansion 
curve  were  PV^-^-=c  ?     (Ans.,  44,800  ft.  lb;  4.3  %.) 

2.  The  expansion  curve  is  PF^-^  =c,  the  pressure  ratio  during  expansion  7  :  1,  the 
initial  temperature  100°  F.  Find  the  temperature  after  expansion.  To  what  tempera- 
ture must  the  entering  air  be  heated  if  the  final  temperature  is  to  be  kept  above  32°  F.  ? 

(Ans.,  -103°  F.;  310°  F.) 

3.  Find  the  cylinder  dimensions  for  a  double-acting  100  hp.  air  engine  with  clear- 
ance 4  per  cent,  the  exhaust  pressure  being  15  lb.  absolute,  the  engine  making  200 
r.  p.  m.,  the  expansion  and  compression  curves  being  PV^-^^  =  c,  and  the  air  being 
received  at  160  lb.  absolute  pressure.  Compression  is  carried  to  the. maximum  pres- 
sure, and  the  piston  speed  is  400  ft.  per  minute.  A  10-lb.  drop  of  pressure  occurs  at 
the  end  of  expansion.  (Allow  a  10  per  cent  margin  over  the  theoretical  piston  dis- 
placement.)    {Ans.,  13.85  ins.  by  12.0  ins.) 

4.  Estimate  the  free  air  consumption  per  Ihp.-hr.  in  the  engine  of  Problem  3. 

{Ans.,  612  cu.  ft.) 

5.  A  hydrogen  compressor  receives  its  supply  at  70°  F.  and  atmospheric  pressure, 
and  discharges  it  at  100  lb.  gauge  pressure.  Find  the  temperature  of  discharge,  if  the 
compression  curve  is  PV^-^^=c.     {Ans.,  412°  F.) 

6.  In  Problem  5,  what  is  the  percentage  of  power  wasted  as  compared  with  iso- 
thermal compression,  the  cycles  being  like  CBAD,  Fig.  57  ? 

7.  In  Problem  3,  the  initial  temperature  of  the  expanding  air  being  100°  F.,  find 
what  quantity  of  heat  must  have  been  added  during  expansion  to  make  the  path 
p]fAi.35  =  c  rather  than  an  adiabatic.  Assuming  this  to  be  added  by  a  water  jacket,  the 
water  cooling  through  a  range  of  70°,  find  the  weight  of  water  circulated  per  minute. 

8.  Find  the  receiver  pressures  for  minimum  work  in  two  and  four-stage  compres- 
sion of  atmospheric  air  to  gauge  pressures  of  100,  125,  150,  and  200  lb. 

9.  What  is  the  minimum  work  expenditure  in  the  cycle  compressing  free  air  at 
70°  F.  to  100  lb.  gauge  pressure,  per  pound  of  air,  along  a  path  PV^-^^  =  c,  clearance 
being  ignored  ?     {Ans.,  76,600  ft.  lb.) 

10.  Find  Ihe  cylinder  efficiency  in  Problem  3,  the  pressure  in  the  pipe  line  being 
165  lb.  absolute.     {Ans.,  62.5%.) 

11.  Sketch  the  entropy  diagram  for  a  four-stage  compressor  and  two-stage   air 
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engine,  in  which  n  is  1,3  for  the  compressor  and  1.4  for  the  engine,  the  air  is  inade- 
quately intercooled,  perfectly  aftercooled,  and  inadequately  preheated  between  the 
engine  cylinders.  Compare  with  the  entropy  diagram  for  adiahatic  paths  and  perfect 
intercooling  and  such  preheating  as  to  keep  the  temperature  of  the  exhaust  above  32°  E. 

12.  Find  the  cylinder  dimensions  and  theoretical  power  consumption  of  a  single- 
acting  single-stage  air  compressor  to  deliver  8000  cu.  ft.  of  free  air  per  minute  at 
180  lb.  absolute  pressure  at  60  r.  p.  m.,  the  intake  air  being  at  13.0  lb.  absolute  press- 
ure, the  piston  speed  640  ft.  per  minute',  clearance  3  per  cent,  and  the  expansion  and 
compression  curves  following  the  law  PFi-3i  =  c.     {Ans.,  80  by  64  in.) 

13.  AVith  conditions  as  in  Problem  12,  find  the  cylinder  dimensions  and  power 
consumption  if  compression  is  in  two  stages,  intercooling  is  perfect,  and  2  lb.  of  fric- 
tion loss  occurs  between  the  stages.  -   {Ans.,  74  by  38  by  64  in.) 

14.  The  cooling  water  rising  from  68°  F.  to  89°  F.  in  temperature,  in  Art.  233, 
find  the  water  consumption  in  gallons  per  minute.     (Ans.,  170.) 

15.  Find  the  water  consumption  for  jackets  and  intercooling  in  Art.  234,  the  range 
of  temperature  of  the  water  being  from  47°  to  68°  F.     {Ans.  714  gal.  per  min.) 

16.  Find  the  cylinder  volume  of  a  pump  to  maintain  26"  vacuum  when  pumping 
100  lb.  of  air  per  hour,  the  initial  temperature  of  the  air  being  110°  F.,  compression 
and  expansion  curves  PFi-28  =  c,  clearance  6  per  cent.,  and  the  pump  having  two 
double-acting  cyli-'iders.     The  speed  is  60  r.  p.  m.     Pipe  friction  may  be  ignored. 

17.  Compare  the  Riedler  and  Gutermuth  formula  for  /  (Art.  244)  with  Un win's 
values.     What  apparent  contradiction  is  noticeable  in  the  variation  of  /  with  d  ? 

18.  In  a  compressed  air  locomotive,  the  air  is  stored  at  2000  lb,  pressure  and  de- 
livered to  the  motor  at  100  lb.  Find  the  temperature  of  the  air  delivered  to  the 
motor  if  that  of  the  air  in  the  reservoir  is  80°  F.,  assuming  that  the  value  of  F  (Art. 
245)  is  directly  proportional  to  the  pressure  drop. 

19.  With  isothermal  curves  and  no  friction,  transmission  loss,  or  clearance,  what 
would  be  the  combined  efficiency  from  compressor  to  motor  of  an  air  storage  system 
in  which  the  storage  pressure  was  450  lb.  and  the  motor  pressure  50  lb.?  The  tem- 
perature of  the  air  is  80°  F.  at  the  motor  reducing  valve,  (Assume  that  the  formula  in 
Art,  245  holds,  and  that  the  temperature  drop  is  a  direct  function  of  the  pressure  drop,) 

20.  Find  by  the  Mont  Cenis  formula,  the  loss  of  pressure  in  a  12-in.  pipe  2  miles 
long  in  which  the  air  velocity  is  32  ft.  per  second.  Compare  with  Unwin's  formula, 
using  the  Riedler  and  Gutermuth  value  for/,  assuming  P  =  80,  T=70°  F. 

21.  Find  the  free  air  consumption  per  Ihp.-hr.  if  the  action  of  the  engine  in  Art. 
190  is  modified  as  suggested  in  Art.  191. 

22.  Find  under  what  initial  pressure  condition,  in  Art.  183,  an  output  of  1.27 
Ihp.  may  theoretically  be  obtained  from  890  cu.  ft.  of  free  air  per  hour,  the  exhaust 
pressure  being  that  of  the  atmosphere,  and  the  expansive  path  being  (a)  isothermal, 
(6)  adiabatic.     {Ans.,  (a),  56  lb.  absolute.) 

23.  A  compressor  having  a  capacity  of  500  cu.  ft.  of  free  air  per  minute  {p=  14.7, 
t  =  70°)  is  required  to  fill  a  700  cu.  ft.  tank  at  a  pressure  of  2500  lb,  per  square  inch. 
How  long  will  this  require,  if  the  temperature  in  the  tank  is  140°  at  the  end  of  the 
operation,  and  the  discharge  pressure  is  constant? 

24.  In  Problem  16,  what  is  the  theoretical  minimum  amount  of  power  that  might 
be  consumed,  with  no  clearance  and  no  abstraction  of  heat  during  compression?  How 
does  this  compare  with  the  power  consumption  in  the  actual  case? 

25.  A  Taylor  hydraulic  compressor  (Art.  241),  with  water  at  40°,  compresses  air 
to  50  lb.  gauge  pressure.  If  the  efficiency  is  0.65  of  that  possible  in  isothermal  compres- 
sion, find  the  horse  power  consumed  in  compressing  4000  cu.  ft.  of  free  air  per  minute. 


CHAPTER   X 

HOT-AIR  ENGINES 

248.  General  Considerations.  From  a  teclinical  standpoint,  the  class  of 
air  engines  includes  all  heat  motors  using  any  permanent  gas  as  a  working 
substance.  For  convenience,  those  engines  in  which  the  fuel  is  ignited 
inside  the  cylinder  are  separately  discussed,  as  internal  combustion  or  gas 
engines  (Chapter  XI).  The  air  engine  proper  is  an  external  combustion 
engine,  although  in  some  types  the  products  of  combustion  do  actually 
enter  the  cylinder;  a  point  of  mechanical  disadvantage,  since  the  corro- 
sive and  gritty  gases  produce  rapid  wear  and  leakage.  The  air  engine 
employs,  usually,  a  constant  mass  of  working  substance,  i.e.,  the  same 
body  of  air  is  alternately  heated  and  cooled,  none  being  discharged  from 
the  cylinder  and  no  fresh  supply  being  brought  in;  though  this  is  not 
always  the  case.  Such  an  engine  is  called  a  '^  closed  "  engine.  Any 
fuel  may  be  employed;  the  engines  require  little  attention;  there  is 
no  danger  of  explosion. 

Modern  improvements  on  the  original  Stirling  and  Ericsson  forms  of 
air  engine,  while  reducing  the  objections  to  those  types,  and  giving 
excellent  results  in  fuel  economy,  are,  nevertheless,  Hmited  in  their 
application  to  small  capacities,  as  for  domestic  pumping  service.  The 
recent  development  of  the  gas  engine  (Chapter  XI)  has  further  served 
to  minimize  the  importance  of  the  hot-air  cycle. 

In  air,  or  any  perfect  gas,  the  temperature  may  be  varied  independ- 
ently of  the  pressure ;  consequently,  the  limitation  referred  to  in  Art.  143 
as  applicable  to  steam  engines  does  not  necessarily  apply  to  air  engines, 
which  may  work  at  much  higher  initial  temperatures  than  any  steam  en- 
gine, their  potential  efficiency  being  consequently  much  greater.  When 
a  specific  cycle  is  prescribed,  however,  as  we  shall  immediately  find,  pres- 
sure limits  may  become  of  importance. 

249.  Capacity.  One  objection  to  the  air  engine  arises  from  the  ex- 
tremely slow  transmission  of  heat  through  metal  surfaces  to  dry  gases. 
This  is  partially  overcome  in  various  ways,  but  the  still  serious  objection 
is  the  small  capacity  for  a  given  size.  If  the  Carnot  cycle  be  plotted  for 
one  pound  of  air,  as  in  Fig.  94,  the  enclosed  work  area  is  seen  to  be  very 
small,  even  for  a  considerable  range  of  pressures.  The  isothermals  and 
adiabatics  very  nearly  coincide.  For  a  given  output,  therefore,  the  air  en- 
gine must  be  excessively  large  at  anything  like  reasonable  maximum  pres- 
sures. In  the  Ericsson  engine  (Art.  269),  for  example,  although  the  cycle 
was  one  giving  a  larger  work  area  than  that  of  Carnot,  four  cylinders 
were  required,  each  having  a  diameter  of  14  ft.  and  a  stroke  of  6  ft.;  it 
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was  estimated  that  a  steam  engine  of  equal  power  would  have  required 
only  a  single  cylinder,  4  ft.  in  diameter  and  of  10-ft.  stroke,  running  at  17 
revolutions  per  minute  and  using  4  lb.  of  coal  per  horse  power  per  hour. 
The  air  engine  ran  at  9  r.  p.  m.,  and  its  great  bulk  and  cost,  noisiness  an  J 
rapid  deterioration,  overbore  the  advantage  of  a  much  lower  fuel  con- 
sumption, 1.87  lb.  of  coal  per  hp.hr.  At  the  present  time,  with  increased 
p 
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Fig.  94.     Arts.  249,  250.  —  Caruot  Cycle  for  Air. 

steam  pressures  and  piston  speeds,  the  equivalent  steam  engine  would 
be  still  smaller. 

250.  Carnot  Cycle  Air  Engine.  The  efficiency  of  the  cycle  shown  in 
Fig.  94  has  already  been  computed  as  (T —  t)  ~  T  (Art.  135).  The  work 
done  per  cycle  is,  from  Art.  135, 


Tf  =ie   rw 


Hog, 


^        j=R{T-t)\oge~-R{T-t)\og,-f. 


Another  expression  for  the  work,  since 

^1    : 


z^=^Vs  >F=fl(7'-0  logeg. 
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But  from  Art.  104, 


P->_fT 


i/-i 


,  whence 


P.  =  P. 


■'and  TF=i?(T-01og,  5^^ 


t\y-^ 


This  can  have  a  positive  value  only  v/hen  ~~{  —  y^^  exceeds  unity  ;  which 


is  possible  only  when  — ^  exceeds 


Now  since  P^  and  Pg  are  the 


limiting  pressures  in  the  cycle,  and  since  for  air  ?/ ^  (y  —  1)  =  3.486,  the 
minimum  necessary  ratio  of  pressures  increases  as  the  3.486  power  of  the  ratio 
of  temperatures.*  This  alone  makes  the  cycle  impracticable.  In  Fig.  94, 
the  pressure  range  is  from  14.7  to  349.7  lb.  per  square  inch,  although  the 
temperature  range  is  only  100°. 

Besides  the  two  objections  thus  pointed  out — large  size  for  its 
capacity  and  extreme  pressure  range  for  its  efficiency — the  Carnot  engine 
would  be  distinguished  by  a  high  ratio  of  maximum  to  average 
pressure;    a  condition  which  would  make  friction  losses  excessive. 

251.  Polytropic  Cycle.  In  Fig.  95,  let  T,  t  be  two  isothermals,  eh  and  dftwo 
like  polytropic  curves,  following  the  law  pv''  —  c,  and  ed  and  hf  two  other  like 
polytropic  curves,  following  the  law  pv^  =  c. 
Then  ehfd  is  a  polytropic  cijcle.     Let  T,  i^  P^,  P^ 


be  given.      Then    T^=  T 


Tn  the  en- 
tropy diagram, 
Fig.  96,  locate  the 
isothermals  T,  t, 
Tg.  Clioose  the 
point  e  at  random. 
From  Art.  Ill,  the 
specific  heat  along 
a  path  pv^  =  c  is 
n  —  y^ 


and 


Fig.  95.     Arts.  251,  2.T),  Prob.  4a. 
—  Polytropic  Cycle. 


Fig.  96 


Arts.  251,  256. 
tropic  Cycle. 


Poly- 


from   Art.    163,  the  increase  of   entropy  when  the 
specific    heat    is    5,    in    passing     from   e   to    h,    is 


N  =  s  log, 


This  permits  of  plotting  the  curve 


'TAv~i 


*It  has  been  shovm  that  -^=  /— M  "    ".     But  P^kP^,  if  a  finite  work  area  is  to 


y 
be  obtained;  hence  ^<  (^| 


The  efficiency  of  the  Camot  cycle  may  of  course 
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eh  in  successive  short  steps,  in  Fig.  96.     Along  ed,  similarly,  s^  =  iT- ^  |  and 

rp  \m  —  \j 

iV^  =5jloge— ^  between  d   and  e.     We  complete  the  diagram  by  drawing  6/ and 

df,  establishing  the  point  of  intersection  which  determines  the  teraperatm'e  at  /. 
We  find  Tf:Ti,::Ta:  T,.     The  efficiency  is  equal  to  _^ML,  or  to 

\nelx  +  xbfN  -  ydfN  -  nedyl  -4-  \iiehx  +  xbfN^ 

_  a(n  -  n)  +  ^1  (n  -  Tf)  -  s(Tf  -  Tg)  -  ,^(Te  -  Td) 
6(n  -  Te)  +s,{T,-  Tf) 


=  1 


s(Tb-  Te)  +s^{n-  Tj) 


the  negative  sign  of  the  specific  heat  s-^  being  disregarded. 

252.  Lorenz  Cycle.  In  Fig.  97  let  dg  and  hh  be  adiabatics,  and  let  the  curves 
gh  and  dh  be  poly  tropics,  but  unlike,  the  former  having  the  exponent  n,  and  the 
latter  the  exponent  q.     This  constitutes  the  cycle  of  Lorenz.     AVe  find  the  tempera- 


FiG.  97.    Arts.  252,  250,  Prob.  5.— 
Lorenz  Cycle. 


Fig.  98.    Arts.  252,  256.— Lorenz  Cycle, 
Entropy  Diagram. 


ture  at  g  as  in  Art.  251,  and  in  the  manner  just  described  plot  the  curves  gh  and 
dh  on  the  entropy  diagram.  Fig.  98,  Pg,  Pi,  T^,  Td,  n  and  q  being  given,  dg  and 
hh  of  course  appear  as  vertical  straight  lines.     The  efficiency  is 

Sn{n-  T,)  -s,(T,-  Td) 
sn(n-  T,) 

253.  Reitlinger  Cycle.  This  appears  as  aicj,  Figs.  99  and  100.  It  is  bounded 
by  two  isothermals  and  two  like  polytropics  (isodiabatics).  The  Carnot  is  a  special 
example  of  this  type  of  cycle.  To  plot  the  entropy  diagram,  Fig.  100,  we  assume 
the  ratio  of  pressures  or  of  volumes  along  ai  or  cj.     Let  Va  and  Vi  be  given.     Then 

the  gain  of  entropy  from  a  to  i  is  (PaVa  loge-^  j  -^T.     The  curves  ic  and  aj  are 
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plotted  for  the  given  value  of  the  exponent  n.     This  is  sometimes  called  the  isodia- 
batic  cycle.     Its  efficiency  is 

which  may  be  expanded  as  in  Arts.  251,  252. 


Fig. 


Arts.  253,  256.- 
linger  Cycle. 


■Reit- 


FiG.  100.     Arts.  253,  256,  257,  258 
'        '        '        > 

259. — Eeitlinger  Cycle,  Entropy 
Diagram. 


254.  Joule  Engine.  An  air  engine  proposed  by  Ericsson  as  early  as 
1833,  and  revived  by  Joule  and  Kelvin  in  1851,  is  shown  in  Fig.  101.  A 
chamber  C  contains  air  kept  at  a  low  temperature  t  by  means  of  circulating 
water.  Another  chamber  A  contains  hot  air  in  a  state  of  compression, 
the  heat  being  supplied  at  a  constant  temperature  T  by  means  of  an  ex- 
ternal furnace  (not  shown).     Jf  is  a  pump  cylinder  by  means  of  which  air 
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Fig.  101.     Arts.  254,  255,  275.— Joule  Air  Engine. 

may  be  delivered  from  (7  to  A,  and  iVis  an  engine  cylinder  in  which  air 
from  A  may  be  expanded  so  as  to  perform  work.  The  chambers  A  and  Q 
are  so  large  in  proportion  to  M  and  N  that  the  pressure  of  the  air  in  these 
chambers  remains  practically  constant. 
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The  pump  3f  takes  air  from  C,  compresses  it  adiabatically,  until  its 
pressure  equals  that  in  A,  then,  the  valve  v  being  opened,  delivers  it  to  A 

at  constant  pressure.  The  cycle 
is  fdoe,  Pig.  102.  In  this  special 
modification  of  the  polytropic 
cycle  of  Art.  251,  fd  represents 
the  drawing  in  of  the  air  at  con- 
stant pressure,  do  its  adiabatic 
compression,  and  oe  its  discharge 
to  A.  Negative  work  is  done, 
equal  to  the  area  fdoe.  Concur- 
rently with  this  operation,  hot 
air  has  been  flowing  from  ^  to  A^ 
through  the  valve  u,  then  expand- 
ing adiabatically  while  u  is  closed ;  finally,  when  the  pressure  has  fallen 
to  that  in  C,  being  discharged  to  the  latter  chamber,  the  cycle  being  ehqf, 
Fig.  102.  Positive  work  has  been  done,  and  the  net  positive  ivork  per- 
formed by  the  whole  apparatus  is  ehqf  —  fdoe  —  obqd. 


Fig.  102.    Arts.  254,  255,  256.— Joule  Cycle. 


255.  Efficiency  of  Joule  Engine.  We  will  limit  our  attention  to  the  net 
cycle  obqd.  The  heat  absorbed  along  the  constant  pressure  line  ob  is 
H,,,=  k{T-  T,).     The   heat  rejected  along  qd  is    H^a  =  KT,-t)'     But 


from  Art.  251, 


T  T 

— ,  whence,  — '- 


— -  =  —  ,  and  the  efficiency  is 


Hnh  —  H, 


qd 


H. 


=  1 


Hqd 


l_fcl=l 


~T 


This  is  obviously  less  than  the 
efficiency  of  the  Caruot  cycle 
between  T  and  t.  The  entropy 
diagram  may  be  readily  drawn 
as  in  Pig.  103.  The  atmos- 
phere may  of  course  take  the 
place  of  the  cold  chamber  C, 
a  fresh  supply  being  drawn  in 
by  the  pump  at  each  stroke,  and 
the  engine  cylinder  likewise 
discharging  its  contents  to  the 
atmosphere.  The  ratio /cZ  ^ /g, 
in  Pig.  102,  shows  the  necessary  ratio  of  volumes  of  pump  cylinder  and 
engine  cylinder.  The  need  of  a  large  pump  cylinder  would  be  a  serious 
drawback  in  practice ;  it  would  make  the  engine  bulky  and  expensive,  and 


Fig.  103. 


Arts.  255,  256.— Joule  Cycle,  Entropy 
Diagram. 
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would   lead   to  an  excessive  amount  of  mechanical  friction, 
engine  has  never  been  constructed. 


The  Joule 


256.  Comparisons.  The  cj^cles  just  described  have  been  grouped 
ill  a  single  illustration  in  Fig.  104.  Here  we  have,  between  the 
temperature  limits  T  and  ^,  the  Carnot  cycle,  ahcd ;  the  polytropic 
cycle,  dehfi  the  Lorenz 
cycle,  dghh ;  that  of  Reit- 
linger^  aicj ;  and  that  of 
Joule,  ohqd.  These  illus- 
trations are  lettered  to 
correspond  with  Figs. 
95-100,  102,  103.  A 
graphical  demonstration 
that  the  Carnot  cycle  is 
the  one  of  maximum 
efficiency  suggests  itself. 
We  now  consider  the 
most  successful  attempt 
yet  made  to  evolve  a  cycle 
having  a  potential  effi- 
ciency equal  to  that  of 
Carnot. 

257.  Regenerators. 
By  reference  to  Fig.  100, 
it  may  be  noted  that  the 
heat  areas  under  aj  and 
ic  are  equal.  The  heat 
absorbed  along  the  one 
path  is  precisely  equal  to 
that  rejected  along  the 
other.  This  fact  does 
not  prevent  the  efficiency 
from  being  less  than  that 
of  the  Carnot  cycle,  for 
efficiency  is  the  quotient 
of  work  done  by  the  gross 
heat  absorption.  If,  however,  the  heat  under  ic  were  absorbed 
not  from  the  working  substance,  and  that  under  ja  were  rejected 


N 

Fig.  104.    Arts.  256,  266.  — Hot-air  Cycles. 
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not  to  the  condenser ;  but  if  some  intermediate  body  existed  having  a 
storage  capacity  for  heat,  such  that  the  heat  rejected  to  it  along  ja 
could  be  afterward  taken  u-pfrom  it  along  ie,  then  we  might  ignore 
this  quantity  of  heat  as  affecting  the  expression  for  efficiency,  and  the 
cycle  would  be  as  efficient  as  that  of  Carnot.  The  intermediate  body 
suggested  is  called  a  regenerator. 

258.  Action  of  Regenerators.  Invented  by  Kobert  Stirling  about  1816,  and 
improved  by  James  Stirling,  Ericsson,  and  Siemens,  the  present  form  of  regener- 
ator may  be  regarded  as  a  long  pipe,  the  walls  of  which  have  so  large  a  capacity 
for  heat  that  the  temperature  at  any  point  remains  practically  constant.  Through 
this  pipe  the  air  flows  in  one  direction  when  working  along  ic,  Fig.  100,  and 
in  the  other  direction  while  working  along  ja.  The  air  encounters  a  gradually 
changing  temperature  as  it  traverses  the  pipe. 

Let  hot  exhaust  air,  at  i,  Fig.  100,  be  delivered  at  one  end  of  the  regenerator. 
Its  temperature  begins  to  fall,  and  continues  falling,  so  that  when  it  leaves  the 
regenerator  its  temperature  is  that  at  c,  usually  the  temperature  of  the  atmosphere. 
The  temperature  at  the  inlet  end  of  the  regenerator  is  then  T,  that  at  its  outlet  t. 
During  the  admission  of  fresh  air,  along  jw,  it  passes  through  the  regenerator  in 
the  opposite  direction,  gradually  increasing  in  temperature  from  t  to  T,  witJwut 
appreciably  affecting  the  temperature  of  the  regenerator.  Assuming  the  capacity  of 
the  regenerator  to  be  unlimited,  and  that  there  are  no  losses  by  conduction  of  heat 
to  the  atmosphere  or  along  the  material  of  the  regenerator  itself,  the  process  is 
strictly  reversible.  We  may  cause  either  the  volume  or  the  pressure  to  be  either 
fixed  or  variable  according  to  some  definite  law,  during  the  regenerative  move- 
ment.    Usually,  either  the  pressure  or  the  volume  is  kept  constant. 

As  actually  constructed,  the  regenerator  consists  of  a  mass  of  thin  perforated 
metal  sheets,  so  arranged  as  not  to  obstruct  the  flow  of  air.  Some  waste  of  heat 
always  accompanies  the  regenerative  process ;  in  the  steamer  Ericsson,  it  was  10 
per  cent  of  the  total  heat  passing  through.  Siemens  appears  to  have  reduced  the 
loss  to  5  per  cent. 

259.  Influence  on  Efficiency.  Any  cycle  bounded  by  a  pair  of 
isothermals  and  a  pair  of  like  poly  tropics  (Reitliriger  cycle),  if  worked 
with  a  regenerator,  has  an  efficiency  ideally  equal  to  that  of  the 
Carnot  cycle.  To  be  sure,  the  heated  air  is  not  all  taken  in  at  T, 
nor  all  rejected  at  t;  but  the  heat  absorbed  from  the  source  is  all 
at  T,  and  that  rejected  to  the  condenser  is  all  at  t.  The  regenerative 
operations  are  mutually  compensating  changes  which  do  not  affect 
the  general  principle  of  efficiency  under  such  conditions.  The  heat 
paid  for  is  only  that  under  the  line  ai,  Fig.  100.  The  regenerator 
thus  makes  the  efficiency  of  the  Carnot  cycle  obtainable  by  actual  heat 
engines. 
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As  will  appear,  the  cycles  in  which  a  regenerator  is  commonly  employed  are 
not  otherwise  particularly  efficient.  Their  chief  advantage  is  in  the  large  work 
area  obtained,  which  means  incremed  capacity  of  an  engine  of  given  dimensions. 
For  highest  efficiency,  the  regenerator  must  be  added. 


260.  The  Stirling  Engine.  This  important  type  of  regenerative  air  engine 
was  covered  by  patents  dated  1827  and  1840,  by  Robert  and  James  Stirling.  Its 
action  is  illustrated  in  Fig.  105.  G  is  the  engine 
cylinder,  containing  the  piston  H,  and  receiving 
heated  air  through  the  pipe  F  from  the  vessel  A  A. 
in  which  the  air  is  alternately  heated  and  cooled. 
The  vessel  A  A  is  made  with  hollow  walls,  the  inner 
lining  being  marked  aa.  The  hemispherical  lower 
portion  of  the  lining  is  perforated ;  while  from  A  A 
up  to  CC  the  hollow  space  constitutes  the  regener- 
ator, being  filled  with  strips  of  metal  or  glass.  The 
plunger  E  fits  loosely  in  the  machined  inner  shell 
aa.  This  plunger  is  hollow  and  filled  with  some 
non-conducting  material.  The  spaces  DD  contain 
the  condenser,  consisting  of  a  coil  of  small  copper 
pipe,  through  which  water  is  circulated  by  a  sepa- 
rate pump.  An  air  pump  discharges  into  the  pipe 
F  the  necessary  quantity  of  fresh  air  to  compensate 
for  any  leakage,  and  this  is  utilized  in  some  cases 
to  maintain  a  pressure  which  is  at  all  stages  con- 
siderably above  that  of  the  atmosphere.  The  furnace  is  built  about  the  bottom 
ABA  of  the  heating  vessel. 


Fig.  105.      Arts.  260,  261,  262, 
263,  264.  — Stirling  Engine. 


261.  Action  of  the  Engine.  Let  the  plunger  E  and  the  piston  H  be  in  their 
lowest  positions,  the  air  above  E  being  cold.  The  plunger  E  is  raised,  causing 
air  to  flow  from  X  downward  through  the  regenerator  to  the  space  b,  while  H 
remains  motionless.  The  air  takes  up  heat  from  the  regenerator,  increasing  its 
temperature,  say  to  T,  tvhile  the  volume  remains  constant.  After  the  plunger  has  come 
to  rest,  the  piston  H  is  caused  to  rise  by  the  expansion  produced  by  the  absorption 
of  heat  from  the  furnace  at  constant  temperature,  the  air  reaching  H  by  passing 
around  the  loose-fitting  plunger  E,  which  remains  stationary.  H  now  pauses  in 
its  "up"  position,  while  E  is  lowered,  forcing  air  through  the  regenerator  from 
the  lower  space  b  to  the  upper  space  X,  this  air  decreasing  in  temperature  at  con- 
stant volume.  While  E  remains  in  its  "down"  position,  H  descends,  forcing  the 
air  to  the  condenser  D,  the  volume  decreasing,  but  the  temperature  remaining  con- 
stant at  t.     The  cycle  is  thus  completed. 

The  working  air  has  undergone  four  changes  :  (a)  increase  of  pressure 
and  temperature  at  constant  volume,  (b)  expansion  at  constant  tempera- 
ture, (c)  a  fall  of  pressure  and  temperature  at  constant  volume,  and  (d) 
compression  at  constant  temperature. 
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262.  Remarks.  With  action  as  described,  the  piston  H  and  the  plunger  E 
(sometimes  called  the  "  displacer  piston  ")  do  not  move  at  the  same  time;  one  is 
always  nearly  stationary,  at  or  near  the  end  of  its  stroke,  while  the  other  moves. 
In  practice,  uniform  rotative  speed  is  secured  by  modifying  these  conditions,  so 
that  the  actual  cycle  merely  approximates  that  described.  The  vessel  A  A  is 
sometimes  referred  to  as  the  "receiver."  It  is  obvious  that  a  certain  residual 
quantity  of  air  is  at  all  times  contained  in  the  spaces  between  the  piston  H  and 
the  plunger  E.  This  does  not  pass  through  the  regenerator,  nor  is  it  at  any  time 
subjected  to  the  heat  of  the  furnace.  It  serves  merely  as  a  medium  for  transmit- 
ting pressure  from  the  "working  air"  to  H]  and  in  contradistinction  to  that 
working  substance,  it  is  called  "  cushion  air."  Being  at  all  times  in  communica- 
tion with  the  condenser,  its  temperature  is  constantly  close  to  the  minimum  attained  in 
the  cycle.     This  is  an  important  point  in  facilitating  lubrication. 

263.  Forms  of  the  Stirling  Engine.  In  some  types,  a  separate  pipe  is  carried 
from  the  lower  part  of  the  receiver  to  the  working  cylinder  G,  Fig.  105.  This 
removes  the  necessity  for  a  loose-fitting  plunger;  in  double-acting  engines,  each 
end  of  the  cylinder  is  connected  with  the  hot  (lower)  side  of  the  one  plunger  and 
with  the  cold  (upper)  side  of  the  other.  In  other  forms,  the  regenerator  has  been 
a  separate  vessel ;  in  still  others,  the  displacer  plunger  itself  became  the  regen- 
erator, being  perforated  at  the  top  and  bottom  and  filled  with  wire  gauze.  The 
Laubereau-Schwartzkopff  engine  (1)  is  identical  in  principle  with  the  Stirling, 
excepting  that  the  regenerator  is  omitted. 

The  maintenance  of  high  minimum  pressure,  as  described  in  Art.  260,  and  the 
low  ratio  of  maximum  to  average  pressure,  while  not  necessarily  affecting  the  theo- 
retical efficiency,  greatly  increase  the  capacity,  and  (since  friction  losses  are  practi- 
cally constant)  the  mechanical  efficiency  as  well. 
P 
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Fig.  106.     Arts.  264,  265,  267.  — Stirling  Cycle. 


264.    Pressure-Volume  Diagram.     The  cycle  of  operations  described  in 
Art.  261  is  that  of  Fig.  106,  ABCD.     Considering  the  cushion  air,  the 
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actual  diagram  which  would  be  obtained  by  measuring  the  pressures  and 
volumes  is  quite  different.  Assume,  for  example,  that  the  total  volume 
of  cushion  air  at  maximum  pressure  (when  E  is  at  the  top  of  its  stroke 
and  H  is  just  beginning  to  move)  is  represented  by  the  distance  NE, 
Then  if  AI  be  laid  off  equal  to  'NE,  the  total  volume  of  air  present  is  NI, 
Draw  an  isothermal  EFHG,  representing  the  path  of  the  cushion  air,  sep- 
arately considered,  while  the  temperature  remains  constant.  Add  its  vol- 
umes, PF,  ZH,  QG,  to  those  of  working  air,  by  laying  off  BK=  PF, 
DM=  Zn,  CL=QG,  at  various  points  along  the  stroke.  Then  the 
cycle  IKLM  is  that  actually  experienced  by  the  total  air,  assuming  the 
cushion  air  to  remain  at  constant  temperature  throughout  (Art.  262). 

The  actual  indicator  diagrams  obtained  in  tests  are  roughly  sindlar  to  the 
cycle  IKLM,  Fig.  106;  but  the  corners  are  rounded,  and  other  distortions  may 
appear  on  account  of  non-conformity  with  the  ideal  paths,  sluggish  valve  action, 
errors  of  the  indicating  instrument,  and  various  other  causes. 


265.    Efficiency.     The  heat  absorbed  from  the  source  along  AB,  Eig. 
106,    is    PiF^logg-^-      That    rejected    to    the    condenser   along    CD   is 

V 

P^Fplogg — ^«     The  work  done  is  the  difference  of  these  two  quantities, 

and  the  efficiency  is 
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that  of  the  Carnot  cycle.     Losses  through  the  regenerator  and  by  imper- 
fection of  cycle  reduce  this  in  prac- 
tice. 

266.  Entropy  Diagram.  This  is 
given  in  Fig.  108.  T  and  t  are  the 
limiting  isothermal s,  DA  and  BC 
the  constant  volume  curves,  along 
each  of  which  the  increase  of  en- 
tropy is  n  =  l\og^{T^t),  I  being  the 
specific  heat  at  constant  volume. 
The  gain  of  entropy  along  the  iso- 
thermals  is  obtained  as  in  Art.  253.  Ignoring  the  heat  areas  EDAF  2iwdi 
GCBII,  the  efficiency  is  ABCD  --  FABH,  that  of  the  Carnot  cycle.  The 
Stirling  cycle  appears  in  the  PF  diagram  of  Fig.  104  as  dkbl. 
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FiG.    108.      Art.   2GG.  — Stirling  Cycb, 
Eutropy  Diagram. 
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267.    Importance  of  the  Regenerator.    Without  the  regenerator,  the  non- 
reversible Stirling  cycle  would  have  an  efficiency  of 

(p, -p^)r.  log.  ii 


;(r-0+P.F,log.-^ 


This  is  readily  computed  to  be  far  below  that  of  the  corresponding  Carnot 
cycle.  The  advantage  of  the  regenerative  cycle  lies  in  the  utilization  of 
the  heat  rejected  along  BO,  Fig.  106,  thus  cancelling  that  item  in  the 
analysis  of  the  cycle.  Another  way  of  utilizing  this  heat  is  to  be 
described ;  but  while  practical  difficulties,  probably  insurmountable,  limit 
progress  in  the  application  of  the  air  engine  on  a  commercial  scale,  the 
regenerator,  upon  which  has  been  founded  our  modern  metallurgical  in- 
dustries as  well,  has  offered  the  first  possible  method  for  the  realization 
of  the  ideal  efficiency  of  Carnot  (2). 

268.  Trials.  As  early  as  1847,  a  50-hp.  Stirling  engine,  tested  at  the  Dun- 
dee Foundries,  was  shown  to  operate  at  a  thermal  efficiency  of  30  per  cent,  esti- 
mated to  be  equivalent,  considering  the  rather  low  furnace  efficiency,  to  a  coal  con- 
sumption of  1.7  lb.  per  hp.-hr.  This  latter  result  is  not  often  surpassed  by  the  aver- 
age steam  engines  of  the  present  day.  The  friction  losses  in  the  mechanism  were 
only  11  per  cent  (3).  A  test  quoted  by  Peabody  (4)  gives  a  coal  rate  of  1.66  lb., 
but  with  a  friction  loss  much  greater,  —  about  30  per  cent.  There  is  no  question 
as  to  the  high  efficiency  of  the  regenerative  air  engine. 

269.  Ericsson's  Hot-air  Engine.  In  1833,  Ericsson  constructed  an  unsuccess- 
ful hot-air  engine  in  London.  About  1855,  he  built  the  steamer  Ericsson,  of  2200 
tons,  driven  by  four  immense  hot-air  engines.  After  the  abandonment  of  this 
experiment,  the  same  designer  in  1875  introduced  a  third  type  of  engine,  and  more 
recently  still,  a  small  pumping  engine,  which  has  been  extensively  applied. 

The  principle  of  the  engine  of 
1855  is  illustrated  in  Fig.  109.  B  is 
the  receiver,  A  the  displacer,  //  the 
furnace.  The  displacer  A  fits  loosely 
in  B  excepting  near  its  upper  portion, 
where  tight  contact  is  insured  by 
means  of  packing  rings.  The  lower 
portion  of  A  is  hollow,  and  filled 
with  a  non-conductor.  The  holes 
aa  admit  air  to  the  upper  surface 
of  ^.  D  is  the  compressing  pump, 
with  piston  C,  which  is  connected 
with  A  by  the  rods  dd.  J5J  is  a  pis- 
ton rod  through  which  the  de- 
veloped power  is  externally  applied.  Air  enters  the  space  above  C  through 
the  check  valve  c,  and  is  compressed  during  the  up  stroke  into  the  magazine  F 


Fig.  109.     Arts.  2(>y,  270,  275.— Ericsson  Engine. 
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through  the  second  check  valve  e.  G  is  the  regenerator,  made  up  of  wire  gauze. 
The  control  valves,  worked  from  the  engine  mechanism,  are  at  h  and  /.  When 
h  is  opened,  air  passes  from  F  through  G  to  B,  raising  A .  Closing  of  h  at  part 
completion  of  the  stroke  causes  the  air  to  work  expansively  for  the  remainder  of 
the  stroke.  During  the  return  stroke  of  A.,  air  passes  through  G,  /,  and  g  to  the 
atmosphere. 

270.  Graphical  Illustration.  The  PF  diagram  is  given  in  Fig.  110.  EBCF 
is  the  netw^ork  diagram,  ABCD  being  the  diagram  of  the  engine  cylinder,  AEFD 
that  of  the  pump  cylinder.  Beginning  with  A  in  its  lowest  position,  the  state  point 
in  Fig.  110  is,  for  the  engine  (lower  side  of  A),  at 
A,  and  for  the  pump  (upper  side  of  C),  at  F. 
During  about  half  the  up  stroke,  the  path  in  the 
engine  is  AB,  air  passing  to  B  from  the  re- 
generator through  5,  and  being  kept  at  constant 
pressure  by  the  heat  from  the  furnace.  During 
the  second  half  of  this  stroke,  the  supply  of  air 
from  the  regenerator  ceases,  and  the  pressure  falls 
rapidly  as  expansion  occurs,  but  the  heat  im- 
parted from  the  furnace  keeps  the  temperature 
practically  constant,  giving  the  isothermal  path 
BC.     Meanwhile,  the  pump,  receiving  air  at  the 

pressure  of  the  atmosphere,  has  been  first  compressing  it  isothermally,  or  as 
nearly  so  as  the  limited  amount  of  cooling  surface  wdll  permit,  along  FE,  and 
then  discharging  it  through  e  at  constant  pressure,  along  EA,  to  the  receiver  F. 
On  the  down  stroke,  the  engine  steadily  expels  the'  air,  now  expanded  down  to 
atmospheric  pressure,  along  the  constant  pressure  line  CD,  while  the  pump  simi- 
larly drawls  in  air  from  the  atmosphere  at  constant  pressure  along  DF.  At  the  end 
of  this  stroke,  the  air  in  F,  at  the  state  A,  is  admitted  to  the  engine.    The  ratio  of 

pump  volume  to  engine  volume  is  FD  -^  DC,  or  —  • 


^.T 


Fig.  110.     Arts.  270,  272,  273.— 
Ericsson  Cycle. 


271.  Efficiency.  The  Ericsson  cycle  be- 
longs to  the  same  class  as  that  of  Stirling, 
being  bounded  by  two  isothermals  and  two 
like  polytropics ;  but  the  polytropics  are  in 
this  case  constant  pressure  lines  instead  of 
constant  volume  lines.  The  net  entropy 
diagram  EBCF,  Fig.  Ill,  is  similar  to  that 
of  the  Stirling  engine,  but  the  isodiabatics 
swerve  more  to  the  right,  since  k  exceeds  l, 
while  the  efficiency  (if  a  regenerator  is  employed)  is  the  same  as  that 

T—t 

of  the  Stirling  engine,     „    . 

272.  Tests.  As  computed  by  Rankine  from  Norton's  tests,  the  effi- 
ciency of  the  steamer  Ericsson's  engines  was  26.3  per  cent;  the  efficiency 
of  the  furnace  was,  however,  only  40  per  cent.  The  average  effective  pres- 


FiG.  111.  Art.  271.  — Ericsson  Cycle 
Entropy  Diagram., 
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sure  (EBCF^XC,  Fig.  110)  was  only  2.12  lb.  The  friction  losses  were 
enorjuous.  A  small  engine  of  this  type  tested  by  the  writer  gave  a  con- 
sumption of  15.64  cu.  ft.  of  gas  (652  B.  t.  u.  per  cubic  foot)  per  Ihp.-hr. ; 
equivalent  to  170  B.  t.  u.  per  Ihp.-minute;  and  since  1  horse  power 
=  33,000  foot-pounds  =  33,000  --  778  =  42.45  B.  t.  u.  per  minute,  the 
thermodynamic  efficiency  of  the  engine  was  42.45  -t-  170  =  0.25. 

273.  Actual  Designs.  In  order  that  the  lines  FC  and  EB,  Fig.  110,  may  be 
horizontal,  the  engine  should  be  triple  or  quadruple,  as  in  the  steamer  Ericsson,  in 
which  each  of  the  four  cylinders  had  its  own  compressing  pump,  but  all  were  con- 
nected with  the  same  receiver,  and  with  a  single  crank  shaft  at  intervals  of  a 
quarter  of  a  revolution.     Specimen  indicator  diagrams  are  given  in  Figs.  107,  112. 


Fig.   107.     Art.   273.  — Indicator  Fig.  112.    Art.  273.  — Indicator 

Card  from  Ericsson  Engine.  Diagram,  Ericsson  Engine. 

274.  Testing  Hot-air  Engines.  It  is  difficult  to  directly  and  accurately  meas- 
ure the  limiting  temperatures  in  an  air  engine  test,  so  that  a  comparison  of  the 
actually  attained  with  the  computed  ideal  efficiencies  cannot  ordinarily  be  made. 
Actual  tests  involve  the  measurement  of  the  fuel  supplied,  determination  of  its 
heating  value,  and  of  the  indicated  and  effective  horse  power  of  the  engine 
(Art.  487).  These  data  permit  of  computation  of  the  thermal  and  mechanical 
efficiencies,  the  latter  being  of  much  importance.  In  small  units,  it  is  sometimes 
as  low  as  0.50. 

275.  The  Air  Engine  as  a  Heat  Motor.  In  nearly  every  large  application,  the 
hot-air  engine  has  been  abandoned  on  account  of  the  rapid  burning  out  of  the 
heating  surfaces  due  to  their  necessarily  high  temperature.  Xapier  and  Rankine 
(5)  proposed  an  "  air  heater,"  designed  to  increase  the  transmissive  efficiency  of 
the  heating  surface.  Modern  forms  of  the  Stirling  or  Ericsson  engines,  in  small 
units,  are  comparatively  free  from  this  ground  of  objection.  Their  design  permits 
of  such  amounts  of  heat-transmitting  surface  as  to  give  grounds  for  expecting  a 
much  less  rapid  destruction  of  these  parts.  It  has  been  suggested  that  excessive 
bulk  may  be  overcome  by  using  higher  pressures.  (Zeuner  remarks  (6)  that  tlie 
bulk  is  not  excessive  when  compared  with  that  of  a  steam  engine  with  its  auxiliary 
boiler  and  furnace).  Rankine  has  suggested  the  introduction  of  a  second  com- 
pressed air  receiver,  in  Fig.  109,  from  which  the  supply  of  air  would  be  drawn 
through  c,  and  to  which  air  would  be  discharged  through/.  This  would  make  the 
engine  a  "  closed  "  engine,  in  which  the  minimum  pressure  could  be  kept  fairly 
high;  a  small  air  pump  would  be  required  to  compensate  for  leakage.  A  "con- 
denser "  would  be  needed  to  supplement  the  action  of  the  regenerator  by  more 
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thoroughly  cooling  the  discharged  air,  else  the  introduction  of  "  back  pressure  " 
would  reduce  the  working  range  of  temperatures.  The  loss  of  the  air  by  leakage, 
and  consequent  waste  of  power,  would  of  course  increase  with  increasing  pressures. 
Instead  of  applying  heat  externally,  as  proposed  by  Joule,  in  the  engine  shown 
in  Fig.  101,  there  is  no  reason  why  the  combustion  of  the  fuel  might  not  proceed 
within  the  hot  chamber  itself,  the  necessary  air  for  combustion  being  supplied  by 
the  pump.  The  difficulties  arising  from  the  slow  transmission  of  heat  would  thus 
be  avoided.  An  early  example  of  such  an  engine  applied  in  actual  practice  was 
Cayley's  (7),  later  revived  by  Wenham  (8)  and  Buckett  (9).  In  such  engines, 
the  working  fluid,  upon  the  completion  of  its  cycle,  is  discharged  to  the  atmos- 
phere. The  lower  limit  of  pressure  is  therefore  somewhat  high,  and  for  efficiency 
the  necessary  wide  range  of  temperatures  involves  a  high  initial  pressure  in  the 
cylinder.  The  internal  combustion  air  engine  even  in  these  crude  forms  may  be 
regarded  as  the  forerunner  of  the  modern  gas  engine. 

(1)  Zeuner,  Technical  Thermodynamics  (Klein),  1907,  I,  340.  (2)  The  theoreti- 
cal basis  of  regenerator  design  appears  to  have  been  treated  solely  by  Zeuner,  op.  cit. , 
1,314-323.  (3)  Rankine,  r/ie  >S«ertm  ^^gri«e,  1897,  368.  (4)  Thermodynamics  of  the 
Steam  Engine,  1907,  302.  (5)  The  Steam  Engine,  1897,  370.  ((3)  Op.  cit.,  I,  C81. 
(7)  Nicholson'' s  Art  Journal.,  1807  ;  Min.  Proc.  Inst.  C.  E.,  IX.  (8)  Proc.  Inst. 
Mech.  Eng.,  1873.  (9)  Inst.  Civ.  Eng.,  Heat  Lectures,  1883-1884;  Min.  Proc.  Inst, 
a  E.,  1845,1854. 


SYNOPSIS   OF   CHAPTER   X 

The  hot-air  engine  proper  is  an  external  combustion  motor  of  the  open  or  closed  type. 
The  temperature  of  a  permanent  gas  may  be  varied  independently  of  the  pressure ;  this 
makes  the  possible  efficiency  higher  than  that  attainable  in  vapor  engines. 
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;  the  Carnot  cycle  leads  to  either  excessive  pressures  or  an  enormous 


cylinder. 
The  polytropic  cycle  is  bounded  by  two  pairs  of  isodiabatics. 

The  Lorenz  cycle  is  bounded  by  a  pair  of  adiabatics  and  a  pair  of  unlike  polytropics. 
The  Beitlinger  (isodiabatic)  cycle  is  bounded  by  a  pair  of  isothermals  and  a  pair  of 

isodiabatics. 
The  Joule  engine  works  in  a  cycle  bounded  by  two  constant  pressure  lines  and  two 

adiabatics  :  its  efficiency  is  — ^ — -. 

To 

The  regenerator  is  a  "fly  wheel  for  heat."  Any  cycle  bounded  by  a  pair  of  iso- 
thermals and  a  pair  of  like  polytropics,  if  worked  with  a  regenerator,  has  an  ideal 
efficiency  equal  to  that  of  the  Carnot  cycle  ;  the  heat  rejected  along  one  polytropic 
is  absorbed  by  the  regenerator,  which  in  turn  emits  it  along  the  other  polytropic, 
the  operation  being  subject  to  slight  losses  in  practice. 

The  Stirling  cycle,  bounded  by  a  pair  of  isothermals  and  a  pair  of  constant  volume 
curves  :  correction  of  the  ideal  PF  diagram  for  cushion  air  :  comparison  with  indi- 
cator card  ;  the  entropy  diagram  ;  efficiency  formulas  with  and  without  the  regen- 
erator ;  coal  consumption,  1.7  lb.  per  hp.-hr. 

The  Ericsson  cycle,  bounded  by  a  pair  of  isothermals  and  a  pair  of  constant  pressure 
curves  :  efficiency  from  fuel  to  power,  ^6  per  cent. 
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By  designing  as  "closed"   engines,  the   minimum  pressure  may  be  raised  and  the 

capacity  of  the  cylinder  increased. 
The  air  engine  is  unsatisfactory  in  large  sizes  on  account  of  the  rapid  burning  out  of 

the  heating  surfaces  and  the  small  capacity  for  a  given  bulk. 


PROBLEMS 

(Note.  Considerable  accuracy  in  computation  will  be  found  necessary  in  solving  Prob- 
lems 4  a  and  5). 

1.  How  much  greater  is  the  ideal  efficiency  of  an  air  engine  working  between  tem- 
perature limits  of  2900°  F.  and  600°  F.  than  that  of  the  steam  engine  described  in  Prob- 
lem 5,  Chapter  VI  ? 

2.  Plot  to  scale  (1  inch  =  2  cu.  ft.  =  40  lb.  per  square  inch)  the  PV  Carnot  cycle 
for  7"=  600°,  t=  500°  (both  absolute)  the  lowest  jjressure  being  14.7  lb.  per  square 
inch,  the  substance  being  one  pound  of  air,  and  the  volume  ratio  during  isothermal 
expansion  being  12.6. 

3.  In  Problem  2,  if  the  upper  isothermal  be  made  700°  absolute,  what  will  be  the 
maximum  pressure  ? 

4  a.  Plot  the  entropy  diagram,  and  find  the  efficiency,  of  a  polytropic  cycle  for  air 
between  600°  F.  and  500°  F.,  in  which  m  =  1.3,  n  =  -  1.3,  the  pressure  at  d  (Fig.  95) 
is  18  lb.  per  square  inch,  and  the  pressure  at  e  (Fig.  95)  is  22  lb.  per  square  inch. 

4  6.    In  Art.  251,  prove  that  T/ :  To : :  Ta  :  Te,  and  also  that  Pa  :  Pe : :  P/ :  Pi. 

5.  Plot  the  entropy  diagram,  and  find  the  efficiency,  of  a  Lorenz  cycle  for  air 
between  600°  F.  and  500°  F.,  in  which  n  =  —  1.3,  q  =  0.4,  the  highest  pressure  being 
80  lb.  per  square  inch  and  the  temperature  at  ^,  Fig.  97,  being  550°  F. 

6.  Plot  the  entropy  diagram,  and  find  the  efficiency,  of  a  Eeitlinger  cycle  between 
600°  F.  and  500°  F.,  when  oi  =  1.3,  the  maximum  pressure  is  80  lb.  per  square  inch,  the 
ratio  of  volumes  during  isothermal  expansion  12,  and  the  working  substance  one 

pound  of  air. 

T—  T 

7.  Show  that  in  the  Joule  engine  the  efficiency  is  2^  Art.  255. 

8.  Plot  the  entropy  diagram,  and  find  the  efficiency,  of  a  Joule  air  engine  working 
between  600°  F.  and  —  200°  F.,  the  maximum  pressure  being  100  lb.  per  square  inch, 
the  ratio  of  volumes  during  adiabatic  expansion  2,  and  the  weight  of  substance  2  lb. 

9.  Plot  PV  and  NT  diagrams  for  one  pound  of  air  worked  between  3000°  F.  and 
400°  F. :  (a)  in  the  Carnot  cycle,  (h)  in  the  Ericsson  cycle,  (c)  in  the  Stirling  cycle,  the 
extreme  pressure  range  being  from  50  to  2000  lb.  per  square  inch. 

10.  Find  the  efficiencies  of  the  various  cycles  in  Problem  9,  without  regenerators. 

11.  Compare  the  efficiencies  in  Problems  4  a,  5,  and  6,  with  that  of  the  correspond- 
ing Carnot  cycle. 

12.  An  air  engine  cylinder  working  in  the  Stirling  cycle  between  1000°  F.  and 
2000°  F.,  with  a  regenerator,  has  a  volume  of  1  cu.  ft.  The  ratio  of  expansion  is  3. 
By  what  percentages  will  the  capacity  and  efficiency  be  affected  if  the  lower  limit  of 
pressure  is  raised  from  14.7  to  85  lb.  per  square  inch  ? 

13.  In  the  preceding  problem,  one  eighth  of  the  cylinder  contents  is  cushion  air,  at 
1000°  F.  Plot  the  ideal  indicator  diagram  for  the  lower  of  the  two  pressure  limits,  cor- 
rected for  cushion  air. 
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14.  Ill  Art.  268,  assuming  that  the  coal  used  in  the  Dundee  foundries  contained 
14,000  B.  t.  u.  per  pound,  what  was  the  probable  furnace  efficiency?  In  the  Peabody 
test,  if  the  furnace  efficiency  was  80  per  cent,  and  the  coal  contained  14,000  B.  t.  u., 
what  was  the  thermal  efficiency  of  the  engine  ? 

15.  What  was  the  efficiency  of  the  plant  in  the  steamer  Ericsson  ? 

16.  Sketch  the  T^Vand  P  P*"  diagrams,  within  the  same  temperature  and  entropy 
limits,  of  all  of  the  cycles  discussed  in  this  chapter,  with  the  exception  of  that  of  Joule. 
Why  cannot  the  Joule  and  Ericsson  cycles  be  drawn  between  the  same  limits?  Show 
graphically  that  in  no  case  does  the  efficiency  equal  that  of  the  Carnot  cycle. 

17.  Compare  the  cycle  areas  in  Problem  9. 

18.  In  Problem  2,  what  is  the  minimum  possible  range  of  pressures  compatible 
with  a  finite  work  area  ?     Illustrate  graphically. 

19.  Derive  a  definite  formula  for  the  efficiency  of  the  Reitlinger  cycle,  Art.  253. 
20.  Derive  an  expression  for  the  efficiency  of   the  Ericsson  cycle   without    a 

regenerator. 


CHAPTER   XI 

GAS   POWER 
The  Gas  Producer 

276.  History.  The  bibliography  (1)  of  internal  combustion  engines  is  exten- 
sive, although  their  commercial  development  is  of  recent  date.  Coal  gas  was  dis- 
tilled as  early  as  1691 ;  the  waste  gases  from  blast  furnaces  were  first  used  for 
heating  in  1809.  The  first  English  patent  for  a  gas  engine  approaching  modern 
form  was  granted  in  1794.  The  advantage  of  compression  was  suggested  as  early 
as  1801,  but  was  not  made  the  subject  of  patent  until  1838  in  England  and  1861  in 
France.  Lenoir,  in  1860,  built  the  first  practical  gas  engine,  which  developed  a 
thermal  efficiency  of  0.04.  The  now  familiar  polytropic  "  Otto  "  cycle  was  pro- 
posed by  Beau  de  Rochas  at  about  this  date.  The  same  inventor  called  attention 
to  the  necessity  of  high  compression  pressures  in  1862 ;  a  principle  applied  in 
practice  by  Otto  in  1874.  Meanwhile,  in  1870,  the  first  oil  engine  had  been  built. 
The  four-cycle  compressive  Otto  "silent"  engine  was  brought  out  in  1876,  show- 
ing a  thermal  efficiency  of  0.15,  a  result  better  than  that  then  obtained  in  the  best 
steam  power  plants. 

If  the  isothermal,  isometric,  isopiestic,  and  adiabatic  paths  alone  are  considered, 
there  are  possible  at  least  twenty-six  different  gas  engine  cycles  (2).  Only  four 
of  these  have  had  extended  development ;  of  these  four,  only  two  have  survived. 
The  Lenoir  (3)  and  Hugon  (4)  non-compressive  engines  are  now  represented  only 
by  the  Bischoff  (5).  The  Barsanti  "free  piston"  engine,  although  copied  by 
Gilles  and  b}^  Otto  and  Langen  (1866)  (6),  is  wholly  obsolete.  The  variable  vol- 
ume engine  of  Atkinson  (7)  was  commercially  unsuccessful. 

Up  to  1885,  illuminating  gas  was  commonly  employed,  only  small  engines 
were  constructed,  and  the  high  cost  of  the  gas  prevented  them  from  being  com- 
mercially economical.  Nevertheless,  six  forms  were  exhibited  in  1887.  The 
Priestman  oil  engine  w^as  built  in  1888.  With  the  advent  of  the  Dowson  process, 
in  1878,  with  its  possibilities  of  cheap  gas,  advancement  became  rapid.  By  1897, 
a  400-hp.  four-cylinder  engine  was  in  use  on  gas  made  from  anthracite  coal.  At 
the  present  time,  double-acting  engines  of  5400  hp.  have  been  placed  in  operation; 
still  larger  units  have  been  designed,  and  a  few  applications  of  gas  power  have 
been  made  even  in  marine  service. 

Natural  gas  is  now  transmitted  to  a  distance  of  200  miles,  under  300  lb.  pres- 
sure. Illuminating  gas  has  been  pumped  52  miles.  Martin  (8)  has  computed  that 
coal  gas  might  be  transmitted  from  the  British  coal  fields  to  London  at  a  delivered 
cost  of  15  cents  per  1000  cu.  ft.  His  plan  calls  for  a  25-inch  pipe  line,  at  500  lb. 
initial  pressure  and  250  lb.  terminal  j)ressure,  carrying  40,000,000,000  cu.  ft.  of 
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gas  per  year.     The  estimated  40,000  hp.  required  for  compression  would  be  derived 
from  the  waste  heat  of  the  gas  leaving  the  retorts. 

Producer  gas  is  even  more  applicable  to  heating  operations  than  for  power 
production.  It  is  meeting  with  extended  use  in  ceramic  kilns  and  for  ore  roast- 
ing, and  occasionally  even  for  firing  steam  boilers. 

277.  The  Gas  Engine  Method.  The  expression  for  ideal  efficiency, 
{T—  t)-^T,  increases  as  T  increases.  In  a  steam  plant,  although  boiler  fur- 
nace temperatures  of  2500°  F.  or  higher  are  common,  the  steam  passes  to 
the  engine,  ordinarily,  at  not  over  350°  F.  This  temperature  expressed  in 
absolute  degrees  limits  steam  engine  efficiency.  To  increase  the  value  of 
T,  either  very  high,  pressure  or  superheat  is  necessary,  and  the  practicable 
amount  of  increase  is  limited  by  considerations  of  mechanical  fitness  to 
withstand  the  imposed  pressures  or  temperatures.  In  the  internal  com- 
bustion engine,  the  working  substance  reaches  a  temperature  approximat- 
ing 3000°  F.  in  the  cylinder.  The  gas  engine  has  therefore  the  same  ad- 
vantage as  the  hot  air  engine,  —  a  wide  range  of  temperature.  Its  w^orking 
substance  is,  in  fact,  for  the  most  part  heated  air.  The  fuel,  which  may 
be  gaseous,  liquid,  or  even  solid,  is  injected  with  a  proper  amount  of  air, 
and  combustion  occurs  within  the  cylinder.  The  disadvantage  of  the  ordi- 
nary hot  air  engine  has  been  shown  to  arise  from  the  difficulty  of  trans- 
mitting heat  from  the  furnace  to  the  working  substance.  In  this  respect, 
the  gas  engine  has  the  same  advantage  as  the  steam  engine,  —  large  capa- 
city for  its  bulk, — for  there  is  no  transmission  of  heat;  the  cylinder  is 
the  furnace,  and  the  products  of  combustion  constitute  the  working  sub- 
stance. A  high  temperature  of  working  substance  is  thus  possible,  with 
large  work  areas  on  the  pv  diagram,  and  a  rapid  rate  of  heat  propagation. 

In  the  gas  engine,  then,  certain  chemical  changes  which  constitute  the  pro- 
cess described  as  combustion,  must  be  considered ;  although  such  changes  are  in  gen- 
eral not  to  be  included  in  the  phenomena  of  engineering  thermodynamics. 

278.  Fuels.  (See  Arts.  561,  561a.)  The  common  fuels  are  gases  or  oils.  In* 
some  sections,  natural  gas  is  available.  This  is  high  in  heating  value,  consisting 
mainly  of  methane,  CH4.  Carbureted  water  gas,  used  for  illumination,  is  nearly  as 
high  in  heating  value,  consisting  of  approximately  equal  volumes  of  hydrogen, 
carbon  monoxide,  and  methane,  with  some  methylene  and  traces  of  other  substances. 
Uncarbureted  (blue)  water  gas  is  almost  wholly  carbon  monoxide  and  hydrogen. 
Its  heating  value  is  less  than  half  that  of  the  carbureted  gas.  Both  water  gas  and 
coal  gas  are  uneconomical  for  power  production;  in  the  processes  of  manufacture, 
large  quantities  of  coal  are  left  behind  as  coke.  Coal  gas,  consisting  principally  of 
hydrogen  and  methane,  is  slightly  lower  in  heating  value  than  carbureted  water 
gas.  It  is  made  by  distilling  soft  coal  in  retorts,  about  two  thirds  of  the  weight 
of  coal  becoming  coke.  Coke  oven  gas  is  practically  the  same  product;  the  main 
output  in  its  case  being  coke,  while  in  the  former  it  is  gas. 

Producer  gas   ("  Dowson  "   gas,  "  Mond  "  gas,  etc.)  is  formed  by  the 
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partial  combustion  of  coal,  crude  oil,  peat  or  other  material,  in  air. 
It  is  essentially  carbon  monoxide*  diluted  with  large  quantities  of  nitro- 
gen and  consequently  low  in  heating  value.  Its  exact  composition 
varies  according  to  the  fuel  from  which  it  is  made,  the  quantity  of  air 
supplied,  etc.  When  soft  coal  is  used,  or  when  much  steam  is  fed  to 
the  producer,  large  proportions  of  hydrogen  are  present. 

It  is  of  no  value  as  an  illuminant.  Blast  furnace  gas  is  producer  gas 
obtained  as  a  by-product  on  a  large  scale  in  metallurgical  operations.  It  contains 
less  hydrogen  than  ordinary  producer  gases,  since  steam  is  not  employed  in  its 
manufacture,  and  is  generally  quite  variable  in  its  composition  on  account  of  the 
exigencies  of  furnace  operation.  Acetylene,  C2H2,  is  made  by  combining  calcium 
carbide  and  water.  It  has  an  extremely  high  heating  and  illuminating  value. 
All  hydrocarbonaceous  substances  maybe  gasified  by  heating  in  closed  vessels; 
gases  have  in  this  way  been  produced  from  peat,  sawdust,  tan  bark,  wood,  garbage, 
animal  fats,  etc. 

279.  Oil  Gases.  Many  liquid  hydrocarbons  may  be  vaporized  by  appropriate, 
methods,  under  conditions  which  make  them  available  for  gas  engine  use.  Some 
of  these  liquids  must  be  vaporized  by  artificial  heat  and  then  immediately  used,  or 
they  will  again  liquefy  as  their  temperatures  fall.  The  vaporizer  or  '^  carburetor  " 
is  therefore  located  at  the  engine,  where  it  atomizes  each  charge  of  fuel  as  required. 
Gasoline  is  most  commonly  used ;  its  vapor  has  a  high  heating  value.  Kerosene, 
and,  more  recently,  alcohol,  have  been  employed.  By  mixing  gasoline  and  air  in 
suitable  proportions,  a  saturated .  or  "  carbureted  "  air  is  produced.  This  acts  as , 
a  true  gas,  and  must  be  mixed  with  more  air  to  permit  of  combustion.  A  gas 
formed  in  the  proportion  of  1000  cu.  ft.  of  air  to  2  gallons  of  liquid  gasoline,  for 
example,  does  not  liquefy.  A  third  form  of  oil  gas  is  produced  by  heating  certain 
hydrocarbons  without  air;  the  "cracking"  process  produces,  first,  less  dense 
liquids,  and,  finally,  gaseous  bodies,  which  do  not  condense.  The  process  must  be 
carried  on  in  a  closed  retort,  and  arrangements  must  be  made  for  the  removal  of 
residual  tar  and  coke. 

280.  Liquid  Fuels.  These  have  advantages  over  solid  or  gaseous  fuels,  aris- 
ing from  the  usually  large  heating  value  per  unit  of  bulk,  and  from  ease  of  trans- 
portation. All  animal  and  vegetable  oils  and  fats  may  be  reduced  to  liquid  fuels; 
those  oils  most  commonly  employed,  however,  are  petroleum  products.  Crude 
petroleum  may  be  used;  it  is  more  customary  to  transform  this  to  "fuel  oil"  by 
removing  the  moisture,  sulphur,  and  sediment ;  and  some  of  these  "  fuel  oils  "  are 
used  in  gas  engines.  Of  petroleum  distillates,  the  gasolir-es  ai-e  most  commonly 
utilized  in  this  country.  They  include  an  86°  liquid,  too  dangerous  for  commer- 
cial purposes  ;  the  74°  "  benzine,"  and  the  69°  naphtha.  "  Distillate,"  an  impure 
kerosene,  from  which  the  gasoline  has  not  been  removed,  is  occasionally  used. 
Both  grain  alcohol  (CgHgO)  and  wood  alcohol  (CH^O)  have  been  used  in  gas  en- 
gines (9).  Various  distillates  from  brown  and  hard  coal  tars  have  been  employed 
in  Germany.  Their  suitability  for  power  purposes  varies  with  different  types  of 
engines.  The  benzol  derived  from  coal  gas  tar  has  been  successfully  used ;  the 
brown  coal  series,  C„H2„,  C„H2„+2?  Cj^Hq^-qi  contains  many  useful  members  (10). 
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281.  The  Gas  Producer.  This  essential  auxiliary  of  the  modern  gas 
engine  is  made  in  a  large  number  of  types,  one  of  which  is  shown  in  Pig. 
113.  This  is  a  brick-lined  cylindrical  shell,  set  over  a  water-sealed  pit  P, 
on  which  the  ash  bed  rests.  Air  is  forced  in  by  means  of  the  steam  jet 
blower  A,  being  distributed  by  means  of  the  conical  hood  J5,  from  which 


^^\^ 


Fig.  113.    Art.  281.— The  Amsler  Gas  Producer. 


it  passes  up  to  the  red-hot  coal  bed  above.  Here  carbon  dioxide  is  formed 
and  the  steam  decomposes  into  hydrogen  and  oxygen.  Above  this  "  com- 
bustion zone"  extends  a  layer  of  coal  less  highly  heated.  The  carbon 
dioxide,  passing  upward,  is  decomposed  to  carbon  monoxide  and  oxygen. 
The  hot  mixed  gases  now  pass  through  the  freshly  fired  coal  at  the  top  of 
the  producer,  causing  the  volatile  hydrocarbons  to  distill  off,  the  entire 
product  passing  out  at  C.    The  coal  is  fed  in  through  the  sealed  hopper  D. 
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At  E  are  openings  for  the. bars  used  to  agitate  the  fire.     At  F  are  peep- 
holes. 

An  automatic  feeding  device  is  sometimes  used  at  D.  The  air  may 
be  forced  in  by  a  blower,  or  sucked  through  by  an  exhauster,  or  by  the 
engine  piston  itself,  displacing  the  steam  jet  blower  A.  The  fuel  may 
be  supported  on  a  solid  grate,  or  on  the  bottom  of  a  producer  without  the 
Avater  seal;  grates  may  be  either  stationary  or  mechanically  operated. 
Mechanical  agitation  may  be  employed  instead  of  the  poker  bars  inserted 
through  E.  Sometimes  water  gas,  for  illumination,  and  producer  gas,  for 
power,  are  made  in  the  same  plant.  Two  producers  are  then  employed, 
the  air  blast  being  applied  to  one,  while  steam  is  decomposed  in  the  other. 

Provision  must  be  made  for  purifying  the  gas,  by  deflectors,  wet  and  dry 
scrubbers,  filters,  coolers,  etc.  For  the  removal  of  tar,  which  would  be  seriously 
objectionable  in  engines,  mechanical  separation  and  washing  are  useful,  but  the 
complete  destruction  of  this  substance  involves  the  passing  of  the  gas  through  a 
highly  heated  chamber;  this  may  be  a  portion  of  the  producer  itself,  as  in 
"  under-feed,"  "  inverted  combustion,"  or  "  down-draft  "  tyj^es  :  causing  the  trans- 
formation of  the  tar  to  fixed  gases.  On  account  of  the  difficulty  of  tar  removal, 
anthracite  coal  or  coke  or  semi-bituminous,  non-caking  coal  must  generally  be  used 
in  power  plants.  The  air  supplied  to  the  producer  is  sometimes  preheated  by  the 
sensible  heat  of  the  waste  gases,  in  a  "  recuperator."  The  "  regenerative  "  prin- 
ciple—  heating  the  air  and  gas  delivered  to  the  engine  by  means  of  the  heat  of 
the  exhaust  gases  —  is  inapplicable,  for  reasons  which  will  appear. 

282.  The  Producer  Plant.  The  ordinary  producer  operates  under  a  slight 
pressure ;  in  the  suction  type,  now  common  in  small  plants,  the  engine  piston 
draws  air  through  the  producer  in  accordance  with  the  load  requirements.  Pres- 
sure producers  have  been  used  on  extremely  low  grade  fuels:  Jahn,  in  Germany, 
has,  it  is  reported,  gasified  mine  waste  containing  only  20  per  cent  of  coal.  Suc- 
tion producers,  requiring  much  less  care  and  attention,  are  usually  employed  only 
on  the  better  grades  of  fuel.  Most  producers  require  a  steam  blast ;  the  steam 
must  be  supplied  by  a  boiler  or  "  vaporizer,"  which  in  many  instances  is  built  as  a 
part  of  the  producer,  the  superheated  steam  being  generated  by  the  sensible  heat 
carried  away  in  the  gas.  Automatic  operation  is  effected  in  various  ways:  in 
the  Amsler  system,  by  changing  the  proportion  of  hydrogen  in  the  gas,  involving 
control  of  the  steam  supply ;  in  the  Pintsch  process,  by  varying  the  draft  at  the 
producer  by  means  of  an  inverted  bell,  under  the  control  of  a  spring,  from  beneath 
which  the  engine  draws  its  supply;  and  in  the  Wile  apparatus,  by  varying  the 
draft  by  means  of  valves  operated  from  the  holder.  Figure  114  shows  a  complete 
producer  plant,  with  separate  vaporizer,  economizer  (recuperator),  and  holder  for 
storing  the  gas  and  equalizing  the  pressure. 

283.  By-product  Recovery.  Coal  contains  from  0.5  to  3  per  cent  of  nitrogen, 
about  15  per  cent  of  which  passes  off  in  the  gas  as  ammonia.  The  successful 
development  of  the  Mond  process  has  demonstrated  the  possibility  of  recovering 
this  in  the  form  of  ammonium  sulphate,  a  valuable  fertilizing  agent. 
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284.  Action  in  the  Producer.  Coal  is  gasified  on  the  producer 
grate.  In  suction  producers,  the  rate  of  gasification  may  be  anywhere 
between  8  and  50  lb.  per  sq.  ft.  of  grate  per  hour.  Anthracite  pro- 
ducers are  in  this  country  sold  at  a  rating  of  10  to  15  lb.  Ideally, 
the  coal  is  carbon,  and  leaves  the  producer  as  carbon  monoxide, 
4450  B.  t.  11.  per  pound  of  carbon  having  been  expended  in  gasification. 
Then  only  10,050  B.  t.  u.  per  pound  of  carbon  are  present  in  the  gas,  and 
the  efficiency  cannot  exceed  10,050  -f- 14,500  =  0.694.  The  4450  B.  t.  u.  con- 
sumed in  gasification  are  evidenced  only  in  the  temperature  of  the  gas. 
With  actual  conditions,  the  presence  of  carbon  dioxide  or  of  free  oxygen 
is  an  evidence  of  improper  operation,  further  decreasing  the  efficiency.  By 
introducing  steam,  however,  decomposition  occurs  in  the  producer,  the  tem- 
perature of  the  gas  is  reduced,  and  available  hydrogen  is  carried  to  the 
engine ;  and  this  action  is  essential  to  producer  efficiency  for  power  pur- 
poses, since  a  high  temperature  of  inlet  gas  is  a  detriment  rather  than  a 
benefit  in  engine  operation.  The  ideal  efficiency  of  the  producer  may  thus 
be  brought  up  to  something  over  80  per  cent;  a  limit  arising  when  the 
proportion  of  steam  introduced  is  such  as  to  reduce  the  temperature  of  the 
gas  below  about  1800°  F.,  when  the  rate  of  decomposition  greatly  decreases. 
The  proportion  of  steam  to  air,  by  weight,  is  then  about  6  per  cent,  the 
heating  value  of  the  gas  is  increased,  the  percentage  of  nitrogen  decreased, 
and  nearly  20  per  cent  of  the  total  oxygen  delivered  to  the  producer  has 
been  supplied  by  decomposed  steam.  A  similar  result  may  be  attained  by 
introducing  exhausted  gas  from  the  engine  to  the  producer.  The  carbon 
dioxide  in  this  gas  decomposes  to  monoxide,  which  is  carried  to  the  engine 
for  further  use.  This  method  is  practiced  in  the  Mond  system,  and  has 
had  other  applications.  To  such  extent  as  the  coal  is  hydrocarbonaceous, 
however,  the  ideal  efficiency,  irrespective  of  the  use  of  either  steam  or 
waste  gas,  is  100  per  cent.  Figure  115  shows  graphically  the  results  com- 
puted as  following  the  use  of  either  steam  or  waste  gases  with  pure  car- 
bon as  the  fuel.  The  maximum  ideal  efficiency  is  about  3|-  per  cent  greater 
when  steam  is  used,  if  the  temperature  limit  is  fixed  at  1800°  F.,  but  the 
waste  gases  give  a  more  uniform  (though  less  rich)  gas.  The  higher  ini- 
tial temperature  of  the  waste  gases  puts  their  use  practically  on  a  parity 
with  that  of  steam.  Either  system  tends  to  prevent  clinkering.  The 
maximum  of  producer  efficiency,  for  power  gas  purposes,  is  ideally  from 
5  to  10  per  cent  less  than  that  of  the  steam  boiler.  High  percentages  of 
hydrogen  resulting  from  the  excessive  use  of  steam  may  render  the  gas 
too  explosive  for  safe  use  in  an  engine  (10  a)  (25). 

285.  Example  of  Computation.  Let  20  per  cent  of  the  oxygen  necessary  for 
gasifying  pure  carbon  be  supplied  by  steam.  Each  pound  of  fuel  requires  \\  lb. 
of  oxygen  for  conversion  to  carbon  monoxide.  Of  this  amount,  0.20  x  1^  =  0.2666  lb. 
will  then  be  supplied  by  steam ;  and  the  balance,  1.0667  lb.,  will  be  derived  from 
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the  air,  bringing  in  with  it  yIX  1.0667  =3.57  lb.  of  nitrogen.  The  oxygen  derived 
from  steam  will  also  carry  with  it  1X0.2666=0.0333  lb.  of  hydrogen.  The  pro- 
duced gas  will  contain,  per  pound  of  carbon, 

2.33  lb.  carbon  monoxide, 
3.57  lb.  nitrogen, 
0.0333  lb.  hydrogen. 

Waste  Gas  supplied;  Percentage  of  Fuel  gasified  by  Weighty 
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Fig.  115.     Art.  284. — Reactions  in  the  Producer. 
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The  heat  evolved  in  burning  to  monoxide  is  4450  B.  t.  u.  per  pound.  A  por- 
tion of  this,  however,  has  been  put  back  into  the  gas,  the  temperature  having  been 
lowered  by  the  decomposition  of  the  steam.     Under  the  conditions  existing  in  the 
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producer,  the  heat  of  decomposit  on  is  about  62,000  B.  t.  u.  per  pound  of  hydrogen. 
The  net  amount  of  heat  evolved  is  then  4450 -(0.0333  X  62,000)  =  2383  B.  t.  u., 

and  the  efficiency  is  -—^ ~  "' ' '  =  0.84.    The  rise  in  temperature  is  computed  as 

follows :  to  heat  the  gas  1"^  F.  there  are  reqiiired 

Weight  Specific  Heat 

For  carbon  monoxide,         2.33         x  0.2479         =  0.578  B.  t.  u. 

For  nitrogen,  3.57        x  0.2438         =  0.869  B.  t.  u. 

For  hydrogen,  0.0333     x  3.4  =  0.113  B.  t.  u. 

a  total  of     1.560  B.  t.  u. 

The   2383    B.    t.    u.    evolved   will   then   cause   an   elevation   of   temperature   of 

^^^^  =  15^7°  F 
1.560 

With  pure  air  only,  used  for  gasifying  pure  carbon,  the  gas  would  consist  of 
2^  lb.  of  carbon  monoxide  and  4.45  lb.  of  nitrogen ;  the  percentages  being  34.5 
and  65.5.  For  an  actual  coal,  the  ideal  gas  composition  may  be  calculated  on  the 
assumptions  that  the  hydrogen  and  hydrocarbons  pass  off  unchanged,  and  that  the 
carbon  requires  1|  times  its  own  weight  of  oxygen,  part  of  which  is  contained  in 
the  fuel,  and  part  derived  from  steam  or  from  the  atmosphere,  carrying  with  it 
hydrogen  or  nitrogen.  Multiplying  the  weight  of  each  constituent  gas  in  a  pound 
by  its  calorific  value,  we  have  the  heating  value  of  the  gas.  As  a  mean  of  54 
analyses,  Fernald  finds  (11)  the  following  percentages  b]/  volume : 

Carbon  monoxide  (CO) 19.2 

Carbon  dioxide  (CO2) 9.5 

Hydrogen  (H) 12.4 

Marsh  gas  and  ethylene  (CH^,  CgH^) 3.1 

■  Nitrogen  (N) 55.8 

100.0 

285  a.  Practical  Study  of  Producer  Reactions.  This  subject  has  presented 
unexpected  complications.  Tests  made  by  Allcut  at  the  University  of  Birming- 
ham (Power,  July  18,  1911,  page  99)  call  attention  to  three  characteristic  processes  : 

C  +  H20  =  CO  +  H2,  (A) 

C  +  2  H2O  =  CO2  +  2  H2,  (B) 

CO  +  H2O  =  CO2  +  H2.  (C) 

Of  these,  (A)  takes  place  at  temperatures  above  1832°,  is  endothermic,  and 
results  in  the  absorption  of  4300  B.  t.  u.  per  pound  of  carbon.  The  corresponding 
figure  for  reaction  (B),  also  endothermic,  which  occurs  at  temperatures  below  1112°, 
is  2820  B.  t.  u.  The  former  of  the  two  is  the  reaction  desired,  and  is  facilitated 
by  high  temperatures.  The  operation  (C)  is  chemically  reversible;  taking  place 
as  stated  at  temperatures  above  932°,  but  gradually  reversing  to  the  opposite  (and 
preferred)  transformation  when  the  temperature  reaches  1832°. 

The  tests  show  that  increasing  proportions  of  COo  may  be  associated  with 
increasing  proportions  of  steam  introduced.  The  maximum  decomposition  reached 
was  0.535  lb.  of  steam  per  pound  of  anthracite  pea  coal,  at  1832°  F.     The  maxi- 
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Fig.  116.     Art.  287.  — Single-acting  Gas  Engine,  Four  Cycle. 
(From  "  The  Gas  Engine,"  by  Cecil  P.  Poole,  with  the  permission  of  the  HUl  Publishing  Company.) 
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Fig.  117.     Art.  288.— Piston  Movements,  Otto  Cycle. 
(From  -The  Gas  Engine."  by  Cecil  P.  Poole,  with  the  permission  of  the  IliU  Pubhshing  Company.) 
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mum  heat  value  in  the  gas  was  obtained  when  0.72  lb.  of  steam  was  introduced 
(only  0.52  lb.  of  which  was  decomposed)  per  pound  of  coal.  If  we  take  the  ratio 
of  air  to  coal  by  weight  at  9  lb.,  the  ratio  of  steam  decomposed  to  air  supplied  at 
highest  heat  value  and  heat  efficiency  is  0.52  -4-  9.0  =  0.058;  approximately  6  per 
cent,  as  in  Art.  284. 

An  interesting  study  of  the  principles  involved  may  be  found  in  Bulletins  of 
the  University  of  Illinois;  vi,  16,  by  J.  K.  Clement,  On  the  Rate  of  Formation  of 
Carbon  Monoxide  in  Gas  Producers,  and  ix,  24,  by  Garland  and  Kratz,  Tests  of  a 
Suction  Gas  Producer. 

286.  Figure  of  Merit.  A  direct  and  accurate  determination  of  efficiency  is 
generally  impossible,  on  account  of  the  difficulties  in  gas  measurement  (12).  For 
comparison  of  results  obtained  from  the  same  coals,  the  figure  of  merit  is  sometimes 
used.  This  is  the  quotient  of  the  heating  value  per  pound  of  the  gas  by  the 
weight  of  carbon  in  a  pound  of  gas  :  it  is  the  heating  value  of  the  gas  per  pound  of 
carbon  contained.  In  the  ideal  case,  for  pure  carbon,  its  value  would  be  10,050  B.  t.  u. 
For  a  hydrocarbonaceous  coal,  it  may  have  a  greater  value. 


Gas   Engine   Cycles 

287.  Four-cycle  Engine.  A  gas  engine  of  one  of  the  most  commonly  used 
types  is  shown  in  Fig.  116.  This  represents  a  single-acting  engine;  i.e.  the  gas  is 
in  contact  with  one  side  of  the  piston  only,  the  other  end  being  open.  Large  en- 
gines of  this  type  are  frequently  made  double-acting,  the  gas  being  then  con- 
tained on  both  sides  of  a  piston  moving  in  an  entirely  closed  cylinder,  exhaust 
occurring  on  one  side  while  some  other  phase  of  the  cycle  is  described  on  the 
other  side. 

288.  The  Otto  Cycle.  Figure  117  illustrates  the  piston  move- 
ments corresponding  to  the  ideal  pv  diagram  of  Fig.  118.  The 
cycle  includes  five  distinctly  marked  paths.  During  the  out  stroke 
of  the  piston  from  position  A  to  position  B^  Fig.  117,  gas  is  sucked 

in  by  its  movement,  giving  the  line 
a5.  Fig.  118.  During  the  next  in- 
ward stroke,  B  to  (7,  the  gas  is  com- 
pressed, the  valves  being  closed, 
along  the  line  he.  The  cycle  is  not 
yet  completed  :  two  more  strokes 
are  necessary.     At  the  beginning 


FIG.  118.    Arts.  288,  291.-The  otto  Cycle.       ^f    ^j^^    ^^^^    ^f    ^j^^^^^     ^^^     pi^^^^ 

being  at  <?,  Fig.  118,  the  gas  is  ignited  and  practically  instantaneous 
combustion  occurs  at  constant  volume,  giving  the  line  cQ^     An  out 
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stroke  is  produced,  and  as  the  valves  remain  closed,  the  gas  expands, 
doing  work  along  Cc?,  while  the  piston  moves  from  Q  to  i>,  Fig.  117. 
At  ^,  the  exhaust  valve  opens,  and  during  the  fourth  stroke  the 
piston  moves  in  from  I)  to  J57,  expelling  the  gas  from  the  cylinder 
along  de,  Fig.  118.  This  completes  the  cycle.  The  inlet  valve  has 
been  open  from  a  to  J,  the  exhaust  valve  from  d  to  e.  During  the 
remainder  of  the  stroke,  the  cylinder  was  closed.  Of  the  four 
strokes,  only  one  was  a  "  working  "  stroke,  in  which  a  useful  effort 
was  made  upon  the  piston.  In  a  double-acting  engine  of  this  type, 
there  would  be  two  working  strokes  in  every  four. 


Fig.  119.    Arts.  289-291,  309,  339.  — Two-cycle  Gas  Engine. 
(From  "The  Gas  Engine,"  by  Cecil  P.  Pools,  with  the  permission  of  the  Hill  Publishing  Company.) 

289.  Two-stroke  Cycle.  Another  largely  used  type  of  engine  is  shown 
in  Fig.  119.  The  same  five  paths  compose  the  cycle ;  but  the  events  are 
now  crowded  into  two  strokes.  The  exhaust  opening  is  at  j57  ;  no  valve 
is  necessary.  The  inlet  valve  is  at  A^  and  ports  are  provided  at  (7,  C  and 
/.  The  gas  is  often  delivered  to  the  engine  by  a  separate  pump,  at  a 
pressure  several  pounds  above  that  of  the  atmosphere ;  in  this  engine,  the 
otherwise  idle  side  of  a  single-acting  piston  becomes  itself  a  pump,  as 
will  appear.  Starting  in  the  position  shown,  let  the  piston  move  to  the  left. 
It  draws  a  supply  of  combustible  gas  through  A^  B  and  the  ports  C  into 
the  chamber  D.  On  the  outward  return  stroke,  the  valve  A  closes,  and  the 
gas  in  D  is  compressed.  Compression  continues  until  the  edge  of  the  piston 
passes  the  port  /,  when  this  high  pressure  gas  rushes  into  the  space  F,  at 
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practically  constant  2">i"essiire.  The  piston  now  repeats  its  first  stroke. 
Following  the  mass  of  gas  whicli  Ave  have  been  considering,  we  find  that 
it  undergoes  compression,  beginning  as  soon  as  the  piston  closes  the  ports 
E  and  /,  and  continuing  to  the  end  of  the  stroke,  when  the  piston  is  in  its 
extreme  left-hand  position.  Ignition  there  takes  place,  and  the  next  out 
stroke  is  a  working  stroke,  during  which  the  heated  gas  expands.  Toward 
the  end  of  this  stroke,  the  exhaust  port  E  is  uncovered,  and  the  gas  passes 
out,  and  continues  to  pass  out  until  early  on  the  next  backward  stroke  this 
port  is  again  covered. 

290.  Discussion  of  the  Cycle.  We  have  here  a  two-stroke  cycle  ;  for 
two  of  the  four  events  requiring  a  perceptible  time  interval  are  always 
taking  place  simultaneously.  On  the  first  stroke  to  the  left,  while  gas  is 
entering  D,  it  is  for  a  brief  interval  of  time  also  flowing  from  /to  F,  from 
F  through  E,  and  afterward  being  compressed  in  F.  On  the  next  stroke 
to  the  right,  while  gas  is  compressed  in  Z>,  ignition  and  expansion  occur  in 
F\  and  toward  the  end  of  the  stroke,  the  exhaust  of  the  burned  gases 
through  E  and  the  admission  of  a  fresh  supply  through  /,  both  begin. 
The  inlet  port  /and  the  exhaust  port  E  are  both  open  at  once  during  part 
of  the  operation.  To  prevent,  as  far  as  possible,  the  fresh  gas  from 
escaping  directly  to  the  exhaust,  the  baffls  G  is  fixed  on  the  piston.  It  is 
only  by  skillful  proportioning  of  port  areas,  piston  speed,  and  pressure  in 
Z)  that  large  loss  from  this  cause  is  avoided.*  The  burned  gases  in  the 
cylinder,  it  is  sometimes  claimed,  form  a  barrier  between  the  fresh  enter- 
ing gas  and  the  exhaust  port. 

291.  PV  Diagram.  This  is  shown  for  the  working  side  (space  F)  in 
Fig.  120  and  for  the  pumping  side  (space  D)  in  Fig.  121.     The  exhaust 

port  is  uncovered  at  d,  Fig.  120,  and  the  pres- 
sure rapidly  falls.  At  a,  the  inlet  port  opens, 
the  fresh  supply  of  gas  holding  up  the  pres- 
sure. From  a  out  to  the  end  of  the  diagram, 
and  back  to  h,  both  ports  are  open.  At  h  the 
inlet  port  closes,  and  at  c  the  exhaust  port, 
when  compres-  o 
sion  begins.  The 
pump  diagram  of 
Fig.  121  corre- 
sponds with  the 

negative  loop  deah  of  Fig.  118.     Aside  from 

the  slight  difference  at  dahc,  Fig.  120,  the 

*  Two  cycle  gas  engines  should  never  be  governed  by  varying  the  quantity  of 
mixture  drawn  in  (Art.  348)  because  of  the  disturbing  effect  which  such  variations 
would  have  on  these  factors. 


Fig.  120.   Art.  291.— Two-stroke 
Cycle. 


Fig.  121.     Art.  291.— Two-stroke 
Cycle  Pump  Diagram. 
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diagrams  for  the  two-cycle  and  four-cycle  engines  are  precisely  the  same ; 
and  in  actual  indicator  cards,  the  difference  is  very  slight. 


292.  Ideal  Diagram.  The  perfect  PV 
diagram  for  either  engine  would  be  that  of 
Fig.  122,  ehfd,  in  which  expansion  and  com- 
pression are  adiabatic,  combustion  instan- 
taneous, and  exhaust  and  suction  unre- 
...      .       n,..   ..MO   no.     stricted  ;    so  that  the  area  of  the  negative 

Fig.  122.     Arts.  292,  2;)3,  294,  ® 

295,  314,  329,  329a,  329fe,    loop   dg  becomes  zero,  and  eb   and  fd  are 
331.     Prob.   i5.-idealized    ^.^^^  ^^  constant  volume.      From  inspection 

Gas  Engine  Diagram.  ^ 


p 

I 

K 

e 

f 

(f 

It 

of  the  diagram 

we  find 

Pj7  =  p_r/, 

T,=  T,{^fJ 

-1 

p,r/  =  p,v,\      v,=  v„ 

-■--©', 

r,=  r,J-, 

p,=p,(i^y,  n=F„ 

293.    Work  Done.     The  work  area  under  bfis  ^^H^^-^^;  that 

P  V  —  P  V 

under  ed  is  ■    ^    ^ _A_d  .   ^|^g  ^^^  work  of  the  cycle  is 

y-1 

P,V,+  P,V,- 

P,Vr 

-p.K 

This  may  be  written  in  terms  of  two  pressures  and  two  volumes  only, 
for  P,  V,  =  P,  r/  V^-y  and  P,V,  =  P,  V/  V/-',  giving 

T^r_  A  V.  +  P,Va- P, r/ v,^-y  -  p., r/  r,' -^ 


y 


p,v,+  r. 


.-,ii)V 


294.  Relations  of  Curves.     Expressing  — ^  =  (-^ 


Pf     VT. 


and  ^  =  r^Y.  and 


remembering  that  V^  =  V^,Vf=  Va,  we  have 


P       P 

5  =  ^  and  ±-^  =  ^^ 


P. 

Pe      Pa 


This 


permits  of  rapidly  plotting  one  of  the  curves  when  the  other  is  given. 
We  also  find  ^  =  4^  and  4^=4/- 
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295.  Efficiency.  In  Fig.  122,  heat  is  absorbed  along  eh^  equal  to 
K^Tfy  —  jTe);  this  is  derived  from  the /combustion  of  the  gas.  Heat 
is  rejected  along /(i,  =l{Tf—  T^.  Using  the  difference  of  the  two 
quantities  as  an  expression  for  the  work  done,  we  obtain  for  the 
efficiency 


%- 

_T,-T,_T-T,_. 

% 


-© 


y 


The  efficiency  thus  depends  solely  upon  the  extent  of  compression 
(p-^j  =(  y^j  ,  while  y  _^y  =the  clearance  of  the  engine^ 


and  since 


& 

.2 

1   (V) 

.80 

.60 

\ 

\ 

.40 

"^ 

K 

^^ 

.20 

^ 

0 

I 

0  .10  .20  .30  .40  .50  .60  .70  .80  .90  LOO 
Clearance 

Fig.  122a.     Art.  295. — Relation  between  Efficiency  and  Clearance  in  the  Ideal  Cycle. 

the  efficiency  may  be  expressed  in  terms  of  the  clearance  only,     (See 
Fig.  122a.) 


295  a.  The  Sargent  Cycle.  Let  the  engine  draw  in  its  charge  at  atmos- 
pheric pressure,  along  ad,  Fig.  122  c.  The  inlet  valve  closes  at  d  and  the 
charge  expands  somewhat,  along  dc.  It  is  then  compressed-  along  cde, 
ignited  along  eh,  and  expanded  along  hg.  The  exhaust  valve  opens  at  g, 
the  pressure  falls  to  that  of  the  atmosphere  along  gh,  and  the  cylinder 
contents  are  expelled  along  ha.  The  work  area  is  debfgh;  there  is  no 
negative  loop  work  area  dhc.     The  entropy  diagram  shows  the  cycle  to 
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be  more  efficient  than  the  Otto  cycle  debf  between  the  same  temperature 
limits ;  the  superior  Otto  cycle  ebgc  has  wider  temperature  limits.  The 
gain  by  the  Sargent  cycle  is  analogous  to  that  in  a  steam  engine  by  an 
increased  ratio  of  expansion  (Art.  411),  and  involves  a  reduction  in  capac- 
ity in  proportion  to  the  size  of  cylinder.     The  efficiency  is 

debgh  _  mebn  —  mdhgn 
mebn  mebn 

^^      ]c(T,-T,)^l(T,-T,) 

n  -  T,      T,  -  T, 

295  h.  The  Frith  Regenerative  Cycle  {Jour.  A.  S.  M.  E.,  XXXII,  7).  In  Fig. 
122  d,  abed  is  an  ordinary  Otto  cycle.  Suppose  that  during  expansion  some  of  the 
fluid  passes  through  a  regenerator,  giving  up  heat,  following  some  such  path  as  ae. 
Then  let  the  regenerator  in  turn  impart  this  heat  to  the  working  substance  during 
or  just  before  combustion,  as  along  di  in  the  entropy  diagram. 

If  the  regenerator  were  perfect,  and  the  transfers  as  described  could  occur,  the 
heat  absorbed  from  external  sources  would  be  jiah  and  the  work  would  be  daec. 
The  quotient  of  the  latter  by  the  former,  if  the  path  through  the  regenerator  were 
ac  (limiting  case),  would  be  unity.  But  this  would  involve  a  contravention  of  the 
second  law,  since  heat  would  have  to  pass  from  the  regenerator  (at  c)  to  a  sub- 
stance hotter  than  itself  (at  d).  If,  however,  we  make  the  temperature  range  T^  —  T^ 
very  small,  a  large  proportion  of  the  heat  transferred  to  the  regenerator  may  again 
be  absorbed  along  da,  and  as  the  output  of  the  engine  approaches  zero,  its  efficiency 
approaches  100  per  cent. 

If,  as  in  Fig.  122  ft,  the  expansion  curve  strikes  the  point  c,  we  may  assume 
that  of  all  the  heat  (fcah)  delivered  to  the  regenerator,  only  that  portion  (Ikah), 
the  temperature  of  which  exceeds  T^,  can  be  redelivered  to  the  fluid  along  da. 
The  efficiency  is  then 


dac  _  fdah  —  fcah 

fdah  —  Ikah      fdah  —  Ikah 


"^—^CT  -T) 


fl  y 

where  s  =  I  — — p  is  the  specific  heat  along  the  path  akc,  the  equation  of  which  is 
pv""  =  const.     Since  P„  F/  =  P,  F,^  while  P^  F/  =  P,  F/, 


1  ^c 

log^ 
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Fig.  1226.     Art.  2956 
T 


^ 

b 

^r-^-^^^^^' 

»-^"°  .<<- 
l!^^ 

f 
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c 

To..'"" 
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n 

Fig.  122c.     Art.  295a. 
T 


Fig.  122d.     Art.  2956. 


Let  P,  =  14.7,  Pa  =  147,  P„  =  294. 


^ 

cc 

y/'i 

^^/i 

d 

!  /  / 

1/     / 

6 

Ad^ 

/    i,-^^ 

c 

1       1 

f 

1-     1 

/^ 

iV 


N 


Then 


1.402 


n  —  y 
n-  1 


0.561 
0.963 


loo-  0.05 
log  0.10  " 

=  0.582. 


1.963, 
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Now  if  T,  =  300°  F.  =  760°  abs.,  T^  =  1470°  abs.,  and  if  T^  =  3000°  abs.,  the 
efficiency  becomes 

1530  -  (0.582  X  2-240)  ^  230  ^  ^  ^g 
1530  -  (0.582  X  1530)      640  ~    "     ' 
while  that  of  the  Otto  cycle  is 

Td--r,_  1470 -760 


1470 


=  0.48. 


296.  Carnot  Cycle  and  Otto  Cycle;  the  Atkinson  Engine.  Let  abed, 
Fig.  123,  represent  a  Carnot  cycle  drawn  to  py  coordinates,  and  bfde,  the 
corresponding  Otto  cycle  between  the 
same  temperature  limits,  T  and  t.  For  the 
Carnot  cycle,  the  efficiency  is  (T  —  t)  -i-  T ; 
for  the  Otto,  it  is,  as  has  been  shown, 
(T,-  T^)  -V-  T,.  It  is  one  of  the  disad- 
vantages of  the  Otto  cycle,  as  shown  in 
Art.  294,  that  the  range  of  temperatures 
during  expansion  is  the  same  as  that  dur- 
ing compression.  In  the  ingenious  Atkin- 
son engine  (13),  the  fluid  was  contained  in 
the  space  between  two  pistons,  which  space 
was  varied  during  the  phases  of  the  cycle.  This  permitted  of  expansion 
independent  of  compression;  in  the  ideal  case,  expansion  continued  down 
to  the  temperature  of  the  atmosphere,  giving  such  a  diagram  as  ebcd,  Fig. 
123.     The  entropy  diagrams  for  the  Carnot,  Otto,  and  Atkinson  cycles  are 

correspondingly  lettered  in  Fig.  124.  For 
the  Atkinson  cycle,  in  the  ideal  case,  we 
have  in  Fig.  124  the  elementary  strip 
vwxy,  which  may  stand  for  dH,  and  the 
isothermal  dc  at  the  temperature  t.  Let 
the  variable  temperature  along  eb  be  T^, 
having  for  its  limits  T^  and  T^.  Then  for 
the  area  ebcd,  we  have 


Fig.  123.     Art.  296.  — Carnot,  Otto, 
and  Atkinson  Cycles. 


Fig.  124.     Ar's.  296,    297, 

3296.     Efficiencies  of   Gas   Engine 
Cycles. 


w= 


x:f<'-')='x:f  <'■-') 


l{T,-T:)-lt\o^, 


T. 


The  efficiency  is  obtained  by  dividing  hj  I  {T^  —  T^  and  is  equal  to 

t       .       T, 


1- 


loge-^^ 


n  -  T, 

297.    Application  to  a   Special  Case.     Let    Te  =  1060,     T  ==  3440,     ^  =  520; 
whence,  from  Art.  294,  T/—  1688.     We  then  have  the  following  ideal  efficiencies: 
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Carnot, 
Atkinson,  1  — 
Otto, 


T  -  t      3440  -  520 


3440 


0.85. 


^        ,       n      .       520.       3440      ^^, 
-n^T}''^^T-e  =  ^  -  2380^^8'^  1060  =  ^•^^• 


Te-t 
Te 


1060  -  520 
1060 


=  0.51. 


The  Atkinson  engine  can  scarcely  be  regarded  as  a  practicable  type ;  the 
Otto  cycle  is  that  upon  which  most  ga-s  engine  efficiencies  must  be  based ; 
and  they  depend  solely  on  the  ratio  of  temperatures  or  pressures  during 
compression. 

298.    Lenoir  Cycle.     This  is  shown  in  Pig.  125.     The  fluid  is  drawn 

into   the   cylinder   along   Ad   and  exploded   along   df.     Expansion   then 

occurs,  giving  the  pathj^,  when  the  exhaust  valve  opens,  the  pressure 

p 


CONSTANT  VOLUME 


■^S^^*'"' 


Fig.  125.     Arts.  298,  301,  302.— 
Lenoir  Cycle. 


Fig.  126.     Art.  298.  — Entropy 
Diagram,  Lenoir  Cycle. 


falls,  gh,  until  it  reaches  that  of  the  atmosphere,  and  the  gases  are  finally 
expelled  on  the  return  stroke,  liA.     It  is   a  tivo-cyde  engine.     The   net 
entropy  diagram  appears  in  Fig.  126. 
The  efficiency  is 

Heat  absorbed  -  heat  rejected  _  Z(7}-  -  To)  -  l{Tg  -  Tu)  -  k(l\  -  Ta) 


Heat  absorbed 


=  1 


Tf-Ta 


KTf-Ta) 
^  Tf-T. 


299.  Brayton  Cycle.  This  is  shown  in  Fig.  127.  A  separate 
pump  is  employed.  The  substance  is  drawn  in  along  Ad^  compressed 
along  dn^  and  forced  into  a  reservoir  along  nB.  The  engine  begins 
to  take  a  charge  from  the  reservoir  at  B^  which  is  slowly  fed  in  and 
ignited  as  it  enters,  so  that  combustion  proceeds  at  the  same  rate  as 
the  piston  movement,  giving  the  constant  pressure  line  Bh.  Expan- 
sion then  occurs  along  hg,  the  exhaust  valve  opens  at  g^  and  the 
charge  is  expelled  along  hA.  The  net  cycle  is  dnhgh',  the  net  ideal 
entropy    diagram   is   as   in    Fig.    128.     This    is    also    a   two-cycle 
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Fig.   127.      Arts.   299,  302.  —  Brayton 
Cycle. 


Fig.  128.    Art.  299.  —  Brayton  Cycle, 
Entropy  Diagram. 


engine.  The  "  constant  pressure  "  cycle  which  it  uses  was  suggested 
in  1865  by  Wilcox.  In  1873,  when  first  introduced  in  the  United 
States,  it  developed  an  efficiency  of  2.7  lb.  of  (petroleum)  oil  per 
brake  hp.-hr. 

The  efficiency  is  (Fig.  127) 


1- 


If  expansion  is  complete,  the  cycle  becoming  dnbi,  Figs.  127;  128,  then 


Tg=  Tj^=  Ti,  and  the  efficiency  is 


1- 


1- 


T,      T^  -  T, 


d 


a  result  identical  with  that  in  Art.  295 ;  the  efficiency  (with  complete  ex- 
pansion) depends  solely  upon  the  extent  of  compression. 


300.  Comparisons  with  the  Otto  Cycle.  It  is  proposed  to  compare  the  capacities 
and  efficiencies  of  engines  working  in  the  Otto,*  Brayton,  and  Lenoir  cycles ;  the 
engines  being  of  the  same  size,  and  working  between  the  same  limits  of  temperature. 
For  convenience,  pure  air  will  be  regarded  as  the  working  substance.  In  each  case 
let  the  stroke  be  2  ft.,  the  piston  area  1  sq.  ft.,  the  external  atmosphere  at  17°  C, 
the  maximum  temperature  attained,  1537"'  C.  In  the  Lenoir  engine,  let  ignition 
occur  at  half  stroke;  in  the  Brayton,  let  compression  begin  at  half  stroke  and  con- 
tinue until  the  pressure  is  the  same  as  the  maximum  pressure  attained  in  the  Lenoir 
cycle,  and  let  expansion  also  begin  at  half  stroke.  These  are  to  be  compared  with 
an  Otto  engine,  in  which  the  pump  compresses  1  cu.  ft.  of  free  air  to  40  lb.  net 
pressure.  This  quantity  of  free  air,  1  cu.  ft.,  is  then  supplied  to  each  of  the  three 
engines. 

301.  Lenoir  Engine.  The  expenditure  of  heat  (in  work  units)  along  df,  Fig. 
125,  is  Jl(^T  —  t),  in  which  T  =  1537,  t  =  11,  J  is  the  mechanical  equivalent  of  a 
Centigrade    heat    unit,    and   I    is    the    specific    heat    of    1    cu.  ft.  of    free    air, 

*  The  "  Otto  cycle  "  in  this  discussion  is  a  modified  form  (as  suggested  by  Clerk) 
in  which  the  strokes  are  of  unequal  length. 
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heated  at  constant  volume  1°  C.  Now  J  —  778  x  f  =  1400.4,  and  .//  is  approxi- 
mately 0.1689  X  0.075  x  1400.4  =  17.72.     The  expenditure  of  heat  is  then 

17.72(1537  -  17)  =  26,900  ft.-lb. 
The  pressure  at/is 

14.7  i||^-i^=  91.4  lb.  absolute; 

and  the  pressure  at  g  is 

91.4(1)3'  =  34.25  lb.  absolute. 
The  work  done  under /^  is  then 

144  j  (91-4xl)-(34.25x2)  1  ^  g^.^  ^^_^^^ 
\  1.402  -  1  J 

The  negative  work  under  M  is  14.7  x  144  x  1  =  2107  ft.-lb.,  and  the  net  work  is 
8190  -  2107  =  6083  ft.-lb.     The  efficiency  is  then  6083  --  26,900  =  0.SS6. 

302.    Brayton  Engine.     We  first  find  (Fig.  127) 

Tn  =  T'diy)  '   =  (273  +  17)  l^y'^  =  489°  absolute  or  216°  C. 

Proceeding  in. the  same  way  as  with  the  Lenoir  engine,  we  find  the  heat  expendi- 
ture to  be 

Jk(Ti  -  T„)  =  0.2375  X  0.075  x  1400.4(1537  -  216)  =  33,000  ft.-lb. 

The  pressure  at  n  is  by  assumption  equal  to  that  in  the  case  of  the  Lenoir  engine ; 
the  pressure  at  g  in  the  Brayton  type  then  equals  that  at  g  in  the  Lenoir.  The 
work  under  hg  is  the  same  as  that  under  fg  in  Fig.  125.  The  work  under  nb  is 
found  by  first  ascertaining  the  volume  at  n.     This  is 


'L47y- 
.9.14/ 


'l.O  =0.272. 


The  work  under  nb  is  then  91.4  x  144  x  (1.0  -  0.272)  =  9650  ft.-lb.,  and  the  gross 
work  is  9650  +  8190  =  17,840  ft.-lb.  Deducting  the  negative  work  under  hd, 
2107  ft.-lb.,  and  that  under  dn, 

144  ((91.4  X  0.272)  -  (14.7  xl)\  ^  3^.,  f, .^^ 

V         1.402  - 1.0         y 

the  net  work  area  is  1^,083  ft.-lb.,  and  the  efficiency,  12,083  --  33,000  =  0.366, 

303.  Clerk's  Otto  Engine.  In  Fig.  129,  a  separate  pump  takes  in  a  charge 
along  AB,  and  compresses  it  along  BC,  afterward  forcing  it  into  a  receiver  along 
CD  at  40  lb.  gauge  pressure.  Gas  flows  from  _ 
the  receiver  into  the  engine  along  DC,  is  ex- 
ploded along  CE,  expands  to  F,  and  is  expelled 
along  GA.  The  net  cycle  is  BCEFG.  The  d 
volume  at  C  is 

(lMy^^=  0.393  cu.  ft. 

^54.7/  YiG.  129.     Arts.  303,  305.  — Clerk's 

Otto  Cycle. 
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The  temperature  at  C  is 

P^^.T,-.  P,V,=  (54.7x0.39a)(273  +  17)  _  ,73  ^  1530  c. 
14.7  X  1 
The  pressure  at  E  is  then 

il^fi2Z|m=  231  lb.  absolute. 
153  +  273 

The  pressure  at  F  is 

23l(M93y^  23.64  lb.  absolute. 
The  work  under  EF  is 

144  /(231x0.393)-(23.64x2)N  ^  ^^_^ 

\  1.402  -  1.0  /  ' 

that  under  BG  is  2107  ft.-lb.,  and  that  under  BC  is 

) 


144  /(54.7x0.393)-(14.7xl)^  ^  2430  ^  ^  .^^^ 
V  1.402  -  1.0 


The  net  work  is  15,600  -  2107  -  2430  =  11,063  ft.-lb.  The  heat  expenditure  in 
this  case  is  JI(Te  -  Tc)  =  17.72  x  (1537  -  153)  =  24,500  ft.-lb.,  and  the  efficiency 
is  11,063  -4-  24,500  =  0.453-,  considerably  greater  than  that  of  either  the  Lenoir  or 
the  Brayton  engine  (14).  If  we  express  the  cyclic  area  as  100,  then  that  of  the 
Lenoir  engine  is  52  and  that  of  the  Brayton  engine  is  104. 

304.  Trial  Results.  These  comparisons  correspond  with  the  consumption  of 
gas  found  in  actual  practice  with  the  three  types  of  engine.  The  three  efficiencies 
are  0.226,  0.366,  and  0.453.  Taking  4  cu.  ft.  of  free  gas  as  ideally  capable  of  giv- 
ing one  horse  power  per  hour,  the  gas  consunjption  per  hp.-hr.  in  the  three  cases 
would  be  respectively  4  -  0.226  =  17.7,  4  -  0.366  =  10.9,  and  4  -  0.453  =  8.84  cu.  ft. 
Actual  tests  gave  for  the  Lenoir  and  Hugon  engines  90  cu.  ft. ;  for  the  Brayton, 
50;  and  for  the  modified  Otto,  21.  The  possibility  of  a  great  increase  in  economy 
by  the  use  of  an  engine  of  a  form  somewhat  similar  to  that  of  the  Brayton  will  be 
discussed  later. 


305.    Complete  Pressure  Cycle.     The  cycle  of  Art.  303  merits  detailed  exami- 
nation.    In  Fig.  129,  the  heat  absorbed  is  l(Tf;  —  Tc)  ;  that  rejected  is 

the  efficiency  is 

4       Tr-To         Tg-Tn 
T^-Tc~^Te-Tc 

The  entropy  diagram  may  be  drawn  as  ebmnd,  Fig.  124,  showing  this  cycle  to  be 
more  efficient  than  the  equal-length-stroke  Otto  cycle,  but  less  efficient  than  the 
Atkinson.  With  complete  expansion  down  to  the  lower  pressure  limit,  the  cycle 
becomes  BCEFH,  Fig.  129,  or  elod,  Fig.  124;  the  strokes  are  still  of  unequal 
length,  and  the  efficiency  is  (Fig.  129) 

Tn-Tn, 


y 
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If  the  strokes  be  made  of  equal  length,  with  incomplete  expansion,  Tq- 
cycle  becomes  the  ordinary  Otto,  and  the  efficiency  is 

Ti.  -Ta_Tc-Tn 


Tn,  the 


1 


Tc 


Fig.  130.    Arts.  306,  307.  — Diesel 
Cycle. 


306.  Oil  Engines:  The  Diesel  Cycle.  Oil  engines  may  operate  in  either 
the  two-stroke  or  the  four-stroke  cycle,  usually  the  latter ;  and  combus- 
tion may  occur  at  constant  volume  (Otto),  constant  pressure  (Brayton),  or 
constant  temperature  (Diesel).  Diesel,  in  1893  (15),  first  proposed  what 
has  proved  to  be  from  a  thermal  standpoint  the  most  economical  heat 
engine.  It  is  a  four-cycle  engine,  approaching  more  closely  than  the 
Otto  to  the  Carnot  cycle,  and  theoretically  applicable  to  solid,  liquid,  or 

gaseous  fuels,  although  actually  used  only 
with  oil.  The  first  engine,  tested  by  Schroter 
in  1897,  gave  indicated  thermal  efficiencies 
ranging  from  0.34  to  0.39  (16).  The  ideal- 
ized cycle  is  shown  in  Pig.  130.  The  opera- 
tions are  adiabatic  compression,  isothermal 
expansion,  adiabatic  expansion,  and  dis- 
charge at  constant  volume.  Pure  air  is  com- 
pressed to  a  high  pressure  and  temperature, 
and  a  spray  of  oil  is  then  gradually  injected  by  means  of  external  air 
pressure.  The  temperature  of  the  cylinder  is  so  high  as  at  once  to  ignite 
the  oil,  the  supply  of  which  is  so  adjusted  as  to  produce  combustion 
practically  at  constant  temperature.  Adiabatic  expansion  occurs  after 
the  supply  of  fuel  is  discontinued.  A  considerable  excess  of  air  is  used. 
The  pressure  along  the  combustion  line  is  from  30  to  40  atmospheres,  that 
at  which  the  oil  is  delivered  is  50  atmospheres,  and  the  temperature 
at  the  end  of  compression  approaches  1000°  F.  The  engine  is 
started  by  compressed  air;  two  or  more  cylinders  are  used.  There  is 
no  uncertainty  as  to  the  time  of  ignition;  it  begins  immediately 
upon  the  entrance  of  the  oil  into  the  cylinder.  To  avoid  pre-ignition 
in  the  supply  tank,  the  high-pressure  air  used  to  inject  the  oil  must 
be  cooled.  The  cylinder  is  water-jacketed.  Figure  131  shows  a  three- 
cylinder  engine  of  this  type;  Fig.  132,  its  actual  indicator  diagram, 
reversed. 

The  Diesel  engine  has  recently  attracted  renewed  interest,  especially 
in  small  units:  although  it  has  been  built  in  sizes  up  to  2000  hp.  It 
has  been  appHed  in  marine  service,  and  has  successfully  utilized  by- 
product tar  oil. 
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Fig.  131.     Art.  306.  — Diesel  Engine.     (American  Diesel  Engine  Company.) 


Fig.  132.      Art.  30G.  —  Indicator  Diagram,  Diesel  Engine. 
(16  X  24  in.  engine,  160  r.p.m.     Spring  400.) 
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307.    Efficiency.      The  heat  absorbed  along  ah^  Fig.  130,  is 

^  a  f^  a 

The  heat  rejected  along/t?  is  ?(2y—  T^).     We  may  write  the  efficiency 
as 

-Br.,  log. -p 
But  2>=  T,{^'^=  r„(-py'\and  T,=  T,{^'^ ;  whence 


nX"-! 


For  the  heat  rejected  along /c?  we  may  therefore  write 


-n 


and  for  the  efficiency, 

1-  — 


wr-<\ 


This  increases  as  T„  increases  and  as  — ^  decreases.     The  last  concla- 

a  y 

^  a 

sion  is  of  prime  importance,  indicating  that  the  efficiency  should  in- 
crease at  light  loads.  This  may  be  apprehended  from  tlie  entropy 
diagram,  ahfd.  Fig.  124.  As  the  width  of  the  cycle  decreases  (hf 
moving  toward  ac?),  the  efficiency  increases. 

307  6.  Diesel  Cycle  with  Pressure' Constant.  In  common  present  practice, 
the  engine  is  supplied  with  fuel  at  such  a  rate  that  the  pressure,  rather 
than  the  temperature,  is  kept  constant  during  combustion.  This  gives  a 
much  greater  work  area,  in  a  cylinder  of  given  size,  than  is  possible  with 
isothermal  combustion.  The  cycle  is  in  this  case  as  shown  in  Fig.  132  a, 
combining  features  of  those  of  Otto  and  Bray  ton.  The  entropy  diagram 
shows  that  the  efficiency  exceeds  that  of  the  Otto  cycle  ebfd  between  the 
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same  limits;  but  it  is  less  than  that  of  the  Diesel  cycle  with  isothermal 
combustion.     The  definite  expression  for  efficiency  is 


ahfd 
mabn 


1        l(Tr-T,) 


1- 


^ 


Inspection  of  the  diagram  shows  that  the  efficiency  decreases  as  the  load 
increases. 

(For  a  description  of  the  Junkers  engine^  see  the  papers  by  Junge,  in 
Power,  Oct.  22,  29,  Nov.  5,  1912.) 

P  T 


Fig.  132a.     Art.  3076. — Constant-pressure  Diesel  Cycle.  \ 

3076\  Entropy  Diagram,  Diesel  Engine.  In  constructing  the  entropy  diagram 
from  an  actual  Diesel  indicator  card  a  difficulty  arises  similar  to  one  met  with  in 
steam  engine  cards;  the  quantity  of  substance  in  the  cylinder  is  not  constant  (Art.  454). 
This  has  been  discussed  by  Eddy  (17),  Frith 
(18),  and  Reeve  (19).  The  illustrative  dia- 
gram, constructed  as  in  Art.  347,  is  sugges- 
tive. Figure  133  shows  such  a  diagram  for 
an  engine  tested  by  Denton  (20).  The 
initially  hot  cylinder  causes  a  rapid  ab- 
sorption of  heat  from  the  walls  during  the 
early  part  of  compression  along  ah.  Later, 
along  he,  heat  is  transferred  in  the  opposite 
direction.  Combustion  occurs  along  cd,  the 
temperature  and  quantity  of  heat  increas- 
ing rapidly.  During  expansion,  along  de, 
the  temperature  falls  with  increasing 
rapidity,  the  path  becoming  practically 
adiabatic  during  release,  along  ef.  The  TV  diagram  of  Fig.  133  indicates  that  no 
further  rise  of  temperature  would  accompany  increased  compression;  the  actual 
path  at  y  has  already  become  practically  isothermal. 

308.  Comparison  of  Cycles.  Figure  134  shows  all  of  the  cycles  that 
have  been  discussed,  on  a  single  pair  of  diagrams.  The  lettering  cor- 
responds v^rith  that  in  Figs.  122-128,  130.     The  cycles  are, 


VOR  N 


Fig.  133. 


Art.  307. — Diesel  Engine 
Diagrams. 
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Carnot,  abed,  Lenoir,  dfogX,dp'o,  Diesel,  dabf, 

Otto,  ebfd,  Braj^ton,  dnbgh,  dnbi,  Atkinson,  ebcd, 

Complete  pressure,  debgh,  debt 


T 

X                                h 

/n 

>/ 

/ 

^^J' 

^J 

% 

io 

n 

^y  // 

l^-o 

e 
d 

^' 

0 

Fig.  134.    Art.  308,  Probs.  7,  25.  —  Comparison  of  Gas  Engine  Cycles. 

308«.  The  Hmnphrey  Internal  Combustion  Pump.  In  Fig.  134a, 
C  is  a  chamber  supplied  with  water  through  the  check  valves  V  from 
the  storage  tank  ET,  and  connected  by  the  discharge  pipe  D  with  the 
dehvery  tank  F.  Suppose  the  lower  part  of  C,  with  the  pipe  D  and 
the  tank  F,  to  be  filled  with  water,  and  a  combustible  charge  of  gas 
to  be  present  in  the  upper  part  of  C,  the  valves  /  and  E  being  closed. 
The  gas  charge  is  exploded,  and  expansion  forces  the  water  down 
in  C  and  up  in  F.  The  movement  does  not  stop  when  the  pressure 
of  gas  in  C  falls  to  that  equivalent  to  the  difference  in  head  between 
F  and  C  ;  on  the  contrary,  the  kinetic  energy  of  the  moving  water 
carries  it  past  the  normal  level  in  F,  and  the  gases  in  C  fall  below 
the  pressure  of  the  atmosphere.  This  causes  the  opening  of  E  and  V, 
an  inflow  of  water  from  ET  to  C,  and  an  escape  of  burnt  gas  from  C 
through  E.  The  water  rises  in  C.  Meanwhile,  a  partial  return  flow 
from  F  aids  to  fill  C,  the  kinetic  energy  of  the  moving  water  having 
been  exhausted,  and  the  stream  having  come  to  rest  with  an  abnor- 
mally high  level  in  F.  Water  continues  to  enter  C  until  (1)  the  valves 
V  are  closed,  (2)  the  level  of  E  is  reached,  when  that  valve  closes  by 
the  impact  of  water;  and  (3)  the  small  amount  of  burnt  gas  now  trapped 
in  the  space  Ci  is  compressed  to  a  pressure  higher  than  that  correspond- 
ing with  the  difference  of  heads  between  F  and  Ci.  As  soon  as  the 
returning  flow  of  water  has  this  time  been  brought  to  rest,  the  excess 
pressure  in  Ci  starts  it  again  in  the  opposite  direction  from  Ci  toward 
F.  When  the  pressure  in  Ci  has  by  this  means  fallen  to  about  that  of 
the  atmosphere,  a  fresh  charge  is  drawn  in  through  I.  Frictional 
losses  prevent  the  water,  this  time,  from  rising  as  high  in  F  as  on  its 
first  outflow;    but  nevertheless  it  does  rise  sufficiently  high  to  acquire 
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a  static  head,  which  produces  the  final  return  flow  which  finally  com- 
presses the  fresh  charge. 

The  water  here  takes  the  place  of  a  piston   (as  in  the  hydraulic 
piston  compressor,  Art.  240).     The  only  moving  parts  are  the  valves. 


Gas  Inlet 


Fig.  134a.     Art.  308a.— Humphrey  Pump. 


The  action  is  unaccompanied  by  any  great  rise  of  temperature  of  the 

metal,  since  nearly  all  parts  are  periodically  swept  by  cold  water.     The 

pump    as    described  works   on  the 

four-cycle  principle,  the  operations 

being  (Fig.  1346) : 

a.  Ignition   (ab)  and  expansion 

(he); 
h.  Expulsion  of  charge  {cd,  de), 
suction    of    water,    com- 
pression      of       residual 
charge  (e/)  ; 

c.  Intake  {feg,  gh) ; 

d.  Compression  (ha). 
Disregarding  the  two  loops  ehg, 

dcm,  the  cycle  is   bounded   by  two 

polytropics,  one  fine  of  constant  volume  and  one  of  constant  pressure. 
Between  the  temperature  limits  Tj,  and  Tj^  it  gives  more  work  than 
the  Otto  cycle  hahj,  and  if  the  curves  he  and  ah  were  adiabatic  would 
necessarily  have  a  higher  efficiency  than  the  Otto  cycle.  The  actual 
paths  are  not  adiabatic:  during  expansion  (as  well  as  during  ignition) 
some  of  the  heat  must  be  given  up  to  the  water;  while  the  heat  generated 
by  compression  is  similarly  (in  part)  transferred  to  the  water  along  ha. 
With  the  adiabatic  assumption  adopted  for  the  purpose  of  classification, 
the  cycle  is  that  described  in  Art.  305  and  shown  in  Fig.  134  as  dehi. 
The  strokes  are  of  unequal  length. 

The  gases  are  so  cool  toward  the  end  of  expansion  that  a  fresh 


Atmospheric 
m'     d       Pressure 


Fig.  1346.     Art.  308a.— Cycle  of 
Humphrey  Pump. 
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charge  may  be  safely  introduced  at  that  point,  by  outside  compression 
on  the  two-cycle  principle  (Art.  289).  The  pump  may  be  adapted 
for  high  heads  by  the  addition  of  the  hydraulic  intensifier.  It  has 
been  built  in  sizes  up  to  40,000,000  gal.  per  twenty-four  hours,  and 
has  developed  a  thermal  efficiency  (to  water)  under  test  of  about 
22  per  cent.     (See  American  Machinist,  Jan.  5,  1911.) 

Practical  Modifications  of  the  Otto  Cycle. 

309.  Importance  of  Proper  Mixture.  The  working  substance  used  in  gas 
engines  is  a  mixture  of  gas,  oil  vapor  or  oil,  and  air.  Such  mixtures  will  not 
ignite  if  too  weak  or  too  strong.  Even  when  so  proportioned  as  to  permit  of 
ignition,  any  variation  from  the  correct  ratio  has  a  detrimental  effect;  if 
too  little  air  is  present,  the  gas  will  not  burn  completely,  the  exhaust  will  be  dark- 
colored  and  odorous,  and  unburned  gas  may  explode  in  the  exhaust  pipe  when 

it  meets  more  air.  If  too  much  air  is  admitted, 
the  products  of  combustion  will  be  unnecessarily 
diluted  and  the  rise  of  temperature  during 
ignition  will  be  decreased,  causing  a  loss  of  work 
area  on  the  PV  diagram.  Figure  135  shows  the 
effect  on  rise  of  temperature  and  pressure  of 
varying  the  proportions  of  air  and  gas,  assuming 
the  variations   to   remain   within   the  limits   of 


Fig.  135.    Art.  300. -Effect  of       P°««™''  ignition.      Failure  to  ignite  may  occur 
Mixture  Stren'^th  ^^    ^   result  of  the  presence  of  excess  of  air   as 

well  as  when  the  air  supply  is  deficient.  Rapidity 
of  flame  propagation  is  essential  for  efficiency,  and  this  is  only  possible  with  a 
proper  mixture.  The  gas  may  in  some  cases  burn  so  slowly  as  to  leave  the  cyl- 
inder partially  unconsumed.  In  an  engine  of  the  type  shown  in  Fig.  119,  this 
may  result  in  a  spread  of  flame  through  /,  B,  and  C  back  to  D,  with  dangerous 
consequences. 

310.  Methods  of  Mixing.  The  constituents  of  the  mixture  must  be  intimately 
mingled  in  a  finely  divided  state,  and  the  governing  of  the  engine  should  prefer- 
ably be  accomplished  by  a  method  which  keeps  the  proportions  at  those  of  highest 
efficiency.  Variations  of  pressure  in  gas  supply  mains  may  interpose  serious  dif- 
ficulty in  this  respect.  Fluctuations  in  the  lights  which  may  be  supplied  from  the 
same  mains  are  also  excessive  as  the  engine  load  changes.  Both  difficulties  are 
sometimes  obviated  in  small  units  by  the  use  of  a  rubber  supply  receiver.  Varia- 
tions in  the  sp^ed  of  the  engine  often  change  the  proportions  of  the  mixture. 
When  the  air  is  drawn  from  out  of  doors,  as  with  automobile  engines,  variations 
in  the  temperature  of  the  air  affect  the  mixture  composition.  In  simple  types  of 
engine,  the  relative  openings  of  the  automatic  gas  and  air  inlet  valves  are  fixed 
when  the  engine  is  installed,  and  are  not  changed  unless  the  quality  or  pressure 
of  the  gas  changes,  when  a  new  adjustment  is  made  by  the  aid  of  the  indicator  or 
by  observation  of  the  exhaust.  Mechanically  operated  mixing  valves,  usually  of 
the  "butterfly"  type,  are  used  on  high-speed  engines;    these  are  positive  in  their 
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action.  The  use  of  separate  pumps  for  supplying  air  and  gas  permits  of  proportion- 
ing in  the  ratio  of  the  pump  displacements,  the  volume  dehvered  being  constant, 
regardless  of  the  pressure  or  temperature.  Many  adjustable  mixing  valves  and 
carbureters  are  made,  in  which  the  mixture  strength  may  be  regulated  at  will. 
These  are  necessary  where  irregularities  of  pressure  or  temperature  occur,  but 
require  close  attention  for  economical  results.  In  the  usual  type  of  carbureter  or 
vaporizer,  used  with  gasoline,  a  constant  level  of  liquid  is  maintained  either  by  an 
overflow  pipe  or  by  a  float.  The  suction  of  the  engine  piston  draws  air  through  a 
nozzle,  and  the  fuel  is  drawn  into  and  vaporized  by  the  rapidly  moving  air  current. 
Kerosene  cannot  be  vaporized  without  heating  it:  the  kerosene  carbureter  may  be 
jacketed  by  the  engine  exhaust,  or  the  liquid  may  be  itself  spurted  directly  into 
the  cylinder  at  the  proper  moment,  air  only  being  present  in  the  cylinder  during 
compression.  The  presence  of  burned  gas  in  the  clearance  space  of  the  cylinder 
affects  the  mixture,  retarding  the  flame  propagation.  The  effect  of  the  mixture 
strength  on  allowable  compression  pressures  remains  to  be  considered. 

311.  Actual  Gas  Engine  Diagram.  Atypicalindicator  diagram  from 
a  good  Otto  cycle  engine  is  shown  in  Fig.  136.  The  various  lines  difTer 
somewhat  from  those  established  in  Art.  288.  These  differences  we  now 
discuss.  Figure  137  shows  the  portion  bcde  of  the  diagram  in  Fig.  136 
to  an  enlarged  vertical  scale,  thus  representing  the  action  more  clearly. 
The  linefg  is  that  of  atmospheric  pressure,  omitted  in  Fig.  136.  We  will 
begin  our  study  of  the  actual  cycle  with  the  compression  line. 


Fig.  136.     Arts.  311,  342,  345.—  Fig.  137.    Arts.  311,   326,   328.  — Eu- 

Otto  Engine  Indicator  Diagram.  larged  Portion  of  Indicator  Diagram. 

312.  Limitations  of  Compression.  It  has  been  shown  that  a  high  degree 
of  compression  is  theoretically  essential  to  economy.  In  practice,  com- 
pression must  be  limited  to  pressures  (and  corresponding  temperatures) 
at  which  the  gases  will  not  ignite  of  themselves ;  else  combustion  will 
occur  before  the  piston  reaches  the  end  of  the  stroke,  and  a  backward 
impulse  will  be  given.  Gases  differ  widely  as  to  the  temperatures  at 
which  they  will  ignite;  hydrogen,  for  example,  inflames  so  readily  that 
Lucke  (21)  estimates  that  the  allowable  final  pressure  must  be  reduced 
one  atmosphere  for  each  5  per  cent  of  hydrogen  present  in  a  mixed  gas. 

The  following  are  the  average  final  gauge  compression  pressures 
recommended  by  Lucke  (22)  :  for  gasoline,  in  automobile  engines, 
45  to  95  lb.,  in  ordinary  engines,  60  to  85  lb.  ;  for  'kerosene,  SO  to  85  lb.; 
for  natural  gas,  75  to  ISO  lb. ;  for  coal  gas  or  carbureted  water  gas, 
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60  to  100  lb.  ;  for  producer  gas^  100  to  160  lb.  ;  and  for  blast  furnace 

gas^  120  to  190  lb.     The  range  of  compression  depends  also  upon  the 

pressure  existing  in  the  cylinder  at  the  beginning  of  compression ;  for 

two-cycle  engines,  this  varies  from  18  to  21  lb.,  and  for  four-cycle 

engines,  from  12  to  14  lb.,  both  absolute. 

The  pre-compression  temperature  also  limits  the  allowable  range  below  the 
point  of  self-ignition.  This  temperature  is  not  that  of  the  entering  gases,  but  it 
is  that  of  the  cylinder  contents  at  the  moment  when  compression  begins ;  it  is 
determined  by  the  amount  of  heat  given  to  the  incoming  gases  by  the  hot  cylin- 
der walls,  and  this  depends  largely  upon  the  thoroughness  of  the  water  jacketing 
and  the  speed  of  the  engine.  This  accounts  for  the  rather  wide  ranges  of  allow- 
able compression  pressures  above  given.  Usual  pre-compression  temperatures  are 
from  140°  to  300°  F.  "Scavenging"  the  cylinder  with  cold  air,  the  injection  of 
water,  or  the  circulation  of  water  in  tubes  in  the  clearance  space,  may  reduce  this. 
Usual  practice  is  to  thoroughly  jacket  all  exposed  surfaces,  including  pistons 
and  valve  faces,  and  to  avoid  pockets  where  exhaust  gases  may  collect.  The 
primary  object  of  jacketing,  however,  is  to  keep  the  cylinder  cool,  both  for 
mechanical  reasons  {e.g.,  for  lubrication)  and  to  avoid  uncontrollable  explosions  at 
the  moment  when  the  gas  reaches  the  cylinder. 

313.  Practical  Advantages  of  Compression.  Compression  pressures  have 
steadily  increased  since  1881,  and  engine  efficiencies  have  increased  correspond- 
ingly, although  the  latter  gain  has  been  in  part  due  to  other  causes.  Improved 
methods  of  ignition  have  permitted  of  this  increased  compression.  Besides  tlie 
thermodynamic  advantage  already  discussed,  compression  increases  the  engine 
capacity.  In  a  non-compressive  engine,  no  considerable  range  of  expansion  could 
be  secured  without  allowing  the  final  pressure  to  fall  too  low  to  give  a  large  work 
area ;  in  the  compressive  engine,  wide  expansion  limits  may  be  obtained  along 
with  a  fairly  high  terminal  pressure.  Compression  reduces  the  exposed  cylinder 
surface  in  proportion  to  the  weight  of  gas  present  at  maximum  temperature,  and 
so  decreases  the  loss  of  heat  to  the  walls.  The  decreased  proportion  of  clearance 
space  following  the  use  of  compression  also  reduces  the  proportion  of  spent  gases 
to  be  mixed  with  the  incoming  charge. 

314.  Pressure  Rise  during  Combustion.  In  Art.  292,  the  pressure  P^  after 
combustion  was  assumed.  While,  for  reasons  which  will  appear,  any  computation 
of  the  rise  of  pressure  by  ordinary  methods  is  unreliable,  the  method  should  be 
described.     Let  H  denote  the  amount  of  heat  liberated  by  combustion,  per  pound 

of  fuel.     Then,  Fig.  122,  H=  l{Tj,  -  T,),    T,-  T,=~  and  ^  =  —  +  T^.     But 

^J'^Tp^K+I,     Then  P6-Pe=^^-     But  —«  =  —,  whence 

Pe      T,     ITe  IT,  1\       v: 


^-Pe 

PeH 

IT, 

Pe_ 

vi\ 

IVe     ~ 

W^'^ 
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Then 


P«  = 


H(k  -  I)         0.402  H 


Wfv. 


p\  0.713 


'  d 


315.  Computed  Maximum  Temperature.  Dealing  now  with  the  constant 
vohime  ignition  line  of  the  ideal  diagram,  let  the  gas  be  one  pound  of  pure 
carbon  monoxide,  mixed  with  just  the  amount  of  air  necessary  for  com- 
bustion (2.48  lb.),  the  temperature  at  the  end  of  compression  being  1000'' 
absolute,  and  the  pressure  200  lb.  absolute.  Since  the  heating  value  of  1 
lb.  of  CO  is  4315  B.  t.  u.,  while  the  specific  heat  at  constant  volume  of 
CO,  is  0.1692,  that  of  N  being  0.1727,  we  have 

4315 


rise  in  temperature  = 


72G5°  F. 


(1.57  X  0.1692)+  (1.91  X  0.1727) 
The  temperature   after  complete  ignition  is  then  8265°  absolute.     The 


pressure  is  200  x 


8265 
1000 


1653  lb.       If  the  volume  increases  during  igni- 


tion, the  pressure  decreases.  Suppose  the  volume  to  be  doubled,  the  rise 
of  temperature  being,  nevertheless,  as  computed :  then  tlie  maximum  pres- 
sure attained  is  826.5  lb. 
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Fig.  137a.     Art.  316. — Rise  of  Pressure  in  Practice. 

316.  Actual    Maxima.     No  such  temperature  as  8265°  absolute  is 
attained.     In  actual  practice,  the  temperature  after  ignition  is  usually 
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about  3500°  absolute,  and  the  pressure  under  -100  lb.  The  rise  of  either 
is  less  than  half  of  the  rise  theoretically  computed,  for  the  actual  air 
supply,  with  the  actual  gas  delivered.  The  discrepancy  is  least  for 
oil  fuels  and  (mixtures  being  of  proper  strength)  is  greatest  for  fuels 
of  high  heat  value.  It  is  difficult  to  measure  the  maximum  temperature, 
on  account  of  its  extremely  brief  duration.  It  is  more  usual  to  measure 
the  pressure  and  compute  the  temperature.  Tiiis  is  best  done  by 
a  graphical  method,  as  with  the  indicator.  Fig.  137a  gives  the  results 
of  a  tabulation  by  Poole  of  pressure  rises  obtained  in  usual  practice. 

317.  Explanation  of  Discrepancy.  There  are  several  reasons  for  the  disagree- 
ment between  computed  and  observed  results.  Charles'  law  does  not  hold  rigidly 
at  high  temperatures ;  the  specific  heats  of  gases  are  known  to  increase  with  the 
temperature  (Meyer  found  in  one  case  the  theoretical  maximum  temperature  to 
be  reduced  from  4250°  F.  to  3330°  F.  by  taking  account  of  the  increases  in  specific 
heats  as  determined  by  Mallard  and  Le  Chatelier);  combustion  is  actually  not 
instantaneous  throughout  the  mass  of  gas  and  some  increase  of  volume  always 
occurs ;  and  the  temperature  is  lowered  by  the  cooling  effect  of  the  cylinder  walls. 
Still  another  reason  for  the  discrepancy  is  suggested  in  Art.  318. 

318.  Dissociation.  Just  as  a  certain  maximum  temperature  must  be  attained 
to  permit  of  combustion,  so  a  certain  maximum  temperature  must  not  be  exceeded 
if  combustion  is  to  continue.  If  this  latter  temperature  is  exceeded,  a  suppression 
of  combustion  ensues.  Mallard  and  Le  Chatelier  found  this  "  dissociation  "  effect 
to  begin  at  about  3200°  F.  with  carbon  monoxide  and  at  about  4500°  F.  with  steam. 
Deville,  however,  found  dissociative  effects  with  steam  at  1800°  F.,  and  with  car- 
bon dioxide  at  still  lower  temperatures.  The  effect  of  dissociation  is  to  produce, 
at  each  temperature  within  the  critical  range  for  the  gas  in  question,  a  stable 
ratio  of  combined  to  elementary  gases,  —  e.g.  of  steam  to  oxygen  and  hydrogen,  — 
which  cannot  widely  vary.  No  exact  relation  between  specific  temperatures  and 
such  stable  ratio  has  yet  been  determined.  It  has  been  found,  however,  that  the 
maximum  temperature  actually  attained  by  the  combustion  of  hydrogen  in  oxygen 
is  from  3500°  to  3800°  C,  although  the  theoretical  temperature  is  about  9000°  C. 
At  constant  pressure  (the  preceding  figures  refer  to  combustion  at  constant  vol- 
ume), the  actual  and  theoretical"  figures  are  2500°  and  6000°  C.  respectively.  For 
hydrogen  burning  in  air,  the  figures  are  1830  to  2000°,  and  3800°  C.  Dissociation 
here  steps  in  to  limit  the  complete  utilization  of  the  heat  in  the  fuel.  In  gas  en- 
gine practice,  the  temperatures  are  so  low  that  dissociation  cannot  account  for  all 
of  the  discrepancy  between  observed  and  computed  values ;  but  it  probably  plays 
a  part.      (See  Art.  1276.) 

319.  Rate  of  Flame  Propagation.  This  has  been  mentioned  as  a  factor  influ- 
encing the  maximum  temperature  and  pressure  attained.  The  speed  at  which 
flame  travels  in  an  inflammable  mixture,  if  at  rest,  seldom  exceeds  65  ft.  per  sec- 
ond. If  under  pressure  or  agitation,  pulsations  may  be  produced,  giving  rise  to 
"  explosion  waves,"  in  which  the  velocity  is  increased  and  excessive  variations  in 
pressure  occur,  as  combustion  is  more  or  less  localized  (23).     Clerk  (24),  expert- 
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meriting  on  mixtures  of  coal  gas  with  air,  found  maximum  pressure  to  be  obtained 
in  minimum  time  when  tlie  proportion  of  air  to  gas  by  volume  was  5  or  6  to  1 : 
for  pure  hydrogen  and  air,  the  best  mixture  was  5  to  2.  The  Massachusetts  Insti- 
tute of  Technology  experiments,  made  with  carbureted  water  gas,  showed  the  best 
mixture  to  be  5  to  1 ;  with  86°  gasoline,  the  quickest  inflammation  was  obtained 
when  0.0217  parts  of  gasoline  were  mixed  with  1  part  of  air ;  with  76°  gasoline, 
when  0.0263  to  0.0278  parts  wei-e  used.*  Grover  found  the  best  mixture  for  coal 
gas  to  be  7  to  1 ;  for  acetylene,  7  or  8  to  1,  acetylene  giving  higher  pressures  than 
coal  gas.  With  coal  gas,  the  weakest  ignitible  mixture  was  15  to  1,  the  theoreti- 
cally perfect  mixture  being  5.7  to  1.  The  limit  of  weakness  with  acetylene  was  18 
to  1.  Both  Grover  and  Lucke  (26)  have  investigated  the  effect  of  the  presence  of 
"neutrals"  (carbon  dioxide  and  nitrogen,  derived  either  from  the  air,  the  incom- 
ing gases,  or  from  residual  burnt  gas)  on  the  rapidity  of  propagation.     The  re- 
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Fig.  138.     Art.  319  —Effect  of  Presence  of  Neutrals. 
(From  Hutton's  "  The  Gas  Engine,"  by  permission  of  John  Wiley  «fe  Sons,  Publishers.) 

suits  of  Lucke's  study  of  water  gas  are  shown  in  Fig.  138.  The  ordinates  show 
the  maximum  pressures  obtained  with  various  proportions  of  air  and  gas.  These 
are  highest,  for  all  percentages  of  neutral,  at  a  ratio  of  air  to  gas  of  5  to  1 ;  but 
they  decrease  as  the  proportion  of  neutral  increases.  The  experiments  indicate 
that  the  speed  of  flame  travel  varies  widely  with  the  nature  of  the  mixture  and  the 
conditions  of  pressure  to  which  it  is  subjected.  If  the  mixture  is  too  weak  or  too 
strong,  it  will  not  inflame  at  all.     (See  Art.  105a.) 

320.  Piston  Speed.  The  actual  shape  of  the  ideally  vertical  ignition  line  will 
depend  largely  upon  the  speed  of  flame  propagation  as  compared  with  the  speed 
of  the  piston.  Figure  139,  after  Lucke,  illustrates  this.  The  three  diagrams  were 
taken  from  the  same  engine  under  exactly  the  same  conditions,  excepting  that  the 
speeds  in  the  three  cases  were  150,  500,  and  750  r.  p.  m.  Similar  effects  may  be 
obtained  by  varying  the  mixture  (and  consequently  the  flame  speed)  while  keep- 
ing the  piston  speed  constant.     High  compression  causes  quick  ignition.     Throt- 


*  The  theoretical  ratio  of  air  to  CeHii  is  47  to  1. 
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tling  of  the  incoming  charge  increases  the  percentage  of  neutral  from  the  burnt 
gases  and  retards  ignition. 
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Fig.  139.    Art.  320.  —  Ignition  Line  as  affected  by  Piston  Speed. 
(From  Lucke's  "  Gas  Engine  Design.") 


321.  Point  of  Ignition.  The  spreading  of  flame  is  at  first  slow.  Ignition  is, 
therefore,  made  to  occur  prior  to  the  end  of  the  stroke,  giving  a  practically  verti- 
cal line  at  the  end,  where  inflammation  is  well  under  way.  Figure  140,  from 
Poole  (27),  shows  the  effects  of  change  in  the  point  of  ignition.  In  (a)  and  (b), 
ignition  was  so  early  as  to  produce  a  negative  loop  on  the  diagram.  This  was  cor- 
rected in  (c),  but  (d)  represents  a  still  better  diagram.  In  (e)  and  (/),  ignition 
was  so  late  that  the  comparatively  high  piston  speed  kept  the  pressure  doM^n,  and 
the  work  area  was  small.  It  is  evident  that  too  early  a  point  of  ignition  causes  a 
backward  impulse  on  the  piston,  tending  to  stop  the  engine.  Even  though  the 
inertia  of  the  fly  wheel  carries  the  piston  past  its  "  dead  point,"  a  large  amount  of 
power  is  wasted.  The  same  loss  of  power  follows  accidental  pre-ignition,  whether 
due  to  excessive  compression,  contact  with  liot  burnt  gases,  leakage  past  piston 
rings,  or  other  causes.     Failure  to  ignite  causes  loss  of  capacity  and  irregularity 
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IGNITION  25%  EARLY 


IGNITION  20%    EARLY 


IGNITION  16%  EARLY 


GNITION    5%    LATE 


Fig.  140.     Art.  321.— Time  of  Ignition. 
(From  Poole's  "  The  Gas  Engine,"  by  permission  of  the  Hill  Publishing  Company.) 
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Fig.  140a.     Art.  321.— Mixture  Strength  and  Ignition  Point. 


198  APPLIED  THERMODYNAMICS 

of  speed,  but  theoretically  at  least  does  not  affect  economy.  For  reasons  already 
suggested,  light  loads  (where  governing  is  effected  by  throttling  the  supply)  and 
weak  mixtures  call  for  early  ignition.  Fig.  140a,  based  on  tests  of  a  natural  gas 
engine  reported  b}^  Poole,  shows  the  effect  of  a  simultaneous  varying  of  mixture 
strength  and  ignition  point.  The  splitting  of  each  curve  at  its  left-hand  end  is 
due  to  the  use  of  two  mixture  strengths  at  10  per  cent  ignition  advance. 

322.  Methods  of  Ignition.  An  early  method  for  igniting  the  gas  was  to  use 
an  external  flame  enclosed  in  a  rotating  chamber  which  at  proper  intervals  opened 
communication  between  the  flame  and  the  gas.  This  arrangement  was  japplicable 
to  slow  speeds  only,  and  some  gas  always  escaped.  In  early  Otto  engines,  the 
external  flame  with  a  sliding  valve  was  used  at  speeds  as  high  as  100  r.  p.  m.  (28). 
The  insertion  periodically  of  a  heated  plate,  once  practiced,  was  too  uncertain. 
The  use  of  an  internal  flame,  as  in  the  Brayton  engine,  was  limited  in  its  applica- 
tion and  introduced  an  element  of  danger.  Self-ignition  by  the  catalytic  action 
of  compressed  gas  upon  spongy  platinum  was  not  sufficiently  positive  and  reliable. 
The  use  of  an  incandescent  wire,  electrically  heated  and  mechanically  brought 
into  contact  with  the  gas,  was  a  forerunner  of  modern  electrical  methods.  The 
"hot  tube  "method  is  still  in  frequent  use,  particularly  in  England.  This  in- 
volves the  use  of  an  externally  heated  refractory  tube,  which  is  exposed  to  the  gas 
either  intermittently  by  means  of  a  timing  valve,  or  continuously,  ignition  being 
then  controlled  by  adjusting  the  position  of  the  external  flame.  In  the  Hornsby- 
Akroyd  and  Diesel  engines,  ignition  is  self-induced  by  compression  alone ;  but 
external  heating  is  necessary  to  start  these  engines. 

What  is  called  "automatic  ignition"  is  illustrated  in  Fig.  151.  Here  the  external 
vaporizer  is  constantly  hot,  because  unjacketed.  The  liquid  fuel  is  sprayed  into  the 
vaporizer  chamber.  Pure  air  only  is  taken  in  by  the  engine  during  its  suction 
stroke.  Compression  of  this  air  into  the  vaporizer  during  the  stroke  next  succeeding 
brings  about  proper  conditions  for  self-ignition. 

323.  Electrical  Methods.  The  two  modern  electrical  methods  are 
the  ''  make  and  break  "  and  ''  jump  spark."  In  the  former,  an  electric 
current,  generated  from  batteries  or  a  small  dynamo,  is  passed  through 
two  separable  contacts  located  in  the  cyHnder  and  connected  in  series 
Tvith  a  spark  coil.  At  the  proper  instant,  the  contacts  are  separated 
and  a  spark  passes  between  them.  In  the  jump  spark  system,  an 
induction  coil  is  used  and  the  igniter  points  are  stationary  and  from 
0.03  to  0.05  in.  apart.  A  series  of  sparks  is  thrown  between  them  when 
the  primary  circuit  is  closed,  just  before  the  end  of  the  compression 
stroke.     Occasionally  there  are  used  more  than  one  set  of  igniter  points. 

324.  Clearance  Space.  The  combustion  chamber  formed  in  the  clearance 
space  must  be  of  proper  size  to  produce  the  desired  final  pressure.  A  common 
ratio  to  piston  displacement  is  30  per  cent.  Hutton  has  shown  (29)  that  the  limits 
for  best  results  may  range  easily  from  8.7  to  56  per  cent  (Art.  332). 
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Fig.     141. 


Art.    325.  —  After 
Buruingr. 


325.  Expansion  Curve.  Slow  inflammation  has  been  ishown  to  result  in  a 
decreased  maximum  pressure  after  ignition.  Inflammation  occurring  during  expan- 
sion as  the  result  of  slow  spreading  of  the  flame  is  called  "after  burning."  Ideally, 
the  expansion  curve  should  be  adiabatic;  actually  it  falls  in  niany  cases  above  the 
air  adiabatic,  pv^''^^^  =  constant,  although  it  is  known  that  during  expansion  from  30 
to  40  per  cent  of  the  total  heat  in  the  gas  is  being 
carried  aivay  by  the  jacket  icater.  Figure  141  repre- 
sents an  extreme  case;  after-burning  has  made  the 
expansion  line  almost  horizontal,  and  some  unburnt 
gas  is  being  discharged  to  the  exhaust.  Those  who 
hold  to  the  dissociation  theory  would  explain  this 
line  on  the  ground  that  the  gases  dissociated  during  combustion  are  gradually 
combining  as  the  temperature  falls ;  but  actually,  the  temperature  is  not  falling, 
and  the  effect  M'hich  we  call  after  burning  is  most  pronounced  with  weak  mix- 
tures and  at  such  low  temperatures  as  do  not  permit  of  any  considerable 
amount  of  dissociation.  Practically,  dissociation  has  the  same  effect  as  an 
increasing  specific  heat  at  high  temperature.  It  affects  the  ifjnilion  line  to 
some  extent;  but  the  shape  of  the  expansion  line  is  to  a  far  greater  de- 
gree determined  by  the  slow  inflammation  of  the  gases.  The  effect  of 
the  transfer  of  heat  between  the  fluid  and  the  cylinder  walls  is  dis- 
cussed in  Art.  347.  The  actual  exponent  of  the  expansion 
curve  varies  from  1.25  in  large  engines  to  1.38  in  good  small 
engines,  occasionally,  however,  rising  as  high  as 
1 1.55.  The  compression  curve  has 
usually  a  somewhat 
higher  exponent.  The 
adiabatic  exponent  for  a 
mixture  of  hydrocarbon 
gases  is  lower  than  that 
for  air  or  a  perfect  gas;  and  in  many  cases  the  actual  adiabatic,  plotted  for  the 
gases  used,  would  be  above  the  determined  expansion  line,  as  should  normally  be 
expected,  in  spite  of  after  burning.  The  presence  of  explosion  waves  (Art.  319) 
may  modify  the  shape  of  the  expansion  curve,  as  in  Fig.  142.  The  equivalent 
curve  may  be  plotted  as  a  mean  through  the  oscillations.  Care  must  be  taken 
not  to  confuse  these  vibrations  with  those  due  to  the  inertia  of  the  indicating 

instrument. 

326.  The  Exhaust  Line.  This  is 
shown  to  an  enlarged  vertical  scale 
as  be,  Fig.  137.  "  Low  spring  "  dia- 
grams of  this  form  are  extremely  use- 
ful. As  engines  wear,  more  or  less 
"  lost  motion  "  becomes  present  in  the 
valve-actuating  gear,  and  the  tendency  of  this  is  to  vary  the  instant  of  opening 
or  closing  the  inlet  or  the  exhaust  valve.  The  effect  of  delayed  opening  of  the 
latter  is  shown  in  Fig.  143;  that  of  an  inadequate  exhaust  passage,  in  Fig.  144. 
An  early  opening  of  the  exhaust  valve  may  cause  loss  also,  as  in  Fig.  145     There 


Fig,  142.     Art.  325.  —  Explosion  Waves. 


326.  — Delayed  Exhaust  Valve 
Opening, 


200 


APPLIED  THERMODYNAMICS 


is   always  a  loss  of  this  kind,  more  or  less  pronounced:    the   expansion  ratio  is 


never  quite  equal  to  the  compression  ratio. 


Fig.  144.    Art.  326.  —  Throttled  Exhaust  Passages. 


The  exhaust  valve  begins  to  open 
when  the  expansion  stroke  is 
only  from  80  to  93  per  cent 
completed.  In  multiple  cylinder 
engines  having  common  exhaust 
and  suction  mains,  early  exhaust 
from  one  cylinder  may  produce 
a  rise  of  pressure  during  the 
latter  part  of  the  exhaust  stroke 


of  another.  Obstructions  to  suction  and  discharge  movements  of  gas  are  com- 
monly classed  together  as  ''fluid  friction."  This  may  in  small  engines  amount  to 
as  much  as  30  per  cent  of  the 

power  developed.      In    good  ^v^^        y^ 

engines  of  large  or  moderate  X  >« 

size,  it  should  not  exceed  6 
per  cent.  It  increases,  pro- 
portionately, at  light  loads; 
and  possibly  absolutely  as 
well  if  governing  is  effected 
by  throttling  the  charge.  Fig.  145.    Art.  326.  —  Exhaust  Valve  Opening  too  Early, 

327.  Scavenging.  To  avoid  the  presence  of  burnt  gases  in  the  clear- 
ance space,  and  «their  subsequent  mingling  with  the  fresh  charge,  ^^  scav- 
enging," or  sweeping  out  these  gases  from  the  cylinder,  is  sometimes  prac- 
ticed. This  may  be  accomplished  by  means  of  a  separate  air  pump,  or  by 
adding  two  idle  strokes  to  the  four  strokes  of  the  Otto  cycle.  In  the 
Crossley  engines,  the  air  admission  valve  was  opened  before  the  gas  valve, 
and  before  the  termination  of  the  exhaust  stroke.  By  using  a  long  ex- 
haust pipe,  the  gases  were  discharged  in  a  rather  violent  puff,  which  pro- 
duced a  partial  vacuum  in  the  cylinder.  This  in  turn  caused  a  rush  of 
air  into  the  clearance  space,  which  swept  out  the  burnt  gases  by  the  time 
the  piston  had  reached  the  end  of  its  stroke.  Scavenging  decreases  the 
danger  of  missing  ignitions  with  weak  gas,  tends  to  prevent  pre-ignition, 
and  appears  to  have  reduced  the  consumption  of  fuel. 

328.  The  Suction  Stroke.  This  also  is  shown  in  Fig.  137,  line  cd.  Tlie  effect 
of  late  opening  of  the  valve  is  shown  in  Fig.  146 ;  that  of  an  obstructed  passage 
or  of  throttling  the  supply,  in  Fig. 

147.  If  the  opening  is  too  early, 
exhaust  gases  will  enter  the  supply 
pipe.  If  closure  is  too  early,  the 
gas  will  expand  during  the  re- 
mainder of  the  suction  stroke,  but 
the  net  work  lost  is  negligible;  if 
too  late,  some  gas  will  be  discharged  -( 

back  to  the  supply  pipe  during  the        ^^^   ^^^     ^^^   328. -Delayed  Opening  of 
beginning  of  the  compression  stroke,  Suction  Valve. 
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ACTUAL 

Fig.  147.    Art.  328.  —  Throttled  Suctiou. 


as  in  Fig.  148.  Excessive  obstruc- 
tion in  the  suction  passages  de- 
creases the  capacity  of  the  engine, 
in  a  way  already  suggested  in  the 
study  of  air  compressors  (Art.  224). 


329.    Diagram  Factor.    The 

discussion  of  Art.  309  to  Art. 
328  serves  to  show  why  the 
work  area  of  any  actual  dia- 
gram must  always  be  less  than 
that  of  the  ideal  diagram  for 
the  same  cylinder,  as  given  in 
Fig.  122.  The  ratio  of  the 
two    is     called    the    diagram 

factor.  The  area  of  the  ideal  card  would  constantly  increase  as 
compression  increased  ;  that  of  the  actual  card  soon  reaches  a  limit 
in  this  respect;  and,  consequently,  in  general,  the  diagram  factor 
decreases  as  compression  increases.  Variations  in  excellence  of 
design  are  also  responsible  for  variations  of  diagram  factor. 


Fig.  Ii8.    Art.  328.  —  Late  Closing  of 
Suction  Valve. 
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75  85  100  115  130  145 

Absolute  Pressure  at  the  End  of  Compression,  Lbs. per  Sq.In. 
Fig.  148a.     Art.  329. — Maximum  Mean  Effective  Pressures  Realized  in  Practice. 
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In  the  best  recorded  tests,  its  value  has  ranged  from  0.3S  to  0.59;  in 
ordinary  practice,  the  values  given  by  Lucke  (30)  are  as  follows:  for 
kerosene,  if  previously  vaporized  and  compressed,  0  30  to  O.4O,  if  injected 
on  a  hot  tube,  0£0;  for  gasoline,  O.42  to  0.50;  for  'producer  gas,  O.JjO  to 
0.56;  for  coal  gas,  0.45;  for  carbureted  water  gas,  0.^5;  for  blast  furnace 
gas,  0.30  to  O.48;  for  natural  gas,  O.4O  to  0.52.  These  figures  are  for  four- 
cycle engines.  For  two-cycle  engines,  usual  values  are  about  20  per  cent 
less.  Figure  149  shows  on  the  PV  and  entropy  planes  an  actual  indica- 
tor diagram  with  the  corresponding  ideal  cycle. 

Some  of  the  highest  mean  effective  pressures  obtained  in  practice 
with  various  fuels,  tabulated  by  Poole,  have  been  charted  in  Fig.  148a, 


ACTUAL  DIAGRAM 
IDEAL  DIAGRAM 


Fig.  149.    Art.  329.  —Actual  and  Ideal  Gas  Engine  Diagrams. 

Modified  Analysis 

329 a.    Specific  Heats  Variable.     Suppose  k=c-^bt,  l  —  a-\-ht,  R=k—l 
=  c—  a.     For  a  differential  adiabatic  expansion 

Idt  =  —pdv, 
{a-\-bt)dt  _  _  j^dv 


V 

dv 


^^hdt=~-R-, 
t  V 

Also,  from  pv  =  Bt,  pdv  +  vdp  =  Bdt,  ^  +  ^  =  ^;  whence 

V       p        t 


(1) 


E 


dv 


V  p  V  ' 

(a-\-E)  —  +  a^-^  +  bdt==0, 
V         p 
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(a  -h  R)  logg  V  -\-  a  \og^j)  -{-ht  —  constant, 
c  logg  V  -\-  a  log^p  -{-bt  =  constant, 

c  bt 

-  log,  V  +  loggp  +  —  =  constant, 
a  a 

e     U 

j)}yi  Qa  —  constant, 

where  e  is  the  Napierian  logarithmic  base. 

Between  given  limits,  the  approximate  value  of  n  may  be  obtained  as 
follows  :    from  Equation  (1), 


alog,^-2-i-6(^2-^i)  =  -i^log.- 


a  \^%p  +  a  log,  "^  -^hit,-  t,)  =  -R  log,  ^, 

Pi  ^1  '^L 

.    alogJ^'+(a  +  R)log/-^  =  b(t,-t,).  (2) 

Pi  ^\ 

If  we  assume  an  equation  in  the  form  p^Vi"  —P2V2'  to  be  possible,  then 

l0g,^  =  7ll0g,^^. 
P2  Vi 

Substituting  in  Equation  (2), 

(_  an  +  a  +  R)  log,  -^  ^  6  (t^  -  t,\ 

(-  a?i  +  c)  log,  -2=6  01  -  ^2), 

^      alog,^^  ^^) 

The  external  work  done  during  the  expansion  is 

-  Cut  =  -  C{a  +  bt)dt=-a  (t^  -h)-^  {t^  -  t^),  or 

Pi^i-Pi^^i 
n-1     ' 

where  n  has  the  value  given  in  Equation  (3). 

We  may  find  a  simple  expression  for  n  by  combining  these  eqilations : 

n^l  +  —j^ ,     (4) 
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The  efficiency  of  the  Otto  cycle  dehf,  Fig.  122,  may  now  be  written 


H^ 


J\a  +  ht) 


dt 


=  1 i ' 

in  which  -  {t^  -  t^  +  t,  -  t,)  =  log,  (M^  =  log,  (*^^A  —  ^  relation  obtained 


a  \PePfJ  Wf 

by  dividing  the  equation  of  the  path  hf  by  that  of  the  path  ed. 

Following  the  method  of  Art.  169,  the  gain  of  entropy  between  the 
states  a  and  h  is,  for  example, 


C'ldt  ,    nkdt 


=  a  log,  ^  +  hit,  -  g  +  c  log,  \^Ht,-  0, 
=  (X  \o%P  +  c  log,  ^  +  hit^  - 1,). 

Pa  ^a 


(5) 


If  we  apply  an  equation  in  this  general  form  to  each  of  the  constant 
volume  paths  eb,  df,  Fig.  122,  we  find 

a  log,^^  +  b{t,-t:)  =  a  logJf+b(t^  -  t,), 
as  already  obtained. 


329  &.  Application  of  the  Equations.  The  expression  pv'^e"'  =  con- 
stant is  exceedingly  cumbersome  in  application  excepting  as  t  is  employed 
independently.     If  t  is  to  be  assumed,  however,  we  may  write 

c  ht 

log,  j9  4-  -  log,  V  -\ =  log,  constant, 

a  a 

logeP  4-  -  (loge  ^  +  log,  ^  -  log,p)  +  -  =  log,  constant, 
a  a 

^^^=^log.P  +  -  (log,  R  +  log,  0  +  -  =  log,  constant, 
a  a  a 
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Consider  one  pound  of  air  at  the  absolute  pressure  of  100  lb.  per 
square  inch  and  a  volume  of  1  cu.  ft.  Let  A;  =  0.23327-1-0.0000265^; 
Z=0.16204-0.0000265<.     We  find 

^      V^vi     100X144X1     ^^^ 

y^e^  =  100  X  144X  1 X  2.71830o**  =  15030. 

a-c    0.1620-0.23327         _..^     c     0.23327     ,  ^,    ,       ^     ^  ^^ 
-a-r 0T6W— =-^-^^1'  a  =-al62-=^-^^^  logei2  =  3.97. 

Let  ^2=200.    Then  —=0.0327,  loge^2  =  5.3,  -(log, i?  +  loge^2)  =  13.32, 

0/  Oi 

—-logeP2  =  loge  15030-13.32-0.0327  =  9.61-13.35= -3.74,     log,  p2 

=  8.48,  log  p2  =  3.685,  p2  =4845  lb.  per  square  foot  =33.63  lb.  per  square 
inch.     Also 

Rt2     53.36X200     _  ^, 

V2=—  = jKT^ =  2.21. 

P2  4845 


For  y=lA4t=  I  ^  -.^^   )  we  should  have  had 


p,     \tj  Vz70;      ' 

log  p2  =  2+(3.27X -0.131)  =  1.571, 
2)2=37.23  lb.  per  square  inch, 

,         Rt2     53.36X200     ,  ^n     t3     "    j-      •    ^t,-  t^^u    x 

and  V2= =  o^T  oowi  AA  =L99.    Proceeding  m  this  way,  we  plot  the  two 

P2      67.26X1^^ 

curves  of  Fig.  122  h.     The  y  curve  is  the  steeper  of  the  two,  and  for 

expansion  to  a  given  lower  temperature  reaches  a  point  of  considerably 

less  volume. 

By  Equation  (3),  for  the  upper  of  the  two  curves,  between 

pi=100,  <i=270,  vi=l,  and  p2=3.32,  ^2  =  100,  t;2  =  11.14, 

0.0000265X170  0.00451_^ 

"""^•^    0.162X2.3  log  11.14  ~^'*^        0.39        ^'^' 
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the  curve  being  somewhat  less  steep  than  the  y  curve.     This  value  of  n 
(1.43)  will  be  found  to  fit  the  whole  expansion  with  reasonable  accuracy. 
Also,  by  Equation  (4), 

_  53.36-^778 

"        +  0.162  +  (M^  X  370)  "         ' 

a  fairly  close  check  valuCo     If  we  take  }\  at  50  lb.  per  square  inch,  and 
^1  at  135°  absolute,  instead  of  the  conditions  given,  we  have, 

c     6« 

pv^e-  =  50  X  144  X  1  X  2.7183°-«22^  7300^ 

If  we  let  f2  =  100°,    ^  =  0.01635,   log,  ^2  =  4.6,    -  (log,  i?  +  log,  ^2)  =  12.3, 
a  a 

-:::^log,p2= log,  7360 -12.3 -0.01635  =  -3.42,  log,i)2  =  7.75,  logp2=3.37, 

(X 

p,  =  2342,  V,  =  ^^-^3^/^^  =  2.278, 

^^111  0.0000265x35      ^^^3 

0.162  X  2.3  log  2.278        '     ' 

53.36-778 

^^  ^  =  1  + /o  0000965 r  =  1.42. 

0.162-h(^^^^^^^^^^x235j 

The  value  of  7i  is  thus  about  the  same  for  this  curve  as  for  that  formerly 
considered,  and  (approximately),,  in  Fig.  122, 

te      td 

If  this  relation  were  exact,  the  efficiency  of  an  Otto  cycle  would  be 
expressed  by  the  same  formula  as  that  which  holds  when  the  specific 
heats  are  constant.     In  Fig.  124,  the  efficiency  of  the  strip  cycle  qvivp  is 

yvwx  t^^  tj 

and  if  ^  =  ^  =  -^  =  -^,  etc.,  the  efficiency  of  the  whole  cycle  debf  is 

^d  ^q  ^p  ^f 


*d  -J  V  ^e ^d  *h  f 


1-^  =  1- 


For  a  path  of  constant  volume,  in  Equation  (5),  —  =  1,  —  =  — ,  and 

'^a  Pa         K 


the  gain  of  entropy  is 


alog,f-\-b(t,-t;),ov 


Cl^=  r'\aH-60y  =  alog,^-+-:6(^,-g.  (6) 
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In    the    case    under    consideration,    4  =  270,    «,.  =  135,    a  =  0.162, 
h  =  0.0000265,  so  that  Equation  (6)  gives  for  the  path  eh, 

0.162  X  2.3  log  f  Jf  +  (0.0000265  x  135)  =  0.1122  +  0.0036  =  0.1158. 
If  in  Fig.  122  the  temperature  at  d  is  100°,  we  may  write 

0.1158  =  0.162  X  2.3  log  -^  +  0.0000265  {t^  -  100) 

=  0.372  log  t.  -  0.744  +  0.0000265 1^  -  0.00265, 
log  tf  +  0.0000712  tf  =  2.32, 

from  which  tj.  is,  nearly,  log~^2.32,  and  ^^  =  200°,  about.  In  expanding 
from  270°  to  200°,  the  volume  increased  from  1.0  to  2.21 ;  in  expand- 
ing from  135°  to  100°,  it  increased  from  1.0  to  2.28.  We  have  computed  the 
change  of  entropy  from  p  =  50,  v  =  l,  t~  135,  to  p  =  100,  v  =  1.0,  t  =  270, 
as  0.1158.  This  must  equal  the  change  from  p  =  -\W^-  =  16.S5,  ^  =  100, 
r  =  2.28,  to  2^  =  33.6,  'y  =  2.28,  t  =  ?  Now  for  ^^  =  33.6,  v  =  2.21,  it  was 
found  that  ^  =  200.  Adiabatic  expansion  from  this  point  to  the  greater 
volume  2.28  means  that  tj-  must  be  slightly  less  than  200°;  but  a  very 
slight  change  in  temperature  produces  a  large  change  in  volume  since  the 
isothermals  and  the  adiabatics  nearly  coincide. 


Gas  Engine  Design 

330.  Capacity.  The  work  done  per  stroke  may  readily  be  computed  for  the 
ideal  cycle,  as  in  Art.  293.  This  may  be  multiplied  by  the  diagram  factor  to 
determine  the  probable  performance  of  an  actual  engine.  To  develop  a  given 
power,  the  number  of  cycles  per  minute  must  be  established.  Ordinary  piston 
speeds  are  from  450  to  1000  ft.  per  minute,  usually  lying  between  550  and  800  ft., 
the  larger  engines  having  the  higher  speeds.  The  stroke  ranges  from  1.0  to  2.0 
times  the  diameter,  the  ratio  increasing,  generally,  with  the  size  of  the  engine. 
A  gas  engine  has  no  overload  capacity,  strictly  speaking,  since  all  of  the  factors 
entering  into  the  determination  of  its  capacity  are  intimately  related  to  its  effi- 
ciency. It  can  be  given  a  margin  of  capacity  by  making  it  larger  than  the 
computations  indicate  as  necessary,  but  this  or  any  other  method  involves  a  con- 
siderable sacrifice  of  the  economy  at  normal  load. 

331.  Mean  Effective  Pressure.  Since  in  an  engine  of  given  size  the  extreme 
volume  range  of  the  cycle  is  fixed,  the  mean  net  ordinate  of  the  loork  area  measures 
the  capacity.  The  quotient  of  the  cycle  area  by  the  volume  range  gives  what  is  called 
the  mean  effective  pressure  (m.  e.  p.).     In  Fig.  122,  it  is  ehfd  -^{Vd—  1^)-     We 

tlien  write  m.  e.  p.  =  IF  -^  ( F^  -  Fe);  but  from  Art.  295,  TF  =  (2[l  -  f^'')  '  \,    Q 
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being  the  gross  quantity  of  heat  absorbed  in  the  cycle.     Then,  in  proper  units, 
without  allowance  for  diagram  factor, 


m.  e.  p.  = 


<-©'] 


332.  Illustrative  Problem.  To  determine  the  cylinder  dimensions  of  a  four-cycle j 
two-cylinder,  double-acting  engine  of  600  hp.,  using  producer  gas  {assumed  to  contain 
CO,  394;  N,  60;  H,  G.6 ;  parts  in  100  hy  iveight)  {Art.  285),  at  150  r.  p.  m.  and  a 
piston  speed  of  825  ft.  per  minute. 

We  assume  (Fig.  150),  P^  =  12,  P^ 
=  0.48  (Arts  312,  329). 


144.7,  T^  =  200°  F.,  and  diagram  factor 


Since  P^V^y  =  P2V2y, 
ment  V^  -  V2  =  D. 
-^  =  0.2045    (Art.    324)* 


Then  V2 


Av     /144.7\o-'^" 

-  1    =  (  1        =  5.9.     Let  the  piston  displace- 


V   12 
0.2045  D  and 


Also     T2 


T1P2V 


=  1.2045  D.     The   clearance  is 
659.6  X  144.7  x  0.2045  ^  ^^^^^ 


PiVi  12  X  1.2045 

absolute.  The  heat  evolved  per  pound  of  the  mixed  gas  (taking  the  calorific 
value  of  hydrogen  burned  to  steam  as  53,400)  is  (0.394  x  4315)  +  (0.006  x  53,400) 
=r  2021  B.  t.  u.  The  products  of  com- 
bustion consist  of  If  X  0.394  =  3, 
0.619  lb.  of  CO2  (specific  heat  =  0.1692), 
0.006  X  9  =  0.054  lb.  of  H2O  (steam, 
specific  heat  0.37),  and  H  (0.619  - 
0.394)  =  0.751  lb.  of  N  accompanying 
the  oxygen  introduced  to  burn  the 
CO,  with  (0.054-0.006)11  =  0.1607  lb. 
of  X  accompanying  the  oxygen  in- 
troduced to  burn  the  H ;  and  0.60  lb. 
of  N  originally  in  the  gas,  making  a 
total  of  1.5117  lb.  of  N  (specific  heat 
0.1727).  To  raise  the  temperature  of 
these  constituents  1°  F.  at  constant 
volume  requires  (0.619  x  0.1692)  +  (0.054x0.37)  +  (1.5117  x  0.1727)  =  0.3849 
B.  t.  u.  The  rise  in  temperature  T3  -  T2  is  then  2021  -  0.3849  =  5260°,  and 
Tz  =  5260  +  1357  =  6617°  absolute.     Then 

P3  =  p,^^=  144.7^^  =  709, 
T2  1357 


Fig.  150. 


Arts.  332-335.  ■ 
Engine. 


Design  of  Gas 


and 


Pi=Pi 


12  -™-  =  58.7. 
144.7 


*  While  the  use  of  a  "  blanket "  diagram  factor  as  in  this  illustration  may  be  justi- 
fied, in  any  actual  design  the  clearance  at  least  must  be  ascertained  from  the  actual 
exponent  of  the  compression  curve.  The  design  as  a  whole,  moreover,  would  better 
be  based  on  special  assumptions  as  in  Problem  15,  (&),  page  197. 
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The  work  per  cycle  is 


^  .^^^  ^  Q  ^3  j^r(709x  0.2045) -(58.7x1.2045) -(144.7  x  0.2045)  + (12  x  1.2045)  1 
L  0.402  J 

=  10,0801)  foot  pounds. 

In  a  two-cylinder,  four-cycle,  double-acting  engine,  all  of  the  strokes  are  work- 
ing strokes ;  the  foot-pounds  of  work  per  stroke  necessary  to  develop  500  hp.  are 

—  =  55,000.      The    necessary    piston    displacement    per    stroke,    D,    is 

55,000  --  10,080  =  5.46  cu.  ft.  The  stroke  is  825  -  (2  x  150)  =  2.75  ft.  or  33  in.  The 
piston  area  is  then  5.46-^-2.75  =  1.985  sq.  ft.  or  285.5  sq.  in.  The  area  of  the  water- 
cooled  tail  rod  may  be  about  33  sq.  in.,  so  that  the  cylinder  area  should  be 
285.5 -f  33  =  318.5  sq.  in.  and  its  diameter  consequently  20.14  in. 

333.  Modified  Design.  In  an  actual  design  for  the  assumed  conditions,  over- 
load capacity  was  secured  by  assuming  a  load  of  600  hp.  to  be  carried  with  20  per 
cent  excess  air  in  the  mixture.  (At  theoretical  air  supply,  the  poorer  developed 
should  then  somewhat  exceed  600  hp.)     The  air  supply  per  pound  of  gas  is  now 

[(0.394  X  If)  +  (0.006  X  8)]  \^f  x  1 .2  =  1.422  lb. 

Of  this  amount,  0.23  x  1.422  =  0.327  lb.  is  oxygen.  The  products  of  combustion 
are  If  x  0.394  =  0.619  lb.  COg,  0.006  x  9  =  0.054  lb.  HgO,  (1.422  -  0.327)  +  0.60 
=  1.693  lb.  N,  and  0.327  -  (if  x  0.394)  -  (8  x  0.006)  =  0.054  lb.  of  excess  oxygen  ;  a 
total  of  2.422  lb.     The  rise  in  temperature  T^-  1\  is 

^^ =  4760*^. 

(0.619  X  0.1692)  +  (0.054  x  0.37)  +  (1.693  x  0.1727)  +  (0.054  x  0.1551) 

Then  7^3  =  4760-^1357  =  6117°  absolute, 

and  the  work  per  cycle  is 

144  X  0  48  j>rC655  x  0.2045)  -  (54.2  x  1.2045)  -  (144.7  x  0.204.5) -f- (12  x  1.2045)-| 
L  0.402  J 

=  9150  Z)  foot-pounds. 

The  piston  displacement  per  stroke  is =  7.21    cu.   ft.,  the   cylinder 

^  ^  ^  2  X  150  X  9150  '  ^ 

area  is  (7.21^2.75)1444-33  =  410  sq.  in.,  and  its  diameter  22.83  in.     The  cylinders 

were  actually  made  23|  by  33  in.,  the  gas  composition  being  independently  assumed. 

334.  Estimate  of  Efficiency.  To  determine  the  probable  efficiency  of  the  engine 
under  consideration :  each  pound  of  working  substance  is  supplied  with  1.422  lb. 
of  air.  Multiplying  the  weights  of  the  constituents  by  their  respective  specific 
volumes,  we  obtain  as  the  volume  of  mixture  per  pound  of  gas,  31.33  cu.  ft.  at 
14.7  lb.  pressure  and  32°  F.,  as  follows  :  — 
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CO,  0.394  X    12.75    =   5.01       - 

H,  0.006  X  178.83    =   1.07 

K  0.600  X    12.75    =  7.65 

Air,  1.422  x    12.387  =17.60 

31.33 

At  the  state  1,  Fig.  150,  T^  =  659.6,  P^  =  12,  whence 

Y  ^  T^P^V^  ^  659.6  X  14.7  x  31.33  _  ^.  ^ 
^        P,T^  12  X  491.6  ~'^  "^' 

The  piston  displaces  7.21X300  =  2163  cu.  ft.  of  this  mixture  per  minute.     The  heat 
taken  in  per  minute  is  then  2021X  (2163^51.2)  =85,200  B.  t.  u.     The  work  done  per 

minute  is  ^^^ =  25,500  B.t.u.     The  efficiency  is  then  25,500^85,200  =  0.299. 

An  actual  test  of  the  en^ina  gave  0.282,  with  a  load  somewhat  under  600  hp      The 

1      «:  •          •    1357-659.6    ^  ...  * 
Otto  cycle  efficiency  is -^pr^z =0.51b.* 

335.    Automobile  Engine.      To  ascertain  the  probable  capacity  and  economy  of  a 

four-cylinder,  four-cycle,  single-acting  gasoline  engine  with  cylinders  4.-  by  5  in.,  at 

8 

1500  r.  p.  m. 

In  Fig.  150,  assume  Pj  =  12,  P^  =  84.7,  T^  =  70°  F.,  diagram  factor,  0.375 
(Arts.  312,  329).  Assume  the  heating  value  of  gasoline  at  19,000  B.  t.  u.,  and  its 
composition  as  CqR^^:  its  vapor  density  as  3.05  (air  =  1.).  Let  the  theoretically 
necessary  quantity  of  air  be  supplied. 

The  engine  will  give  two  cycles  per  revolution.     Its  active  piston  displacement 

is  then  — — '- ^-^ x  3000  =  145.5  cu.  ft.  per  minute,  which  may  be  repre- 
sented as  Fj  —  Vo,  Fig.  150.     We  now  find 

°"^^^  =0.2495;   F2  =  0.2495Fi;  0.7505  Fi  ==  145.5 ;   Fi  =  194;   F2  =  48.5; 


l\      V84.7/ 


Clearance  =  ^^  =  0.334  (Art.  324)  ;   To  =  8^-7  x  48.5  x  .529.6  ^  9350 absolute. 
145.5  12  X  194 

To  burn  one  pound  of  gasoline  there  are  required  3.53  lb.  of  oxygen,  or  15.3  lb. 
of  air.  For  one  cubic  foot  of  gasoline,  we  must  supply  3.05  x  15.3  =  46.6  cu.  ft. 
of  air.     The  145.5  cu.  ft.  of  mixture  displaced  per  minute  must  then  consist  of 

*  The  actual  efficiency  will  always  be  less  than  the  product  of  the  Otto  cycle 
efficiency  by  the  diagrarr?  factor.  Thus,  let  the  actual  cycle  be  described  as  12.34, 
Fig.  150,  and  let  the  corresponding  ideal  cycle  be  123'4'.  The  efficiencies  are, 
respectively, 

1234        ^^^^       123'4' 


l(Ts-T-,)  lin'-T2) 

The  quotient  1234  -h  123'4'  =  the  diagram  factor.     Then  write 

^^^'^'       X  diagram  factor  x  31  =        ^^^^ 


KTz'-T^)  l{Ts-T2) 

M=^^'~  ^^  >  1.0. 
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145.5  ^  47.6  =  3.06  cu.  ft.  of  gasoline  and  142.44  cu.  ft.  of  air,  at  70°  F.  and  12  lb. 

pressure.  The  specific  volume  of  air  at  this  state  is  529.6  x  14.7  x  12.387  ^  ^^^^ 
^  ^  491.6  X  12 

cu.  ft. ;  that  of  gasolene  is  16.38  ^  3.05  =  5.37  cu.  ft.  The  weight  of  gasoline 
used  per  minute  is  then  3.06  -^  5.37  =  0.571  lb.  The  heat  used  per  minute  is 
0.571  X  19,000  =  10,840  B.  t.  n.     The  combustion  reaction  may  be  written 

C6Hi4  +  Oi9  =  6C02  +  7H20 
86  +  304  =  264  +  126 

2gV-  =    3.06  lb.  CO2  per  lb.  CgHi^ 
i^2_6  =    1.35  lb.  H2O  per  lb.  CgHj^ 
II  X  -Y/-  =  11-82  lb.  N  per  lb.  CgH^, 

16.23  =  1.  +  15.3,  approximately. 

The  heat  required  to  raise  the  temperature  of  the  products  of  combustion  1°  F.  is 
[(3.06X0.1692)+(1.35X0.37)  + (11.82X0.1727)]  0.571  =  1.746  B.  t.  u.  per  minute. 
The  rise   in   temperature    Tz-Ti   is   then    10,840^1.746  =  6210°,    7^3  =  6210+936 

=  7146°  absolute,  P3  =  84.7  ^^^  =  648,  P4  =  12~^  =  91.8,  and  the  work  per  minute  is 

0.375X144[<'^^^X^-'^-'')-<''^-«X^Q„^)^-f-^X^«-^)  +  <^^X^^^)]=l,590,000   foot- 

,       T.1  .    .  •     1     ^  ^    1,590,000     ^^,^  o   ^  •     +  .     1,590,000 

pounds.     Ihis  is  equivalent  to  — ;r=^ — =204-7  B.  t.  u.  per  minute  or  to  — g„  ^„„ 

//o  00,000 

=48  horse  power.  The  efficiency  is  2047 -i- 10,840  =0.iP.  In  an  automobile  running 
at  50  miles  per  hour,  this  would  correspond  to  50-^(0.57lX60)  =i.4^  miles  run 
per  pound  of  gasoline.  In  practice,  the  air  supply  is  usually  incorrect,  and  the 
power  and  economy  less  than  those  computed. 

It  is  obvious  that  with  a  given  fuel,  the  diagram  factor  and  other  data  of 
assumption  are  virtually  fixed.  An  approximation  of  the  pow^r  of  the  engine  may 
then  be  made,  based  on  the  piston  displacement  only.  This  justifies  in  some 
measure  the  various  rules  proposed  for  rating  automobile  engines   (30  a).     One 

of  these  rules  is,  brake  hp.  = — ,  where  n  is  the  number  of  four-cycle  cylinders  of 

2.5 

diameter  d  inches,  running  at  a  piston  speed  of  1000  ft.  per  minute. 

Current  Gas  Engine  Forms 

336. Otto  Cycle  Oil  Engines.  This  class  includes,  among  many  others,  the 
Mietz  and  Weiss,  two-cycle,  and  the  Daimler,  Priestman,  and  Hornsby-Akroyd, 
four-cycle.  In  the  last-named,  shown  in  Fig.  151,  kerosene  oil  is  injected  by  a 
small  pump  into  the  vaporizer.  Air  is  drawn  into  the  cylinder  during  the  suction 
stroke,  and  compressed  into  the  vaporizer  on  the  compression  stroke,  where  the 
simultaneous  presence  of  a  critical  mixture  and  a  high  temperature  produces  the 
explosion.  External  heat  must  be  applied  for  starting.  The  point  of  ignition  is 
determined  by  the  amount  of  compression;  and  this  may  be  varied  by  adjusting 
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the  length  of  the  connecting  rod  on  the  valve   gear.     The  engine  is  governed  by 
partially  throttling  the  charge  of  oil,  thus  weakening  the  mixture  and  the  force  of 


Fig.  151.     Arts.  322,  336. — Kerosene  Engine  with  Vaporizer. 
(From  "  The  Gas  Engine,"  by  Cecil  P.  Poole,  with  the  permission  of  the  HUl  Publishing  Company.) 


the  explosion.    The  oil  consumption  may  be  reduced  to  less  than  1  lb.  per  brake  hp. 
per  hour. 

In  the  Priestman  engine,  an  earlier  type,  air  under  pressure  sprayed  the  oil 
into  a  vaporizer  kept  hot  by  the  exhaust  gases.  The  method  of  governing  was  to 
reduce  the  quantity  of  charge  without  changing  its  proportions.  A  hand  pump 
and  external  heat  for  the  vaporizer  were  necessary  in  starting.  An  indicated 
thermal  efficiency  of  0.165  has  been  obtained.  The  Daimler  (German)  engine 
uses  hot-tube  ignition  without  a  timing  valve,  the  hot  tube  serving  as  a  vaporizer. 
Extraordinarily  high  speeds  are  attained. 

337.  Modern  Gas  Engines  :  the  Otto.  The  present-day  small  Otto  engine  is  ordi- 
narily single-cylinder  and  single-acting,  governing  on  the  "hit  or  miss"  principle 
(Art.  343).  It  is  used  with  all  kinds  of  gas  and  with  gasoline.  Ignition  is  elec- 
tiical,  the  cylinder  water  jacketed,  the  jackets  cast  separately  from  the  cylinder. 
The  Foos  engine,  a  simple,  compact  form,  often  made  portable,  is  similar  in  princi- 
ple. Ill  the  Crossley-Otto,  a  leading  British  type,  hot-tube  ignition  is  used,  and  ' 
the  large  units  have  two  horizontal  opposed  single-acting  cylinders.  In  the 
Andrews  form,  tandem  cylinders  are  used,  the  two  pistons  being  connected  by 
external  side  rods. 
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338.  The  Westinghouse  Engine.  This  has  recently  been  developed  in  very 
large  units.  Figure  152  shows  the  working  side  of  a  two-cylinder,  tandem, 
double   acting   engine,  representing    the   inlet  valves    on   top   of    the  cylinders. 


Fig.  152.    Arts.  338,  350.  —Westinghouse  Gas  Engine.    Two-cylinder  Tandem,  Four-cycle. 

Smaller  engines  are  often  built  vertical,  with  one,  two,  or  three  single-acting 
cylinders.  All  of  these  engines  are  four-cycle,  with  electric  ignition,  governing 
by  varying  the  quantity  and  proportions  of  the  admitted  mixture.  Sections  of 
the  cylinder  of  the  Riverside  horizontal,  tandem,  double-acting  engine  are  shown  in 
Fig.  153.  It  has  an  extremely  massive  frame.  The  Allis-Chalmers  engine  is  built 
in  large  units  along  similar  general  lines.  Thirty-six  of  the  latter  engines  of 
4000  hp.  capacity  each  on  blast  furnace  gas  are  now  (1909)  being  constructed. 
They  weigh,  each,  about  1,500,000  lb.,  and  run  at  83|  r.  p.  m.  The  cylinders  are 
44  by  54  in.     Nearly  all  are  to  be  direct-connected  to  electric  generators. 

339.  Two-cycle  -Engines.  In  these,  the  explosions  are  twice  as  frequent  as 
with  the  four-cycle  engine,  and  cooling  is  consequently  more  difficult.  With  an 
equal  number  of  cylinders,  single-  or  double-acting,  the  two-cycle  engine  of  course 
gives  better  regulation.  The  first  important  two-cycle  engine  was  introduced  by 
Clerk  in  1880.  The  principle  was  the  same  as  that  of  the  engine  shown  in  Fig.  119. 
The  Oechelhaueser  engine  has  two  single-acting  pistons  in  one  cylinder,  which  are 
connected  with  ci-anks  at  180°,  so  that  they  alternately  approach  toward  and 
recede  from  each  other.  The  engine  frame  is  excessively  long.  Changes  in  the 
quantity  of  fuel  supplied  control  the  speed.  The  Koerting  engine,  a  double-acting 
horizontal  form,  has  two  pumps,  one  for  air  and  one  for  gas.  A  "  scavenging  " 
charge  of  air  is  admitted  just  prior  to  the  entrance  of  the  gas,  sweeping  out  the 
burnt  gases  and  acting  as  a  cushion  between  the  incoming  charge  and  the  exhaust 
ports.  The  engine  is  built  in  large  units,  with  electrical  ignition  and  compressed 
air  starting  gear.     The  speed  is  controlled  by  changing  the  mixture  proportions. 


340.    Special  Engines.     For  motor  bicycles,  a  single  air-cooled  cylinder  is  often 
used,  with  gasoline  fuel.     Occasionally,  two  cylinders  are  employed.     The  engine 
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is  four-cycle  and  runs  at  high  speed.  Starting  is  effected  by  foot  power,  which 
can  be  employed  whenever  desired.  Ignition  is  electrical  and  adjustable.  The 
speed  is  controlled  by  throttling.  Extended  surface  air-cooled  cylinders  have  also 
been  used  on  automobiles,  a  fan  being  employed  to  circulate  the  air,  but  the  limit 
of  size  appears  to  be  about  7  hp.  per  cylinder.  Most  automobiles  have  water- 
cooled  cylinders,  usually  four  in  number,  four-cycle,  single-acting,  running  at 
about  1000  to  1200  r.  p.  m.,  normally.  Governing  is  by  throttling  and  by  chang- 
ing the  point  of  ignition.  The  cylinders  are  usually  vertical,  the  jacket  water 
being  circulated  by  a  centrifugal  pump,  and  being  used  repeatedly.  Both  hot-tube 
and  electrical  methods  of  ignition  have  been  employed,  but  the  former  is  now 
almost  wholly  obsolete.  The  number  of  cylinders  varies  from  one  to  six ;  occa- 
sionally they  are  arranged  horizontally,  duplex,  or  opposed.  Two-cycle  engines 
have  been  introduced.  The  fuel  in  this  country  is  usually  gasoline.  For  launch 
engines,  the  two-cycle  principle  is  popular,  the  crank  case  forming  the  pump 
chamber,  and  governing  being  accomplished  by  throttling.  Kerosene  or  gasoline 
are  the  fuels. 

341.  Alcohol  Engines.  These  are  used  on  automobiles  in  France.  A  special 
carburetor  is  employed.  The  cylinder  and  piston  arrangement  is  sometimes  that 
of  the  Oechelhaueser  engine  (Art.  339).  The  speed  is  controlled  by  varying  the 
point  of  ignition.  In  launch  applications,  the  alcohol  is  condensed,  on  account  of 
its  high  cost,  and  in  some  cases  is  not  burned,  but  serves  merely  as  a  working  fluid 
in  a  "  steam  "  cylinder,  being  alternately  vaporized  by  an  externally  applied  gaso- 
line flame  and  condensed  in  a  surface  condenser.  The  low  value  of  the  latent 
heat  of  vaporization  (Art.  360)  of  alcohol  permits  of  '^getting  up  steam"  more 
rapidly  than  is  possible  in  an  ordinary  steam  engine. 

342.  Basis  of  Efficiency.  The  performances  of  gas  engines  may  be  compared 
by  the  cubic  feet  of  gas,  or  pounds  of  liquid  fuel,  or  pounds  of  coal  gasified  in  the 
producer,  per  horse  power  hour ;  but  since  none  of  these  figures  affords  any  really 
definite  basis,  on  account  of  variations  in  heating  value,  it  is  usual  to  express  the 
results  of  trials  in  heat  units  consumed  per  horse  power  per  minute.  Since  one  horse 
power  equals  33,000  -^  778  -  42.1-2  B.  t.  u.  per  minute,  this  constant  divided  by  the 
heat  unit  consumption  gives  the  indicated  thermal  efficiency.  In  making  tests,  the 
over-all  efficiency  of  a  producer  plant  may  be  ascertained  by  weighing  the  coal. 
When  liquid  fuel  is  used,  the  engine  efficiency  can  readily  be  determined  separately. 
To  do  this  with  gas  involves  the  measurement  of  the  gas,  always  a  matter  of  some 
difficulty  with  any  but  small  engines.  The  measurement  of  power  by  the  indicator 
is  also  inaccurate,  possibly  to  as  great  an  extent  as  5  per  cent,  which  may  be  reduced  to 
2  per  cent,  according  to  Ilopkinson,  by  employing  mirror  indicators.  This  error  has 
resulted  in  the  custom  of  expressing  performance  in  heat  units  consumed  per  brake 
horse  power  per  hour  or  per  kw.-hr.,  where  the  engines  are  directly  connected  to 
generators.  There  is  some  question  as  to  the  proper  method  of  considering  the 
negative  loop,  hcde,  of  Fig.  136.  By  some,  its  area  is  deducted  from  the  gross  w^ork 
area,  and  the  difference  used  in  computing  the  indicated  horse  pow'er.  By  others, 
the  gross  work  area  of  Fig.  136  is  alone  considered,  and  the  "  fluid  friction  "  losses 
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producing  the  negative  loop  are  then  classed  with  engine  friction  as  reducing  the 
"mechanical  efficiency."     Various  codes  for  testing  gas  engines  are  in  use  (31). 

343.  Typical  Figures.  Small  oil  or  gasoline  engines  may  easily  show  10  per 
cent  brake  efficiency.  Alcohol  engines  of  small  size  consume  less  than  2  pt.  per 
brake  hp.-hr.  at  full  load  (32).  A  well-adjusted  Otto  engine  has  given  an  indicated 
thermal  efficiency  of  0.19  with  gasoline  and  0.23  with  kerosene  (33).  Ordinary 
producer  gas  engines  of  average  size  under  test  conditions  have  repeatedly  shown 
indicated  thermal  efficiencies  of  25  to  29  per  cent.  A  Cockerill  engine  gave  30  per 
cent.  Hubert  (34)  tested  at  Seraing  an  engine  showing  nearly  32  per  cent  indicated 
thermal  efficiency.  Mathot  (3.5)  reports  a  test  of  an  Ehrhardt  and  Lehmer  double- 
acting,  four-cycle  600  hp.  engine  at  Heinitz  which  reached  nearly  38  per  cent.  A 
blast  furnace  gas  engine  gave  at  full  load  25.4  per  cent.  Expressed  in  pounds  of 
coal,  one  plant  with  a  low  load  factor  gave  a  kilowatt-hour  per  1.8  lb.  In  another 
case,  1.59  lb.  was  reached,  and  in  another,  2.97  lb.  of  wood  per  kw.-hr.  It  is  common 
to  hear  of  guarantees  of  1  lb.  of  coal  per  brake  hp.-hr.,  or  of  11,000  B.  t.  u.  in  gas. 
A  recent  test  of  a  Crossley  engine  is  reported  to  have  shown  the  result  1.13  lb.  of 
coal  per  kw.-hr.  Under  ordinary  running  conditions,  1.5  to  2.0  lb.  with  varying 
load  may  easily  be  realized.  These  latter  figures  are  of  course  for  coal  burned  in 
the  producer.  They  represent  the  joint  efficiency  of  the  engine  and  the  producer. 
The  best  results  have  been  obtained  in  Germany.  For  the  engine  alone,  Schroter 
is  reported  to  have  obtained  on  a  Guldner  engine  an  indicated  thermal  efficiency  of 
0.427  at  full  load  with  illuminating  gas  (36). 

The  efficiency  cannot  exceed  that  of  the  ideal  Otto  cycle.  In  one  test  of  an 
Otto  cycle  engine  an  indicated  thermal  efficiency  of  0.37  was  obtained,  while  the 
ideal  Otto  efficiency  was  only  0.41.  The  engine  was  thus  within  10  per  cent  of 
perfection  for  its  cycle.* 

The  Diesel  engine  has  given  from  0.32  to  0.412  indicated  thermal  efficiency. 
Its  cycle,  as  has  been  shown,  permits  of  higher  efficiency  than  that  of  Otto. 

344.  Plant  Efficiency.  Figures  have  been  given  on  coal  consumption.  Over- 
all efficiencies  from  fuel  to  indicated  work  have  ranged  from  0.14  upward.  At  the 
Maschinenfabrik  Winterthur,  a  consumption  of  0.7  lb.  of  coal  (13,850  B.  t.  u.)  per 
brake  hp.-hr.  at  full  load  has  been  reported  (37).  This  is  closely  paralleled  by  the 
0.285  plant  efficiency  obtained  on  the  Guldner  engine  mentioned  in  Art.  343  when 
operated  with  a  suction  producer  on  anthracite  coal.  At  the  Royal  Foundry, 
Wurtemburg  (38),  0.78  lb.  of  anthracite  were  burned  per  Ihp.-hr.,  and  at  the 
Imperial  Post  Office,  Hamburg,  0.93  lb.  of  coke.  In  the  best  engines,  variations  of 
efficiency  with  reasonable  changes  of  load  below  the  normal  have  been  greatly 
reduced,  largely  by  improved  methods  of  governing. 

345.  Mechanical  Efficiency.  The  ratio  of  work  at  the  brake  to  net  indicated 
work  ranges  about  the  same  for  gas  as  for  steam  engines  having  the  same  arrange- 
ment of  cylinders.     When  mechanical  efficiency  is  nnderstood  in  this  sense,  its 

*  At  the  present  time,  any  reported  efficiency  much  above  30  per  cent  should  be 
regarded  as  needing  authoritative  confirmation. 
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value  is  nearly  constant  for  a  given  engine  at  all  loads,  decreasing  to  a"slight 
extent  only  as  the  load  is  reduced.  In  the  other  sense,  suggested  in  Art.  342,  i.e. 
the  mechanical  efficiency  being  the  ratio  of  work  at  the  brake  to  gross  indicated 
work  (no  deduction  being  made  for  the  negative  loop  area  of  Fig.  136),  its  value 
falls  off  sharply  as  the  load  decreases,  on  account  of  the  increased  proportion  of 
"fluid  friction."  Lucke  gives  the  following  as  average  values  for  the  mechanical 
efficiency  in  the  latter  sense: 


Engine 

Mechanical  Efficiency 

Four-cycle 

Two-cycle 

Large,  500  Ihp.  and  over, 

Medium,  25  to  500  Ihp.,            .         .        .        .        . 
Small,  4  to  25  Ihp., 

0.81  to  0.86 
0.79  to  0.81 
0.74  to  0.80 

0.63  to  0.70 
0.64  to  0.66 
0.63  to  0.70 

The  friction  losses  for  a  single-acting  engine  are  of  course  relatively  greater 
than  those  for  an  ordinary  double-acting  steam  engine. 

346.  Heat  Balance.  The  principal  losses  in  the  gas  engine  are  due  to 
the'^cooling  action  of  the  jacket  water  (a  necessary  evil  in  present  prac- 
tice) and  to  the  heat  carried  away  in  the  exhanst.  The  arithmetical 
means  of  nine  trials  collated  by  the  writer  give  the  following  percentages 
representing  the  disposition  of  the  total  heat  supplied:  to  the  jacket, 
40.52;  to  the  exhanst,  33.15;  work,  21.87;  unaccounted  for,  6.-23. 
Hutton  (40)  tabulates  a  large  number  of  trials,  from  which  similar 
arithmetical  averages  are  derived  as  follows:  to  the  jacket,  37.96;  to  the 
exhaust,  29. 8i;  work,  22.24;  unaccounted  for,  8.6.  In  general,  the 
larger  engines  show  a  greater  proportion  of  heat  converted  to  work,  an 
increased  loss  to  the  exhaust  and  a  decreased  loss  to  the  jacket.  In 
working  up  a  "heat  balance,"  the  loss  to  the  exhaust  is  measured  by  a 
calorimeter,  which  cools  the  gases  below  100°  F.  The  heat  charged  to 
the  engine  should  therefore  be  based  on  the  "high^^  heat  value  of  the 
fuel  (Arts.  561,  561«).  The  "work  "  item  in  the  above  heat  balance  is 
indicated  work,  not  brake  work. 

Unlike  the  jacket  water  heat  (Art.  352) ,  the  heat  carried  off  in  the  exhaust  gases 
is  at  fairly  high  temperature.  There  would  be  a  decided  gain  if  this  heat  could  be 
even  partly  utilized.  Suppose  the  engine  to  have  consumed,  per  hp.,  10.000  B.t.H. 
per  hour,  of  which  30  per  cent,  or  3000  B.  t.  u.,  passes  off  at  the  exhaust.  At  80 
per  cent  efficiency  of  utilization,  2400  B.  t.  u.  could  then  be  recovered.  In  form- 
ing steam  at  100  lb.  absolute  pressure  from  feed  water  at  212T.,  1006.3  B.  t.  u. 
are  needed  per  pound  of  steam.  Each  horse  power  of  the  gas  engine  would  then 
give  as  a  waste  gas  by-product  2400  -^  1006.3  =  2.39  lb.  of  steam.  Or  if  the  steam 
plant  had  an  efficiency  of  10  per  cent,  240  B.  t.  u.  could  be  obtained  in  work  from 
the  steam  engine  for  each  horse  power  of  the  gas  engine.  This  is  240  h-  2545  =  9^ 
per  cent  of  the  work  given  by  the  gas  engine.  A  much  higher  gain  would  be 
possible  if  the  steam  generated  by  the  exhaust  gases  were  used  for  heating  rather 
than  for  power  production. 
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347.  Entropy  Diagram.      When  the  PV  diagram  is  given,  points  may  be  trans- 
ferred  to   the  entropy  plane  by  the  formula  n^- 


■kloge-^  +  lloge-^   (Art. 


169).  The  state  a  may  be  taken  at  32°  F.  and  atmospheric  pressure;  then  the 
entropy  at  any  other  state  b  depends  simply  upon  Vb  and  P&.  To  find  Va,  we 
must  know  the  equation  of  the  gas.  According  to  Richmond,  (41)  the  mean 
value  of  k  may  be  taken  at  0.246  on  the  compression  curve  and  at  0.26  on  the  ex- 
pansion curve,  while  the  mean  values  of  I  corresponding  are  0.176  and  0.189.  The 
values  of  R  are  then  778(0.246  -  0.176)=  54.46  and  778(0.260  -  0.189)  =  55.24. 
The  characteristic  equations  are,  then,  PV  =  54.46  T  along  the  compression  curve; 
and  PV  =  55.24  T  along  the  expansion  curve.  The  formula  gives  changes  of  en- 
tropy j9er/)ou/zc?  of  substance.  The  indicator  diagram  does  not  ordinarily  depict 
the  behavior  of  one  pound;  but  if  the  weight  of  substance  used  per  cycle  be 
known,  the  volumes  taken  from  the  PV  diagram  may  be  converted  to  specific 
volumes  for  substitution  in  the  formula. 

It  is  sometimes  desirable  to  study  the  TF  relations  throughout  the  cycle.  In 
Fig.  154,  let  ABCD  be  the  PV  diagram.  Let  EF  be  any  line  of  constant  volume 
intersecting  this   diagram   at  G,  H,    By  Charles'  law,  Tq\  T^wPq-.  Pjj,     The 


Por  T 


Fig.  154.     Art.  347.  —  Gas  Engine  T  V  Diagram. 


ordinates  JG,  JH  may  therefore  serve  to  represent  temperatures  as  well  as  pres- 
sures, to  some  scale  as  yet  undetermined.  If  the  ordinate  JG  represent  tempera- 
ture, then  the  line  OG^  is  a  line  of  constant  pressure.  Let  the  pressure  along  this 
line  on  a  TF  diagram  be  the  same  as  that  along  IG  on  a  PV  diagram.  Then 
(again  by  Charles'  law)  the  line  OH  is  a  line  of  constant  pressure  on  the  rFplane, 
corresponding  to  the  line  KH  on  the  PV  plane.  Similarly,  OL  corresponds  to 
MN  and  OQ  to  RB.  Project  the  points  S,  T,  R,  B,  where  MN  and  RB  hitersect 
the  PV  diagram,  until  they  intersect  OL,  OQ.     Then  points  ?7,  Q,   W,  X   are 
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points  on  the  corresponding  TV  diagram.  The  scale  of  T  is  determined  from 
the  characteristic  equation ;  the  value  of  R  may  be  taken  at  a  mean  between 
the  two  given.     A  transfer  may  now  be  made  to  the  NT  plane  by  the  aid  of  the 


equation  Wj  —  ji^ 
54.46  X  491. 


Va  = 


-^  a  y  a 

=  12.64. 


(Art.    169),   in  which    7'«  =  491.6, 


2116.8 

Figure  155,  from  Reeve  (42),  is  from  a  similar  four-cycle  engine.  The  enor- 
mous area  BA  CD  represents  heat  lost  to  the  water  jacket.  The  inner  dead  center 
of  the  engine  is  at  x]  thereafter,  for  a  short  ^ 

period,  heat  is  evidently  abstracted  from  the 
fluid,  being  afterward  restored,  just  as  in  the 
case  of  a  steam  engine  (Art.  431),  because 
during  expansion  the  temperature  of  the  gases 
falls  below  that  of  the  cylinder  walls.  This  agrees 
with  the  usual  notion  that  most  of  the  heat  is 
discharged  to  the  jacket  early  in  the  expansion 
stroke.  It  would  probably  be  a  fair  assumption 
to  consider  this  loss  to  occur  during  ignition,  as 
far  as  its  effect  on  the  diagram  is  concerned. 
Reeve  gives  several  instances  in  which  the 
expansive  path  resembles  xBzD;  other  investi- 
gators find  a  constant  loss  of  heat  during  expan- 
sion. Figure  156  gives  the  PV  and  NT  dia- 
grams for  a  Hornsby-Akroyd  engine;  the  expan- 
sion line  he  here  actually  rises  above  the  iso- 
thermal, indicative  of  excessive  after  burning. 

Fig.  155.    Art.  347.  —  Gas  Engine 

348.    Methods    of   Governing.       The  Entropy  Diagram, 

power  exerted  by  an  Otto  cycle  engine 

may  be  varied  in  accordance  with  the  external  load  by  various 
methods;  in  order  that  efficiency  may  be  maintained,  the  governing 
should  not  lower  the  ratio  of  pressures  during  compression.     To  ensure 
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Fig.  156.    Art.  347.  — Diagrams  for  Hornsby-Akroyd  Engine. 
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this,  variation  of  the  clearance,  by  mechanical  means  or  water 
pockets  and  outside  compression  have  been  proposed,  but  no  practicably 
efficient  means  have  yet  been  developed.  The  speed  of  an  engine  may 
be  changed  by  varying  the  point  of  ignition,  a  most  wasteful  method, 
because  the  reduction  in  power  thus  effected  is  unaccompanied  by  any 
change  whatever  in  fuel  consumption.  Equally  wasteful  is  the  us3  of 
excessively  small  ports  for  inlet  or  exhaust,  causing  an  increased  nega- 
tive loop  area  and  a  consequent  reduction  in  power  when  the  speed 
tends  to  increase.  In  engines  where  the  combustion  is  gradual,  as  in 
the  Braj^ton  or  Diesel,  the  point  of  cut-off  of  the  charge  may  be  changed, 
giving  the  same  sort  of  control  as  in  a  steam  engine. 

Three  methods  of  governing  Otto  cycle  engines  are  in  more  or  less 
common  use.  In  the  "  hit-or-miss^^  plan,  the  engine  omits  drawing  in  its 
charge  as  the  external  load  decreases.  One  or  more  idle  strokes  ensue. 
]^o  loss  of  economy  results  (at  least  from  a  theoretical  standpoint),  bat  the 
speed  of  the  engine  is  apt  to  vary  on  account  of  the  increased  irregularity 
of  the  already  occasional  impulses.  Governing  by  changing  the  proportions 
of  the  mixture  (the  total  amount  being  kept  constant)  should  apparently 
not  affect  the  compression;  actually,  however,  the  compression  must  be 

fixed  at  a  sufficiently  low  point  to 
avoid  danger  of  pre-ignition  to  the 
strongest  probable  mixture,  and 
thus  at  other  proportions  the  de- 
gree of  compression  will  be  less 
than  that  of  highest  efficiency.  A 
change  in  the  quantity  of  the  mix- 
ture, without  change  in  its  propor- 
tions, by  throttling  the  suction  or 
by  entirely  closing  the  inlet  valve 
toward  the  end  of  the  suction 
stroke,  results  in  a  decided  change 
of  compression  pressure,  the  superimposed  cards  being  similar  to  those 
shown  in  Fig.  157.  In  theory,  at  least,  the  range  of  compression  pressures 
would  not  be  affected;  but  the  variation  in  proportion  of  clearance  gas 
present  requires  injurious  limitations  of  final  compression  pressure,  just 
as  when  governing  is  effected  by  variations  in  mixture  strength.  Besides, 
the  rapidity  of  flame  propagation  is  strongly  influenced  by  variations 
in  the  pressure  at  the  end  of  compression. 

349.  Defects  of  Gas  Engine  Governing.  The  hit-or-miss  system  may 
be  regarded  as  entirely  inappHcable  to  large  engines.  The  other 
practicable  methods  sacrifice  the  efficiency.     Further  than  this,  the 


Fig.  157.     Art.  348.  —  Effect  of  Throttling. 
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governing  influence  is  exerted  during;  the  suction  stroke,  one  full  revolu- 
tion (in  four-cycle  engines)  previous  to  the  working  stroke,  which  should 
be  made  equal  in  effort  to  the  external  load.  If  the  load  changes  during 
the  intervening  revolution,  the  control  will  be  inadequate.  Gas  engines 
tend  therefore  to  irregularity  in  speed  and  low  efficiency  under  variable 
or  light  loads.  The  first  disadvantage  is  overcome  by  increasing  the 
number  of  cyHnders,  the  weight  of  the  fly  wheel,  etc.,  all  of  which 
entails  additional  cost.  The  second  disadvantage  has  not  yet  been 
overcome.  In  most  large  power  plant  engines,  both  the  quantity  and 
strength  of  the  mixture  are  varied  by  the  governor. 

350.  Construction  Details.  The  irregular  impulses  characteristic  of  the  gas 
engine  and  the  high  initial  pressures  attained  require  excessively  heavy  and 
strong  frames.  For  anything  hke  good  regulation,  the  fly  wheels  must  also  be 
exceptionally  heavy.  For  small  engines,  the  bed  casting  is  usually  a  single  heavy 
piece.  The  type  of  frame  usually  employed  on  large  engines  is  illustrated  in  Fig, 
152.  It  is  in  contact  with,  the  foundation  for  its  entire  length,  and  in  many  cases 
is  tied  together  by  rods  at  the  top  extending  from  cyHnder  to  cyhnder. 

Each  working  end  of  the  cyhnder  of  a  four-cycle  engine  must  have  two  valves, 
— one  for  admission  and  one  for  exhaust.  In  many  cases,  three  valves  are  used, 
the  air  and  gas  being  admitted  separately.  The  valves  are  poppet,  of  the  plain 
disk  or  mushroom  type,  with  beveled  seats;  in  large  engines,  they  are  sometimes 
of  the  double-beat  type,  shown  in  Fig.  153.  Shding  valves  cannot  be  employed 
at  the  high  temperature  of  the  gas  cyhnder.*  Exhaust  opening  must  always  be 
under  positive  control;  the  inlet  valves  may  be  automatic  if  the  speed  is  low,  but 
are  generally  mechanically  operated  on  large  engines.  All^should  be  finally  seated 
by  spring  action,  so  as  to  avoid  shocks.  In  horizontal  four-cycle  engines,  a  cam 
shaft  is  driven  from  an  eccentric  at  half  the  speed  of  the  engine.  Cams  or  eccen- 
trics on  this  shaft  operate  each  of  the  controlhng  valves  by  means  of  adjustable 
oscillating  levers,,  a  supplementary  spring  being  empolyed  to  accelerate  the  closing 
of  the  valves.  In  order  that  air  or  gas  may  pass  at  constant  speed  through  the 
ports,  the  cam  curve  must  be  carefuUy  proportioned  with  reference  to  the  varia- 
tion in  conditions  in  the  cyhnder  (43).  Hutton  (44)  advises  proportioning  of 
ports  such  that  the  mean  velocity  may  not  exceed  60  ft.  per  second  for  automatic 
inlet  valves,  90  ft.  for  mechanically  operated  valves,  and  75  ft.  for  exhaust  valves, 
on  small  engines. 

351.  Starting  Gear.  No  gas  engine  is  self-starting.  Small  engines  are  often 
started  by  turning  the  fly  wheel  by  hand,  or  by  the  aid  of  a  bar  or  gearing.  An 
auxihary  hand  air  pump  may  also  be  employed  to  begin  the  movement.  A  small 
electric  motor  is  sometimes  used  to  drive  a  gear-faced  fly  wheel  with  which  the 
motor  pinion  meshes.  In  all  cases,  the  engine  starts  against  its  friction  load  only, 
and  it  is  usual  to  provide  a  method  for  keeping  the  exhaust  valve  open  during  part 
of  the  compression  stroke  so  as  to  decrease  the  resistance.  In  multiple-cyhnder 
engines,  as  in  automobiles,  the  ignition  is  checked  just  prior  to  stopping.  A  com- 
pressed but  unexploded  charge  will  then  often  be  available  for  restarting.    In  the 

*  The  sleeve  valve,  analogous  to  the  piston  valve  commonly  used  on  locomotives, 
has  been  successfully  developed  for  automobile  work 


222  APPLIED  THERMODYNAMICS 

Clerk  engine,  a  supply  of  unexploded  mixture  was  taken  during  compression  from 
the  cylinder  to  a  strong  storage  tank,  from  which  it  could  be  subsequently  drawn. 
Gasoline  railway  motor  cars  are  often  started  by  means  of  a  smokeless  powder 
cartridge  exploded  in  the  cylinder.  Modern  large  engines  are  started  by  com- 
pressed air,  furnished  by  a  direct-driven  or  independent  pump,  and  stored  in  small 
tanks.  Recent  automobile  practice  has  developed  two  new  starting  methods: 
(a)  By  acetylene  generated  from  calcium  carbide  and  water  under  pressure,  and 
(6)  by  an  electric  motor,  operated  from  a  storage  battery  which  is  charged  while 
the  engine  is  running.     The  same  battery  Ughts  the  car. 

352.  Jackets.  The  use  of  water-spray  injection  during  expansion  has  been 
abandoned,  and  air  coohng  is  practicable  only  in  small  sizes  (say,  for  diameters 
less  than  5-inch).  The  cylinder,  piston,  piston  rod,  and  valves  must  usually  be 
thoroughly  water-jacketed.*  Positive  circulation  must  be  provided,  and  the  water 
cannot  be  used  over  again  unless  artificially  cooled.  At  a  heat  consumption  of  200 
B.  t.  u.  per  minute  per  Ihp.,  with  a  40  per  cent  loss  to  the  jacket,  the  theoretical 
consumption  of  water  heated  from  80  to  160°  F.  is  exactly  1  lb.  per  Ihp.  per  minute. 
This  is  greater  than  the  water  consumption  of  a  non-condensing  steam  plant,  but 
much  less  than  that  of  a  condensing  plant.  The  discharge  water  from  large  engines 
is  usually  kept  below  130°  F.  In  smaller  units,  it  may  leave  the  jackets  at  as  high 
a  temperature  as  160°  F.  The  usual  rise  of  temperature  of  water  while  passing 
through  the  jackets  is  from  50  to  100°  F.  The  circulation  may  be  produced  either 
by  gravity  or  by  pumping. 

353.  Possibilities  of  Gas  Power.  The  gas  engine,  at  a  comparatively  early 
stage  in  its  development,  has  surpassed  the  best  steam  engines  in  thermal  effi- 
ciency. JSIechanically,  it  is  less  perfect  than  the  latter ;  and  commercially  it  is 
regarded  as  handicapped  by  the  greater  reliability,  more  general  field  of  applica- 
tion, and  much  lower  cost  (excepting,  possibly,  in  the  largest  sizes  f)  of  the  steam 
engine.  The  use  of  producer  gas  for  power  eliminates  the  coal  smoke  nuisance ; 
the  stand-by  losses  of  producers  are  low;  and  gas  may  be  stored,  in  small  quanti- 
ties at  least.  The  small  gas  engine  is  quite  economical  and  may  be  kept  so.  The 
small  steam  engine  is  usually  wasteful.  The  Otto  cycle  engine  regulates  badly,  a 
disadvantage  which  can  be  overcome  at  excessive  cost ;  it  is  not  self -starting ;  the 
cylinder  must  be  cooled.  Even  if  the  mechanical  necessity  for  jacketing  could  be 
overcome,  the  same  loss  would  be  experienced,  the  heat  being  then  carried  off  in 
the  exhaust.  The  ratio  of  expansion  is  too  low,  causing  excessive  waste  of  heat 
at  the  exhaust,  which,  however,  it  may  prove  possible  to  reclaim.  The  heat  in  the 
jacket  water  is  large  in  quantity  and  low  in  temperature,  so  that  the  prob- 
lem of  utilization  is  confronted  with  the  second  law  of  thermodynamics. 
Methods  of  reversing  have  not  yet  been  worked  out,  and  no  important  marine 
applications  of  gas  power  have  been  made,  although  small  producer  plants  haA^e 
been  installed  for  ferryboat  service  with  clutch   reversal,  and  compressed  and 

*  The  piston  need  not  be  cooled  in  single-acting  four-cycle  engines. 

f  Piston  speeds  of  large  gas  engines  may  exceed  those  of  steam  engines.  Unless 
special  care  is  exercised  in  the  design  of  ports,  the  efficiency  will  fall  off  rapidly  witli 
increasing  speed.  Gas  engines  have  been  built  in  units  up  to  8000  hp  :-2000  hp.  from 
each  of  the  four  twin-tandem  double-acting  cylinders. 
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stored  gas  has  been  used  for  driving  river  steamers  in  France,  England,  and 
Germany. 

The  proposed  combinations  of  steam  and  gas  plants,  the  gas  plant  to  take  the 
uniform  load  and  the  steam  units  to  care  for  fluctuations,  really  beg  the  whole 
question  of  comparative  desirability.  The  bad  "characteristic"  curve  —  low  effi- 
ciency at  light  loads  and  absence  of  hona  fide  overload  capacity  —  will  always  bar 
the  gas  engine  from  some  services,  even  where  the  storage  battery  is  used  as  an 
auxiliary.  Many  manufacturing  plants  must  have  steam  in  any  case  for  process 
work.  In  such,  it  will  be  difficult  for  the  gas  engine  to  gain  a  foothold.  For  the 
utilization  of  blast  furnace  waste,  even  aside  from  any  question  of  commercial 
power  distribution,  the  gas  engine  has  become  of  prime  economic  importance. 

[A  topical  list  of  research  problems  in  gas  power  engineering,  the  solution  of 
which  is  to  be  desired,  is  contained  in  the  Report  of  the  Gas  Power  Research  Com- 
mittee of  the  American  Society  of  Mechanical  Engineers  (1910).] 

[See  the  Resume  of  Producer  Gas  Investigations,  by  Fernald  and  Smith,  Bulletin 
No.  13  of  the  United  States  Bureau  of  Mines,  1911.] 

(1)  Hutton,  The  Gas  Engine,  1908,  545;  Clerk,  Theory  of  the  Gas  Engine,  1903, 
75.  (2)  Hutton,  The  Gas  Engine,  1908,  158.  (3)  Clerk,  The  Gas  Engine,  1890, 
119-121.  (4)  Ibid.,  129.  (5)  Ibid.,  133.  (6)  Ibid.,  137.  (7)  Ibid.,  198.  (8) 
Engineering  News,  October  14,  1906,  357.  (9)  Lucke  and  Woodward,  Tests  of 
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(13)  Ewing,  The  Steam  Engine,  1906,  418.  (14)  Clerk,  The  Theory  of  the  Gas  Engine, 
1903.  (15)  Theorie  und  Construction  eines  rationellen  Warmemotors.  (16)  Zeuner, 
Technical  Thermodynamics  (Klein),  1907,  I,  439.  (17)  Trans.  A.  S.  M.  E.,  XXI, 
275.  (18)  Ibid.,  286.  (19)  Oy.  cit.,  XXIV,  171.  (20)  Op.  cit.,  XXI,  276.  (21) 
Gas  Engine  Design,  1897,  33.  (22)  Op.  cit.,  p.  34  et  seq.  (23)  See  Lucke,  Trans. 
A.  S.  M.  E.,  XXX,  4,  418.  (24)  The  Gas  Engine,  1890,  p.  95  et  seq.  (25)  A.  L. 
Westcott,  Some  Gas  Engine  Calculations  based  on  Fuel  and  Exhaust  Gases;  Power, 
April  13,  1909,  p.  693.  (26)  Hutton,  The  Gas  Engine,  1908,  pp.  507,  522.  (27) 
The  Gas  Engine,  1908.  (28)  Clerk,  op.  cit.,  p.  216.  (29)  Op.  cit.,  p.  291.  (30) 
Op.  cit.,  p.  38.  The  corresponding  usual  mean  effective  pressures  are  given  on  p.  36. 
(30  a)  See  the  author's  papers.  Commercial  Ratings  for  Internal  Combustion  Engines, 
in  Machinery,  April,  1910,  and  Design  Constants  for  Small  Gasolene  Engines,  with 
Special  Reference  to  the  Automobile,  Journal  A.  S.  M.  E.,  September,  1911.  (31) 
Zeits.  Ver.  Deutsch.  Ing.,  November  24,  1906;  Power,  February,  1907.  (32)  The 
Electrical  World,  December  7,  1907,  p.  1132.  (33)  Trans.  A.  S.  M.  E.,  XXIV,  1065. 
(34)  Bui.  Soc.  de  V Industrie  Mineral,  Ser.  Ill,  XIV,  1461.  (35)  Trans.  A.S.M.  E., 
XXVIII,  6,  1041.  (36)  Quoted  by  Mathot,  supra.  (37)  Also  from  Mathot.  (38) 
Mathot,  supra.  (40)  Op.  cit.,  pp.  342-343.  (41)  Trans.  A.  S.  M.  E.,  XIX,  491, 
(42)  Ibid.,  XXIV,  171.  (43)  Lucke,  Gas  Engine  Design,  1905.  (44)  Op.  cit., 
483, 
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SYNOPSIS  OF   CHAPTER  XI    . 

The  Producer 

The  importance  of  the  gas  engine  is  largely  due  to  the  producer  process  for  making 
cheap  gas. 

In  the  gas  engine,  combustion  occurs  in  the  cylinder,  and  the  highest  temperature 
attained  by  the  substance  determines  the  cyclic  efficiency. 

Fuels  are  natural  gas,  carbureted  and  uncarbureted  water  gas,  coal  gas,  coke  oven 
gas,  producer  gas,  blast  furnace  gas ;  gasoline,  kerosene,  fuel  oil,  distillate, 
alcohol,  coal  tars. 

The  gas  producer  is  a  lined  cylindrical  shell  in  which  the  fixed  carbon  is  converted 
into  carbon  monoxide,  while  the  hydrocarbons  are  distilled  off,  the  necessary  heat 
being  supplied  by  the  fixed  carbon  burning  to  CO. 

The  maximum  theoretical  efficiency  of  the  producer  making  power  gas  is  less  than  that 
of  the  steam  boiler.  Either  steam  or  exhaust  gas  from  the  engine  must  be  intro- 
duced to  attain  maximum  efficiency.  The  reactions  are  complicated  and  partly 
reversible. 

The  mean  composition  of  producer  gas,  by  volume,  is  CO,  19.2;  CO2,  9.5;  H,  12.4; 
CH4,  C2H4,  3.1;  N,  55.8. 

The  '•'■figure  of  merit'''  is  the  heating  value  of  the  gas  per  pound  of  carbon  contained. 

Gas  Engine  Cycles 

The  Otto  cycle  is  bounded  by  two  adiabatics  and  two  lines  of  constant  volume;  the 

engine  may  operate  in  either  t\\Q  four-stroTce  cycle  or  the  two-stroke  cycle. 
In  the  two-stroke  cycle,  the  inlet  and  exhaust  ports  are  both  open  at  once. 

In  the  Otto  cycle,  ^  =  ^  and  ^  =  -f- 
'      '  P,      Pa  T,       Td 


m 


ciency  =  ^^  ~  ^'^  =  1  -  (  — V^    =  ~ —=  ^  -  (--)  y  \  it  depends  solely  on  the 

extent  of  compression. 
The  Sargent  and  Erith  cycles.  ^ 

Efficiency  of  Atkinson  engine  (isothermal   rejection   of   heat)  =  l—        "        loge  -„-; 

higher  than  that  of  the  Otto  cycle. 

Lenoir  cycle :  constant  pressure  rejection  oi  heat;  efficiency  =  \—    I Ji—y-A -:^. 

rp  rp  rp  rji 

Brayton  cycle  :  combustiori  at  constant  pressure  ;  efficiency  =  1  —       -^        '  i  . 

or,  with  complete  expansion^ 

A  special  comparison  shows  the  Clerk  Otto  engine  to  give  a  much  higher  efficiency  than 
the  Brayton  or  Lenoir  engine,  but  that  the  Brayton  engine  gives  slightly  the  largest 
work  area. 

rp  rp  rp      rp 

The  Clerk  Otto  (complete  pressure)  cycle  gives  an  efficiency  of  1-       f—"         "         * 


y{T,-Tn)      n-Tn 
Tn  -  Ta 


Te  -    To      ^  Te  -  Tc. 

intermediate  between  that  of  the  ordinary  Otto  and  the  Atkinson. 
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1 L\>^a/      __ J.. 


The  Diesel  cycle:  isothermal  combustion;  efficiency  =  1 1:-^^ — — ^;  increases 

as  ratio  of  expansion  decreases.  yl^T^  loge  — ^ 

'a 
The  Diesel  cycle  :  constant  pressure  combustion. 

The  Humphrey  internal  combustion  pump. 

Modifications  in  Practice 

The  PF  diagram  of  an  actual  Otto  cycle  engine  is  influenced  by 

(a)  proportions  of  the  mixture^  which  must  not  be  too  weak  or  too  strong,  and 

must  be  controllable  ; 
^6)  maximum  allowable  temperature  after  compression  to  avoid  pre-ignition ;  the 
range  of  compression,  which  determines  the  efficiency,  depends  upon  this  as 
well  as  upon  the  pre-compression  pressure  and  temperature  ; 
(c)  the  rise  of  pressure  and  temj^erature  during  combustion;  always  less  than 
those  theoretically  computed,  on  account  of  (1)  divergences  from  Charles' 
law,  (2)  the  variable  specific  heats  of  gases,  (3)  slow  combustion,  (4)  disso- 
ciation ; 
(f?)  the  shape  of  the  expansion  curve^  usually  above  the  adiabatic,  on  account  of 

after  burning,  in  spite  of  loss  of  heat  to  the  cylinder  wall ; 
(e)  the  forms  of  the  suction  and  exhaust  lines,  which  may  be  affected  by  badly 
proportioned  ports  and  passages  and  by  improper  valve  action. 
Dissociation  prevents  the  combustion  reaction  of  more  than  a  certain  proportion  of 

the  elementary  gases  at  each  temperature  within  the  critical  limits. 
The  point  of  ignition  must  somewhat  precede  the  end  of  the  stroke,  particularly  with 

weak  mixtures. 
Methods  of  ignition  are  by  hot  tube,  jump  spark,  and  make  and  break. 
Cylinder  clearance  ranges  from  8.7  to  56  per  cent.     It  is  determined  by  the  compression 

pressure  range. 
Scavenging  is  the  expulsion  of  the  burnt  gases  in  the  clearance  space  prior  to  the 

suction  stroke. 
The  diagram  factor  is  the  ratio  of  the  area  of  the  iyidicator  diagram  to  that  of  the  ideal 

cycle. 
Analysis  with  specific  heats  variable. 

Mean  effective  pressure  =  — - — „     ^!.^ —, 


Gas  Engine  Design 

In  designing  an  engine  for  a  given  power,  the  gas  composition,  rotative 
speed  and  piston  speed  are  assumed.  The  probable  efficiency  may  be 
estimated  in  advance.  Overload  capacity  must  be  secured  by  assum- 
ing a  higher  capacity  than  that  normally  needed ;  the  engine  will  do 
no  more  work  than  that  for  which  it  is  designed. 
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Current  Forms 

Otto  cycle  oil  engines  include  the  Mietz  and  Weiss,  two-cycle,  and  the  Daimler,  Priest- 
man,  and  Hornsby-Akroyd,  four-cycle. 

Modern  forms  of  the  Otto  gas  engine  include  the  Otto,  Foos,  Crossley-Otto,  and 
Andrews. 

The  Westinghouse,  Kiverside,  and  Allis-Chalmers  engines  are  built  in  the  largest  sizes. 

Two-cycle  gas  engines  include  the  Oechelhaueser  and  Koerting. 

Special  engines  are  built  for  motor  bicycles,  automobiles,  and  launches,  and  for  burn- 
ing alcohol. 

The  basis  of  efficiency  is  the  heat  unit  consumption  per  horse  power  per  minute. 
The  mechanical  efficiency  may  be  computed  from  either  gross  or  net  indicated  work. 
Becorded  efficiencies  of  gas  engines  range  up  to  4^.7  per  cent ;  plant  efficiencies  to  0.7 

lb.  coal  per  brake  hp.-hr. 
The  mechanical  efficiency  increases  with  the  size  of  the  engine,  and  is  greater  with  the 

four-stroke  cycle. 
About  38  per  cent  of  the  heat  supplied  is  carried  off  by  the  jacket  water,  and  about 

33  p>er  cent  by  the  exhaust  gases,  in  ordinary  practice. 
The  entropy  diagram  may  be  constructed  by  transfer  from  the  PF  or  TF  diagrams. 
Governing  is  effected 

(«)  by  the  hit-or-miss  method  ;  economical,  but  unsatisfactory  for  speed  regulation, 

(b)  by  throttlini,,  Uoth  wasteful. 

(c)  by  changing  mixture  proportions,  J 

In  all  cases,  the  governing  effort  is  exerted  too  early  in  the  cycle. 

Gas  engines  must  have  heavy  frames  and  fly  ivheels ;  exhaust  valves  (and  inlet  valves 
at  high  speed)  must  be  mechanically  operated  by  carefully  designed  cams;  pro- 
vision must  be  made  for  starting  ;  cylinders  and  other  exposed  parts  are  jacketed. 
About  1  lb.  of  jacket  water  is  required  per  Ihp. -minute. 

Gas  engine  advantages :  high  thermal  efficiency  ;  elimination  of  coal  smoke  nuisance  ; 
stand-by  losses  are  low  ;  gas  may  be  stored  ;  economical  in  small  units  ;  desirable 
for  utilizing  blast  furnace  gas. 

Disadvantages :  mechanically  still  evolving  ;  of  unproven  reliability  ;  less  general  field 
of  application  ;  generally  higher  first  cost ;  poor  regulation  ;  not  self-starting ; 
cylinder  must  be  cooled  ;  low  ratio  of  expansion ;  non-reversible  ;  no  overload 
capacity  ;  no  available  by-product  heat  for  process  work  in  manufacturing  plants. 

PROBLEMS 

1.    Compute  the  volume  of  air  ideally  necessary  for  the  complete  combustion  of 
1  cu.  ft.  of  gasoline  vapor,  CgHi4, 

2.  Find  the  maximum  theoretical  efficiency,  using  pure  air  only,  of  a  power  gas 
producer  fed  with  a  fuel  consisting  of  70  per  cent  of  fixed  carbon  and  30  per  cent  of 
volatile  hydrocarbons. 

3.  In  Problem  2,  what  is  the  theoretical  efficiency  if  20  per  cent  of  the  oxygen 
necessary  for  gasifying  the  fixed  carbon  is  furnished  by  steam  ? 

4.  In  Problem  3,  if  the  hydrocarbons  (assumed  to  pass  off  unchanged)  are  half 
pure  hydrogen  and  half  marsh  gas,  compute  the  producer  gas  composition  by  volume, 
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using  specific  volumes  as  follows:   nitrogen,   12.75;  hydrogen,    178.83;    carbon  mon- 
oxide, 12.75;  marsh  gas,  22.3. 

5.  A  producer  gasifying  pure  carbon  is  supplied  with  the  theoretically  necessary 
amount  of  oxygen  from  the  atmosphere  and  from  the  gas  engine  exhaust.  The  latter 
consists  of  28.4  per  cent  of  CO;,  and  71.6  per  cent  of  N,  by  weight,  and  is  admitted  to 
the  extent  of  1  lb.  per  pound  of  pure  carbon  gasified.  Find  the  rise  in  temperature, 
the  composition  of  the  produced  gas,  and  the  efficiency  of  the  process.  The  heat  of 
decomposition  of  CO2  to  CO  may  be  taken  at  10,050  B.  t.  u.  per  pound  of  carbon. 

6.  Find  the  figures  of  merit  in  Problems  4  and  5.  (Take  the  heating  value  of  H 
at  53,400 ;  of  CH4,  at  22,500.) 

7.  In  Fig.  134,  let  -^  =  4,  Prf=.30  (lbs.  per  sq.  in.),  P(,  =  Pg  ^P^-f  10,  Tj,  =  3000°, 

r^=  1000°  (absolute).     Find  the  efficiency  and  area  of  each  of  the  ten  cycles,  for  1  lb. 
of  air,  without  using  efficiency  formulas. 

8.  In  Problem  7,  show  graphically  by  the  NT  diagram  that  the  Carnot  cycle  is 
the  most  efficient. 

9.  What  is  the  maximum  theoretical  efficiency  of  an  Otto  four-cycle  engine  in 
which  the  fuel  used  is  producer  gas  ?     (See  Art.  312.) 

10.  What  maximum  temperature  should  theoretically  be  attained  in  an  Otto  en- 
gine using  gasoline,  with  a  temperature  after  compression  of  780°  F.  ?  (The  heat  liber- 
ated by  the  gasoline,  available  for  increasing  the  temperature,  may  be  taken  at  21,000 
B.  t.  u.  per  pound.) 

11.  Find  the  mean  effective  pressure  and  the  work  done  in  an  Otto  cycle  between 
volume  limits  of  0.5  and  2.0  cu.  ft.  and  pressure  limits  of  14.7  and  200  lb.  per  square 
inch  absolute. 

12.  An  Otto  engine  is  supplied  with  pure  CO,  with  pure  air  in  just  the  theoretical 
amount  for  perfect  combustion.  Assume  that  the  dissociation  effect  is  indicated  by  the 
formula*  (1.00  —  a) (6000  —  7")  =  300,  in  which  a  is  the  proportion  of  gas  that  will 
combine  at  the  temperature  r°  F.  If  the  temperature  after  compression  is  800°  F., 
what  is  the  maximum  temperature  attained  during  combustion,  and  what  proportion 
of  the  gas  will  burn  during  expansion  and  exhaust^  if  the  combustion  line  is  one  of  con- 
stant volume  ?     The  value  of  I  for  CO  is  0.1758. 

13.  An  Otto  engine  has  a  stroke  of  24  in.,  a  connecting  rod  60  in.  long,  and  a  pis- 
ton speed  of  400  ft.  per  minute.  The  clearance  is  20  per  cent  of  the  piston  displace- 
ment, and  the  volume  of  the  gas,  on  account  of  the  speed  of  the  piston  as  compared 
with  that  of  the  flame,  is  doubled  during  ignition.  Plot  its  path  on  the  PF  diagram 
and  plot  the  modified  path  when  the  piston  speed  is  increased  to  800  ft.  per  minute, 
assuming  the  flame  to  travel  at  uniform  speed  and  the  pressure  to  increase  directly  as 
the  spread  of  the  flame.     The  pressure  range  during  ignition  is  from  100  to  200  lb. 

14.  The  engine  in  Problem  11  is  four-cycle,  two-cylinder,  double-acting,  and  makes 
100  r.  p.  m.  with  a  diagram  factor  of  0.40.     Find  its  capacity. 

15.  Starting  at  Pd  =  i4.7,  Fd  =  43.45,  2^^  =  32°  F.  (Fig.  122),  plot  (a)  the  ideal 
Otto  cycle  for  1  lb.  of  CO  with  the  necessary  air,  and  (6)  the  probable  actual  cycle 

*  This  is  assumed  merely  for  illustrative  purposes.  It  has  no  foundation  and  is 
irrational  at  limiting  values. 
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modified  as  described  in  Arts.  809-328,  and  find  the  diagram  factor.     Clearance  is  25 
per  cent  of  the  piston  displacement  in  both  cases. 

16.  Find  the  cylinder  dimensions  in  Art.  332  if  the  gas  composition  be  as  given  in 
Art.  285.  (Take  the  average  heating  value  of  C  H4  and  C2H4  at  22,500  B.  t.  u.  per  pound, 
and  assume  that  the  gas  contains  the  same  amount  of  each  of  these  constituents.) 

17.  rind  the  clearance,  cylinder  dimensions,  and  probable  efficiency  in  Art.  332  if 
the  engine  is  two-cycle. 

18.  Eind  the  size  of  cylinders  of  a  four-cylinder,  four-cycle,  single-acting  gasoline 
engine  to  develop  30  bhp.  at  1200  r.  p.  m.,  the  cylinder  diameter  being  equal  to  the 
stroke.  Estimate  its  thermal  efficiency,  the  theoretically  necessary  quantity  of  air 
being  supplied. 

19.  An  automobile  consumes  1  gal.  of  gasoline  per  9  miles  run  at  50  miles  per 
hour,  the  horse  power  developed  being  25.  Find  the  heat  unit  consumption  per  Ihp. 
per  minute  and  the  thermal  efficiency  ;  assuming  gasoline  to  weigh  7  lb.  per  gallon. 

20.  A  two-cycle  engine  gives  an  indicator  diagram  in  which  the  positive  work 
area  is  1000  ft. -lb.,  the  negative  work  area  90  ft. -lb.  The  work  at  the  brake  is  700 
ft. -lb.     Give  two  values  for  the  mechanical  efficiency. 

21.  The  engine  in  Problem  17  discharges  30  per  cent  of  the  heat  it  receives  to  the 
jacket.  Find  the  water  consumption  in  pounds  per  minute,  if  its  initial  temperature 
is  72"  F. 

22.  In  Art.  344,  what  was  the  producer  efficiency  in  the  case  of  the  Guldner  en- 
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gine,  assuming  its  mechanical  efficiency  to  have  been  0.85  ?     If  the  coal  contained 
13,800  B.  t.  u.  per  pound,  what  was  the  coal  consumption  per  brake  hp.-hr.  ? 

23.  Given  the  indicator  diagram  of  Fig.  158,  plot  accurately  the  TV  diagram,  the 
engine  using  0.0462  lb.  of  substance  per  cycle.  Draw  the  compressive  path  on  the  NT 
diagram  by  both  of  the  methods  of  Art.  347. 

24.  The  engine  in  Problem  17  governs  by  throttling  its  charge.  To  what  percent- 
age of  the  piston  displacement  should  the  clearance  be  decreased  in  order  that  the  pres- 
sure after  compression  may  be  unchanged  when  the  pre-compression  pressure  drops  to 
10  lb.  absolute  ?     What  would  be  the  object  of  such  a  change  in  clearance  ? 

25.  In  the  Diesel  engine.  Problem  7,  by  what  percentages  will  the  efficiency  and 

capacity  be  affected,  theoretically,  if  the  supply  of  fuel,  is  cut  off  50  per  cent  earlier  in 

Vh  —  V 
the  stroke  ?     (i.e.,  cut-off  occurs  when  the  volume  is  — ^ ^  +  Va,  Fig.  134.) 

26.  Under  the  conditions  of  Art.  335,  develop  a  relation  between  piston  displace- 
ment in  cubic  inches  per  minute,  and  Ihp.,  for  four  cylinder  four-cycle  single  acting 
gasolene  engines.  Also  find  the  relation  between  cylinder  volume  and  Ihp.  if  engines 
run  at  1500  r.  p.  m.,  and  the  relation  between  cylinder  diameter  and  Ihp.  if  bore  =  stroke, 
at  1500  r.  p.  m. 

27.  In  an  Otto  engine,  the  range  of  pressures  during  compression  is  from  13  to 
130  lb.,  the  compression  curve  pv'^-^  —  c.     Find  the  percentage  of  clearance. 

28.  The  clearance  space  of  a  7  by  12  in.  Otto  engine  is  found  to  hold  6  lb.  of  water 
at  70° F.     Find  the  ideal  efficiency  of  the  engine.     (See  Art.  295.) 

29.  An  engine  uses  220  cu.  ft.  of  gas,  containing  800  B.  t.  u.  per  cubic  foot,  in  39 
minutes,  while  developing  12.8  hp.    Find  its  thermal  efficiency. 

30.  In  the  formula,  brake  hp.  =  —^  (Art.  335),  if  the  mechanical  efficiency  is 

2-5 

0.80,  what  mean  effective  pressure  is  assumed  in  the  cylinder  ? 

31.  A  six-cylinder  four-cycle  engine,  single-acting,  with  cylinders  16  by  24  in., 
develops  500  hp.  at  200  r.  p.  m.     What  is  the  mean  effective  pressure  ? 

32.  An  engine  uses  1.62  lb.  of  gasolene  (21000  B.  t.  u.  per  pound)  per  Bhp.-hr. 
What  is  its  efficiency  from  fuel  to  shaft  ?  If  it  is  a  2-cycle  engine  with  a  pressure  of 
60  lb.  gage  at  the  end  of  compression,  estimate  the  ideal  efficiency. 


CHAPTER   XII 
THEORY   OF  VAPORS 

354.  Boiling  of  Water.  If  we  apply  heat  to  a  vessel  of  water  open 
to  the  atmosphere,  an  increase  of  temperature  and  a  slight  increase 
of  volume  may  be  observed.  The  increase  of  temperature  is  a  gain 
of  internal  energy;  the  slight  increase  of  volume  against  the  constant 
resisting  pressure  of  the  atmosphere  represents  the  performance  of 
external  work,  the  amount  of  which  may  be  readily  computed.  After 
this  operation  has  continued  for  some  time,  a  temperature  of  212°  F. 
is  attained,  and  steam  begins  to  form.  The  water  now  gradually 
disappears.  The  steam  occupies  a  much  larger  space  than  the  water 
from  which  it  was  formed  ;  a  considerable  amount  of  external  worh  is 
done  in  thus  augmenting  the  volume  against  atmospheric  pressure ; 
and  the  common  temperature  of  the  steam  and  the  water  remains  con- 
stant at  212°  F.  during  evaporation. 

355.  Evaporation  under  Pressure.  The  same  operation  may  be 
performed  in  a  closed  vessel,  in  which  a  pressure  either  greater  or  less 
than  that  of  the  atmosphere  may  be  maintained.  The  water  will  now 
boil  at  some  other  temperature  than  212°  F. ;  at  a  lower  temperature^ 
if  the  pressure  is  less  than  atmospheric^  and  at  a  higher  temperature^  if 
greater.  The  latter  is  the  condition  in  an  ordinary  steam  boiler.  If 
the  water  be  heated  until  it  is  all  boiled  into  steam,  it  will  then  be 
possible  to  indefinitely  increase  the  temperature  of  the  steam,  a  result 
not  possible  as  long  as  any  liquid  is  present.  The  temperature  at 
which  boiling  occurs  may  range  from  32°  F.  for  a  pressure  of 
0.089  lb.  per  square  inch,  absolute,  to  428°  F.  for  a  pressure 
of  336  lb. ;  but  for  each  pressure  there  is  a  fixed  temperature  of 
ebullition.* 

*  A  striking  illustration  is  in  the  case  of  air,  which  has  a  boiling  point  of  —314°  F. 
at  atmospheric  pressure.  As  we  see  "liquid  air,''  it  is  always  boiling.  If  we 
attempted  to  confine  it,  the  pressure  which  it  would  exert  would  be  that  corresponding 
to  the  room  temperature,  several  thousand  pounds  per  square  inch. 

Hydrogen  has  an  atmospheric  boiling  point  of  —423°  F. 
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356.  Saturated  Vapor.  Any  vapor  in  contact  with  its  liquid  and 
in  thermal  equilibrium  {i.e.,  not  constrained  to  receive  or  reject  heat) 
is  called  a  saturated  vapor.  It  is  at  the  niinimuin  temperature  (that 
of  the  liquid)  which  is  possible  at  the  existing  pressure.  Its  density 
is  consequentl}^  the  maximum  possible  at  that  pressure.  Should  it 
be  deprived  of  heat,  it  cannot  fall  in  temperature  until  after  it  has 
been  first  completely  liquefied.  If  its  pressure  is  fixed,  its  temperature 
and  density  are  also  fixed.  Saturated  vapor  is  then  briefly  definable 
as  vapor  at  the  minimum  temperature  or  maximum  density  possible 
under  the  inq^osed  pressure. 

357.  Superheated  Vapor.  A  saturated  vapor  subjected  to  ad- 
ditional heat  at  constant  pressure,  if  in  the  presence  of  its  liquid, 
cannot  rise  in  temperature ;  the  only  result  is  that  more  of  the  liquid 
is  evaporated.  When  all  of  the  liquid  has  been  evaporated,  or  if  the 
vapor  is  conducted  to  a  separate  vessel  where  it  may  be  heated  while 
not  in  contact  with  the  liquid,  its  temperature  may  be  made  to  rise, 
and  it  becomes  a  superheated  vapor.  It  may  be  now  regarded  as  an 
imperfect  gas;  as  its  temperature  increases,  it  constantly  becomes 
more  nearly  perfect.  Its  temperature  is  always  greater,  and  its 
density  less,  than  those  properties  of  saturated  vapor  at  the  same 
pressure ;  either  temperature  or  density  may,  however,  be  varied  at 
will,  excluding  this  limit,  the  pressure  remaining  constant.  At 
constant  pressure,  the  temperature  of  steam  separated  from  water 
increases  as  heat  is  supplied. 

The  characteristic  equation,  PV  =  RT,  oi  a.  perfect  gas  is  inapplicable  to  steam. 
(See  Art.  390.)  The  relation  of  pressure,  volume,  and  temperature  is  given  by- 
various  empirical  formulas,  including  those  of  Joule  (1),  Rankine  (2),  Hirn  (3), 
Racknel  (4),  Clausius  (5),  Zeuner  (6),  and  Knoblauch  Linde  and  Jakob  (7). 
These  are  in  some  cases  applicable  to  either  saturated  or  superheated  steam.' 

Saturated  Steam 
358.  Thermodynamics  of  Vapors.  The  remainder  of  this  text  is 
chiefly  concerned  with  the  phenomena  of  vapors  and  their  application 
in  vapor  engines  and  refrigerating  machines.  The  behavior  of  vapors 
during  heat  changes  is  more  complex  than  that  of  perfect  gases. 
The  temperature  of  boiling  is  different  for  different  vapors,  even  at 
the  same  pressure ;  but  the  following  laws  hold  for  all  other  vapors 
as  well  as  for  that  of  water : 
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(1)  The  temperatures  of  the  liquid  and  of  the  vapor  in  contact  with 

it  are  the  same  ; 

(2)  The  temperature  of  a  specific  saturated  vapor  at  a  specified  pres- 

sure is  always  the  same ; 

(3)  The  temperature  and  the  density  of  a  vapor  remain  constant 

during  its  formation  from  liquid  at  constant  pressure; 

(4)  Increase  of  pressure  increases  the  temperature  and  the  density  of 

the  vapor ;  * 

(5)  Decrease  of  pressure  lowers  the  temperature  and  the  density ; 

(6)  The  temperature  can  be  increased  and  the  density  can  be  decreased 

at  will,  at  constant  pressure,  when  the  vapor  is  not  in  contact 
with  its  liquid ; 

(7)  If  the  pressure  upon  a  saturated  vapor  be  increased  without  allow- 

ing its  temperature  to  rise,  the  vapor  must  condense  ;  it  cannot 
exist  at  the  increased  pressure  as  vapor  (Art.  356).  If  the 
pressure  is  lowered  while  the  temperature  remains  constant,  the 
vapor  becomes  superheated. 

359.  Effects  of  Heat  in  the  Formation  of  Steam.  Starting  with 
a  pound  of  water  at  32^  F.,  as  a  convenient  reference  point,  the  heat 
expended  during  the  formation  of  saturated  steam  at  any  temperature 
and  pressure  is  utilized  in  the  following  ways : 

(1)  ^  units  in  the  elevation  of  the  temperature  of  the  water.  If  the 
specific  heat  of  water  be  unity,  and  t  be  the  boiling  point, 
h  =  t  —  32 ;  actually,  h  always  slightly  exceeds  this,  but  the 
excess  is  ordinarily  small,  f  J 

*  Since  mercury  boils,  at  atmospheric  pressure,  at  675°  F.,  common  thermometers 
cannot  be  used  for  measuring  temperatures  higher  than  this  ;  but  by  filling  the  space  in 
the  thermometric  tube  above  the  mercury  with  gas  at  high  pressure,  the  boiling  point 
of  the  mercury  may  be  so  elevated  as  to  permit  of  its  use  for  measuring  flue  gas 
temperatures  exceeding  800°  F. 

t  According  to  Barnes'  experiments  (8),  the  specific  heat  of  water  decreases  from 
1.0094  at  32°  F.  to  0.99735  at  100°  F.,  and  then  steadily  increases  to  1.0476  at  428°  F. 

X  In  precise  physical  experimentation,  it  is  necessai'y  to  distinguish  between  the 
value  of  h  measured  above  32°  F.  and  atmospheric  pressure^  and  that  measured  above 
32°  F.  and  the  corresponding  J9res.s•^dre  of  the  saturated  vax>or.  This  distinction  is  of  no 
consequence  in  ordinary  engineering  work. 
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(2)  ^-^ units  in  the  expansion  of  the  water  (external  work),  p 

beijig  the  pressure  per  square  foot  and  v  and  I^the  initial  and 
final  specific  volumes  of  the  water  respectively.  This  quantity 
is  included  in  item  ^,  as  above  defined ;  it  is  so  small  as  to  be 
usually  negligible,  and  the  total  heat  required  to  bring  the 
water  up  to  the  boiling  point  is  regarded  as  an  internal  energy- 
change. 

(3)  e  =  ^^        — -  units  to  perform  the  external  work  of  increasing 

778 

the  volume  at  the  boiling  point  from  that  of  the  water  to  that  of 
the  steam,  Tf  being  the  specific  volume  of  the  steam. 

(4)  r  units  to  perform  the  disgregation  work  of  this  change  of  state 
(Art.  15)  ;   items  (3)  and  (4)  being  often  classed  together  as  L. 

The  total  heat  expended  per  pound  is  then 

H=h-^L  =  h  +  r-{-e  =  E  +  e, 

The  values  of  these  quantities  vary  widely  with  different  vapors,  even  when 
at  the  same  temperature  and  pressure ;  in  general,  as  the  pressure  increases,  Ji 
increases  and  L  decreases.  Watt  was  led  to  believe  (erroneously)  that  the  sum  of 
h  and  L  for  steam  was  a  constant;  a  result  once  described  as  expressing  "  Watt's 
Law."     This  sum  is  now  known  to  slowly  increase  with  increase  of  pressure. 

360.  Properties  of  Saturated  Steam.  It  has  been  found  experimentally 
that  as  p,  the  pressure,  increases,  t,  h,  e,  and  H  increase,  while  r  and  L 
decrease.  These  various  quantities  are  tabulated  in  what  is  known  as  a 
steam  table.* 


*  Begnault's  experiments  were  the  foundation  of  the  steam  tables  of  Rankine  (9), 
Zeuner  (10),  and  Porter  (11).  The  last  named  have  been  regarded  as  extremely  accu- 
rate, and  were  adopted  as  standard  for  use  in  reporting  trials  of  steam  boilers  and 
pumping  engines  by  the  American  Society  of  Mechanical  Engineers.  They  do  not 
give  all  of  the  thermal  properties,  however,  and  have  therefore  been  misatisf actory  for 
some  purposes.  The  tables  of  Dwelshauevers-Dery  (12)  were  based  on  Zeuner's  ; 
Buel's  tables,  originally  published  in  Weisbach's  Mechanics  (13),  on  Rankine's. 
Peabody's  tables  are  computed  directly  from  Regnault's  work  (14).  The  principal 
differences  in  these  tables  were  due  to  some  uncertainty  as  to  the  specific  volume  of 
steam  (15).  The  precise  work  of  Holborn  and  Henning  (16)  on  the  pressure-tempera- 
ture relation  and  the  adaptation  by  Davis  (17)  of  recent  experiments  on  the  specific 
heat  of  superheated  steam  to  the  determination  of  the  total  heat  of  saturated  steam 
(Art.  388)  have  suggested  the  possibility  of  steam  tables  of  greater  accuracy.  The 
most  recent  and  satisfactory  of  these  is  that  of  Marks  and  Davis  (18),  values  from 
which  are  adopted  in  the  remainder  of  the  x)resent  text.     (See  pp.  247,  248.) 
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Our  original  knowledge  of  these  values  was  derived  from  the  com- 
prehensive experiments  of  Regnault,  whose  empirical  formula  for  the 
total  heat  of  saturated  steam  was  ^  =  1081.94  +  0.305^.  The  recent 
investigations  of  Davis  (17)  show,  however,  that  a  more  accurate  ex- 
pression is 

^  =  1150.3 +  0.3715(^-212) -0.00055(^-212)2  (Art.  388). 

(The  total  heat  at  212°  F.  is  represented  by  the  value  1150.3.)  Barnes' 
and  other  determinations  of  the  specific  heat  of  water  permit  of  the  com- 
putation of  h;  and  L  =H—  h.  The  value  of  e  may  be  directly  calculated 
if  the  volume  W  is  known,  and  r=L—e.  The  value  of  r  has  a  straight 
line  relation,  approximately,  with  the  temperature.  This  may  be 
expressed  by  the  formula  r  =  1061.3— 0.79  t°  F.  The  method  of  deriv- 
ing the  steam  volume,  always  tabulated  with  these  other  thermal 
properties,  will  be  considered  later.  When  saturated  steam  is  con- 
densed, all  of  the  heat  quantities  mentioned  are  emitted  in  the  reverse 
order,  so  to  speak.  Regnault's  experiments  were  in  fact  made,  not 
by  measuring  the  heat  absorbed  during  evaporation,  but  that  emitted 
during  condensation.  Items  h  and  r  are  both  internal  energy  effects; 
they  are  sometimes  grouped  together  and  indicated  by  the  symbol  E; 
whence  H=E-\-e.  The  change  of  a  liquid  to  its  vapor  furnishes  the 
best  possible  example  of  w^hat  is  meant  by  disgregation  work.  If  there 
is  any  difficulty  in  conceiving  what  such  work  is,  one  has  but  to  com- 
pare the  numerical  values  of  L  and  r  for  a  given  pressure.  What 
becomes  of  the  difference  between  L  and  e?  The  quantity  L  is  often 
called  the  latent  heat,  or,  more  correctly,  the  latent  heat  of  evapora- 
tion. The  ^'  heat  in  the  water  ^'  referred  to  in  the  steam  tables  is  h) 
the  '^  heat  in  the  steam  "  is  ^,  also  called  the  total  heat. 

361.  Factor  of  Evaporation.  In  order  to  compare  the  total  expen- 
ditures of  heat  for  producing  saturated  steam  under  unlike  condi- 
tions, we  must  know  the  temperature  T,  other  than  32°  F.  (Art. 
359),  at  which  the  water  is  received,  and  the  pressure  p  at  which 
steam  is  formed  ;  for  as  T  increases,  h  decreases  ;  and  as  p  increases, 
H  increases.  This  is  of  much  importance  in  comparing  the  results 
of  steam  boiler  trials.  At  14.7  lb.  (atmospheric)  pressure,  for  ex- 
ample, with  water  initially  at  the  boiling  point,  212°  F.,  ^  =  0  and 
^=  X  =  970.4  (from  the  table,  p.  247).  These  are  the  conditions 
adopted  as  standard,  and  with  which  actual  evaporative  performances 
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are  compared.  Evaporation  under  these  conditions  is  described  as 
being 

From  (a  feed  water  temperature  of)  and  at  (a  pressure  correspond- 
ing to  the  temperature  of)  212°  F. 

Thus,  for  79  =  200,  we  find  L  =  843.2  and  h  =  354.9  ;  and  if  the  tem- 
perature of  the  water  is  initially  190°  F.,  corresponding  to  the  lieat 
contents  of  157.9  B.  t.  u., 

JI=  L  +  (354.9  -  157.9)  =  843.2  +  197  =  1040.2. 

The  ratio  of  the  total  heat  actually  utilized  for  evaporation  to  that 
necessary  "from  and  at  212°  F."  is  called  the  factor  of  evaporation. 

In  this  instance,  it  has  the  value  1040.2  ^  970.4  =  1.07.  Generally, 
ii  L,  h  refer  to  the  assigned  pressure,  and  A^,  is  the  heat  correspond- 
ing to  the  assigned  temperature  of  the  feed  water,  then  the  factor  of 
evaporation  is 

F==  [Z-f-  (A- Ao)]- 970.4. 

362.  Pressure-temperature  Relation.  Regnaiilt  gave,  as  the  result  of  his  ex- 
haustive experiments,  thirteen  temperatures  corresponding  to  known  pressures 
at  satui^tion.  These  range  from  —  32°  C.  to  220°  C.  He  expressed  the  relation 
by  four  formuhis  (Art.  19);  and  no  less  than  fifty  formulas  have  since  been 
devised,  representing  more  or  less  accurately  the  same  experiments.  The  deter- 
minations made  by  Holborn  and  Henning  (16)  agree  closely  with  those  of  Reg- 
nault;  as  do  those  by  Wiebe  (19)  and  Thiesen  and  Scheel  (20)  at  temperatures 
below  the  atmospheric  boiling  point. 

The  steam  table  shows  that,  beginning  at  32°  F.,  the  pressure  rises  with  the 
temperature,  at  first  slowly  and  afterward  much  more  rapidly.  The  fact  that 
slight  iricreases  of  temperature  accompany  large  increases  of  pressure  in  the  working 
part  of  the  range  seems  fatal  to  the  development  of  the  engine  using  saturated 
steam,  the  high  temperature  of  heat  absorption  shown  by  Carnot  to  be  essential 
to  efficiency  being  unattainable  without  the  use  of  pressures  mechanically  objection- 
able. ' 

A  recent  formula  for  the  relation  between  pressure  and  temperature  is  (Power, 

March  8,  1910) 

1 

^  =200  p^- 102, 

in  which  t  is  the  Fahrenheit  temperature  and  p  the  pressure  in  pounds  per  square 
inch.     This  has  an  accuracy  within  1°  or  so  for  usual  ranges. 
Marks  gives  {Jour.  A.  S.  M.  E.,  XXXIII,  5)  the  equation, 
4070  71 
log  7?  =  10.515354 -^^^y^  -0.00405096  r+0.000001392964  T\ 

T  being  absolute  and  p  in  pounds  per  square  inch.  This  has  an  established  accuracy 
within  i  of  1  per  cent  for  the  whole  range  of  possible  temperatures. 
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363.  Pressure  and  Volume.     Fairbairn  and  Tate  ascertained  experimentally 

in  1860  the  relation  between  pressure  and  volume  at  a  few  points;  some  experi- 
ments were  made  by  Hirn;  and  Battelli  has  reported  results  which  have  been 
examined  by  Tumlirz  (21)  who  gives 

BT 

v-\-c  = , 

V 

where  p  is  in  pounds  per  square  inch,  c  =  0.256,  5  =  0.5962  and  T  is  in  degrees 
absolute. 

More  recent  experiments  by  Knoblauch,  Linde,  and  Klebe  (1905)  (22)  give 
the  formula 

p^  =  0.5962  r-p(l+0.0014  p)  /150,300,000_q  ^^^  \  ^ 

in  which  p  is  in  pounds  per  square  inch,  v  in  cubic  feet  per  pound,  and  T  in  degrees 
absolute. 

Goodenough's  modified  form  of  this  equation  is  more  convenient: 

BT     ,,  ,       ,m 
«'+<^  =  ^ — (l+ap)^^, 

in  which  5=0.5963,  log  m  =  13.67938,  n  =  5,  c  =  0.088,  a  =  0.0006. 
A  simple  empirical  formula  is  that  of  Kankine,  PV^^  =  constant,  or  that  of  Zeuner, 
PF^-°^^^  =  constant.  These  forms  of  expression  must  not  be  confused  with  the 
PV^  =  c  equation  for  various  polytropic  7?afAs.  An  indirect  method  of  determin- 
ing the  volume  of  saturated  steam  is  to  observe  the  value  of  some  thermal  prop- 
erty, like  the  latent  heat,  ^ex  pound  and  per  cubic  foot,  at  the  same  pressure. 

The  incompleteness  of  experimental  determinations,  with  the  diffi- 
culty in  all  cases  of  ensuring  experimental  accuracy,  have  led  to  the  use  of 
analytical  methods  (Art.  368)  for  computing  the  specific  volume.  The 
values  obtained  agree  closely  with  those  of  Knoblauch,  Linde,  and  Klebe. 

364.  Wet  Steam.  Even  when  saturated  steam  is  separated  from 
the  mass  of  water  from  which  it  has  been  produced,  it  nearly  always 
contains  traces  of  water  in  suspension.  The  presence  of  this  water 
produces  what  is  described  as  wet  steam,  the  wetness  being  an  indi- 
cation of  incomplete  evaporation.  Superheated  steam,  of  course, 
cannot  be  wet.  Wet  steam  is  still  saturated  steam  (Art.  356) ;  the 
temperature  and  density  of  the  steam  are  not  affected  by  the  pres- 
ence of  water. 

The  suspended  water  must  be  at  the  same  temperature  as  the 
steam ;  it  therefore  contains,  per  pound,  adopting  the  symbols  of 
Art.  359,  h  units  of  heat.  In  the  total  mixture  of  steam  and  water, 
then,  the  proportion  of  steam  being  x^  we  write  for  i,  xL ;  for  r,  xr ; 
for  g,  xe  ;  for  E^  xr  -\-  h;  while,  h  remaining  unchanged,  H  =h  -\-  xL^ 
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The  factor  of  evaporation  (Art.  361),  wetness  considered,  must  be 
correspondingly  reduced  ;  it  is  F  =[xL  +  (Ji  —  h^']  -^  970.4. 

The  specific  volume  of  wet  steam  is  W,„=  V-\-x(W—  V)=xZ-\-  V^ 
where  Z=  W-  V.  For  dry  steam,  x=l,  and  W,,  =  V-\-(  W-  V)  =  W. 
The  error  involved  in  assuming  TF^<,  =  xWis  usually  inconsiderable, 
since  the  value  of  V  is  comparatively  small. 

365.  Limits  of  Existence  of  Saturated  Steam.  In  Fig.  160,  let 
ordinates  represent  temperatures,  and  abscissas,  volumes.  Then  ab 
is  a  line  representing  possible  condi-  t 
tions  of  water  as  to  these  two  proper- 
ties, wdiich  may  be  readily  plotted  if 
tliQ  specific  volumes  at  various  tem- 
peratures are  known;  and  cd  is  a 
similar  line  for  steam,  plotted  from  the 
values  of  IT  and  t  in  the  steam  table. 
The  lines  ab  and  cd  show  a  tendency 
to  meet  (Art.  379).  The  curve  cd  is 
called  the  curve  of  saturation,  or  of  con- 
stant steam  weight;  it  represents  all  possible  conditions  of  constant 
weight  of  steam,  remaining  saturated.  It  is  not  a  path,  although 
the  line  ab  is  (Art.  363).  States  along  ab  are  those  of  liquid;  the 
area  bade  includes  all  wet  saturated  states ;  along  dc^  the  steam  is 
dry  and  saturated;  to  the  right  of  dc,  areas  include  superheated 
states. 


Q 

Fig.  160.     Arts.  365,  3(>6,  379.  - 
of  Steam  Formation. 


Paths 


366.  Path  during  Evaporation.  Starting  at  32°,  the  path  of  the 
substance  during  heating  and  evaporation  at  constant  pressure  would 
be  any  of  a  series  of  lines  aef\  ahi^  etc.  The  curve  ab  is  sometimes 
called  the  locus  of  boiling  points.  If  superheating  at  constant  pres- 
sure occur  after  evaporation,  then  (assuming  Charles'  law  to  hold) 
the  paths  will  continue  as  fg^  ij\  straight  lines  converging  at  0. 
For  a  saturated  vapor,  wet  or  dry,  the  isothermal  can  only  be  a  straight 
line  of  constant  pressure. 

367.  Entropy  Diagram.  Figure  161  reproduces  Fig.  160  on  the 
entropy  plane.  The  line  ab  represents  the  heating  of  the  water  at 
constant  pressure.     Since  the  specific  heat  is  slightly  variable,  the 


238 


APPLIED  THERMODYNAMICS 


increase  of  entropy  must  be  computed  for  small  differences  of  tem- 
perature. The  more  complete  steam  tables  give  the  entropy  at  various 
boiling  points,  measured  above  32^.     Let  evaporation  occur  when  the 


0  g  M     c  p 

Fig.  161.     Arts.  367,  309-373,  376,  379,  386,  426. -The  Steam  Dome. 

temperature  ^s  Tf,.  The  increase  of  entropy  from  the  point  b  (since 
the  temperature  is  constant  during  the  formation  of  steam  at  constant 
pressure)  is  simply  L^^Tf,  +  459.6),  which  is  laid  off  as  be.  Otlier 
points  being  similarly  obtained,  the  saturation  curve  cd  is  diawn. 
The  paths  from  liquid  at  32°  to  dry  saturated  steam  are  abc,  a  VN^ 
aJJS,  etc. 

The  factor  of  evaporation  may  be  readily  illustrated.  Let  the  area 
e  ?7>6»f  represent  L^^o,  the  heat  necessary  to  evaporate  one  pound  from  and 
at  212°  F.  The  area  gjhch  represents  the  heat  necessary  to  evaporate  one 
pound  at  a  pressure  h  from  a  feed- water  temperature  j.  The  factor  of 
evaporation  is  gjhch -7-  eUSf  For  wet  steam  at  the  pressure  h,  it  is,  for 
example,  gjhik  -^  eUSf 

368.  Specific  Volumes:  Analytical  Method.  This  was  developed  by 
Clapeyron  in  1834.  In  Fig.  162,  let  abed  represent  a  Carnot  cycle  in 
which  steam  is  the  working  substance  and  the  range  of  temperatures  is 
dT.    Let  the  substance  be  liquid  along  c^aand  dry  saturated  vapor  along  be. 
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The  heat  area  ahfe  is  L]  the  work  area  ahcd  is  {L  -^  T)clT.  In  Fig.  163, 
let  ahcd  represent  the  corresponding  work  area  on  the  pv  diagram.  Since 
the  range  of  temperatures  is  only  dT,  the  range  of  pressures   may  be 


T 

a _h 

d c 

e  f 


Figs.  162  and  163.     Arts.  368,  406,  603.  —  Specitic  Volumes  by  Clapeyroa's  Method. 

taken  as  dP;  whence  the  area  abed  in  Fig.  163  is  dP(W—  V),  where  W 
is  the  volume  along  be,  and  V  that  along  ad.  This  area  must  by  the  first 
law  of  thermodynamics  equal  (778  i  ~-  T)dT]  whence 


W-  V 


'SL  ^  d/r 

T      '  dP 


and  W=  V^- 


778  LdT 
T  -  dP  ' 


Thus,  if  we  know  the  specific  volume  of  the  liquid,  and  the  latent  heat 

of  vaporization,  at  a  given  temperature,  we  have  only  to  determine  the 

dT 
differential  coefficient  —  in  order  to  compute  the  specific  volume  of  the 

vapor.  The  value  of  this  coefficient  may  be  approximately  estimated  from 
the  steam  table;  or  may  be  accurately  ascertained  when  any  correct  formula 
for  relation  between  P  and  T  is  given.  The  advantage  of  this  indirect 
method  for  ascertaining  specific  volumes  arises  from  the, accuracy  of 
experimental  determinations  of  T,  L,  and  P. 

369.  Entropy  Lines.  Li  Fig.  161,  let  ah  be  the  water  line,  cd 
the  saturation  curve ;  then  since  the  horizontal  distance  between 
these  lines  at  any  absolute  temperature  T  is  equal  to  L  -^  T^  we 
deduce  that,  for  steam  only  partially  dry,  the  gain  of  heat  in  passing 
from  the  water  line  toward  cd  being  xL  instead  of  X,  the  gain  of 
entropy  i^  xL^  T  instead  oi  L  ~  T.  If  on  he  and  ad  we  lay  off  hi 
and  al  =  X  -  ho  and  x  •  ad,  respectively,  we  have  two  points  on  the 
constant  dryness  curve  /7,  along  which  the  proportion  of  dryness  is  x. 
Additional  points  will  fully  determine  the  curve.  The  additional 
curves  zn,  pq,  etc.,  are  similarly  plotted  for  various  values  of  x^  all 
of  the  horizontal  intercepts  between  ah  and  cd  being  divided  in  the 
same  proportions  by  any  one  of  these  curves. 
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370.  Constant  Heat  Curves.  Let  the  total  heat  at  o  be  R.  To 
find  the  state  at  the  temperature  he^  at  which  tlie  total  heat  may  also 
equal  H^  we  remember  that  for  wet  steam  11=  h  -\-  xL^  whence 
X  =  (jET—  Ji) -t-  L  =  hp  -i-  he.  Additional  points  thus  determined  for 
this  and  other  assigned  values  of  H  give  the  constant  total  heat 
curves  op,  mr,  etc.  The  total  heat  of  saturated  vapor  is  not,  however, 
a  cardinal  property  (Art.  10).  The  state  points  on  this  diagram 
determine  the  heat  contents  only  on  the  assumption  that  heat  has 
been  absorbed  at  constant  pressure;  along  such  paths  as  abc,  alJS, 
aVN,  etc. 

371.  Negative  Specific  Heat.  If  steam  passes  from  o  to  r,  Fig.  161, 
heat  is  absorbed  (area  sort)  while  the  temperature  decreases.  Since  the  satu- 
ration curve  slopes  constantly  downward  toward  the  right,  the  specific  heat 
of  steam  kept  saturated  is  therefore  negative.  The  specific  heat  of  a  vapor 
can  be  positive  only  when  the  saturation  curve  slopes  downward  to  the  left, 
like  cu,  as  in  the  case,  for  example,  of  the  vapor  of  ether  (Fig.  315).  The 
conclusion  that  the  specific  heat  of  saturated  steam  is  negative  was 
reached  independently  by  Eankine  and  Clausius  in  1850.  It  Avas  experi- 
mentally verified  by  Hirn  in  1862  and  by  Cazin  in  1866  (24).  The 
physical  significance  is  simply  that  when  the  temperature  of  dry  saturated 
steam  is  increased  adiabatically,  it  becomes  superheated ;  heat  must  be 
abstracted  to  keep  it  saturated.  On  the  other  hand,  when  dry  saturated 
steam  expands,  the  temperature  falling,  it  tends  to  condense,  and 
heat  must  be  supplied  to  keep  it  dry.  If  steam  at  c,  Fig.  161,  having 
been  formed  at  constant  pressure,  works  along  the  saturation  curve  to  Ny 
its  heat  contents  are  not  the  same  as  if  it  had  been  formed  along  a  FA^, 
but  are  greater,  being  greater  also  than  the  "  heat  contents  "  at  c. 

372.  Liquefaction  during  Expansion.  If  saturated  steam  expand  adia- 
batically from  c,  Fig.  161,  it  will  at  v  have  become  10  per  cent  wet.  If 
its  temperature  increase  adiabatically  from  v,  it  will  at  c  have  become 
dry.  If  the  adiabatic  path  then  continue,  the  steam  will  become  superheated. 
Generally  speaking,  liquefaction  accompanies  expansion  and  drying  or 
superheating  occurs  during  compression.  If  the  steam  is  very  wet  to  begin 
with,  say  at  the  state  x,  compression  may,  however,  cause  liquefaction,  and 
expansion  may  lead  to  drying.  Water  expanding  adiabatically  (path  hz) 
becomes  partially  vaporized.  Vapors  may  be  divided  into  two  classes, 
depending  upon  whether  they  liquefy  or  dry  during  adiabatic  expansion 
under  ordinary  conditions  of  initial  dryness.  At  usual  stages  of  dryness 
and  temperature,  steam  liquefies  during  expansion,  while  ether  becomes 
dryer,  or  superheated. 
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373.  Inversion.  Figure  161  shows  that  when  x  is  about  0.5  the  constant  dry- 
ness lines  change  their  direction  of  curvature,  so  that  it  is  possible  for  a  single 
adiabatic  like  DE  to  twice  cut  the  same  dryness  curve ;  x  may  therefore  have  the 
same  value  at  the  beginning  and  end  of  expansion,  as  at  D  and  E.  Further,  it 
may  be  possible  to  draw  an  adiabatic  which  is  tangent  to  the  dryness  curve  at  A . 
Adiabatic  expansion  below  A  tends  to  liquefy  the  steam  ;  above  /I,  it  tends  to  dry 
it.  During  expansion  along  the  dryness  curve  below  J,  the  specific  heat  is  nega- 
t'lce;  above  yl,  it  is  positive.  By  finding  other  points  like  yl,  as  P,  G,  on  similar 
constant  dryness  curves,  a  line  BA  may  be  drawn,  which  is  called  the  zero  line  or 
line  of  inversion.  During  expansion  along  the  dryness  lines,  the  specific  heat 
becomes  zero  at  their  intersection  with  AB,  where  they  become  tangent  to  the 
adiabatics.  If  the  line  AB  be  projected  so  as  to  meet  the  extended  saturation 
curve  dc,  the  point  of  intersection  is  the  temperature  of  inversion.  There  is  no 
temperature  of  inversion  for  dry  steam  (Art.  379),  the  saturation  curve  reaching 
an  upper  limit  before  attaining  a  vertical  direction. 


374,  Internal  Energy.  In  Fig.  164,  let  2  be  the  state  point  of  a  wet  vapor. 
Lay  off  2  4  vertically,  equal  to  {T  ^  L) (L  -  r).  Then  1  2  4  3  (3  4  being  drawn 
horizontally  and  1  3  vertically)  is  equal  to 

r)=x(L-r). 


12  X 


2  4-^  -^(L 


This  quantity  is  equal  to  the  external  work  of 
vaporization  =  xe,  which  is  accordingly  repre- 
sented by  the  area  12  4  3.  The  irregular 
area  6  5  13  4  7  then  represents  the  addition 
of  internal  energy,  6  5  18  having  been  ex- 
pended in  heating  the  water,  and  8  3  4  7=x/- 
being  the  disgregation  work  of  vaporization. 


T 
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Fig.  164.     Art.  374. —  Internal  Euergy 
and  External  Work. 


375.  External  Work.  Let  MN,  Fig.  165,  be  any  path  in  the  saturated  region. 
The  heat  absorbed  is  mMNn.  Construct  Mcha,  Nfed,  as  in  Art.  374.  The  inter- 
nal energy  has  increased  from  Oahcm  to  Odefn,  the 
amount  of  increase  being  adefnmch.  This  is  greater 
than  the  amount  of  heat  absorbed,  by  deiMcha  —  iNJ, 
which  difference  consequently  measures  the  external 
work  done  upon  the  substance.  Along  some  such  curve 
as  XY,  it  will  be  found  that  external  work  has  been 
done  by  the  substance. 


o 
Fig.   105.      Art.  375.— In- 
ternal Energy  of  Steam. 


376.  The  Entropy  Diagram  as  a  Steam  Table.  In 
Fig.  161,  let  the  state  point  be  H.  We  have  T=  HI, 
from  which  P  may  be  found.  HJ  is  made  equal  to  (T  ^  L)(L  —  r),  whence 
Oa  VKJI  —  E  and  VH.TK  —  xe.  Also  x  =  VH  -^  VN,  the  entropy  measured  from 
the  water  line  is  VH,  the  momentary  specific  heat  of  the  water  along  the  dif- 
ferential path  jL  is  gJLM-^Tj;  xL  =  PVUI,  xr  =  KJIP,  h  =  OaVP,  and 
H  =  OaVHI.     The  specific  vohune  is  still  to  be  considered. 
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Fig.   16H.     Art.   377.  — Constant 
Volume  Lines. 


377.  Constant  Volume  Lines.  In  Fig.  166,  let  JA  be  the  ^vater 
line,  BG  the  saturation  curve,  and  let  vertical  distances  below  ON 
represent  specific  volumes.     Let  xs  equal  the  volume  of  boiling  water, 

sensibly  constant,  and  of  comparatively 
small  numerical  value,  giving  the  line  ss. 
From  any  point  B  on  the  saturation 
curve,  draw  BI)  vertically,  making  CI) 
represent  by  its  length  the  specific  volume 
at  B,  Draw  BA  liorizontally,  and  AU 
vertically,  and  connect  the  points  ^and  J). 
Then  BB  shows  the  relation  of  volume  of 
vapor  and  entropy  of  vapor,  along  AB, 
the  two  increasing  in  arithmetical  uitio. 
Find  the  similar  lines  of  relation  KL  and 
HF  iov  the  temperature  lines  JTand  YG-, 
Draw  the  constant  volume  line  TD^  and 
find  the  points  on  the  entropy  plane 
w^  V,  B,  corresponding  to  t,  u,  B.  The  line  of  constant  volume  wB 
may  then  be  drawn,  with  similar  lines  for  other  specific  volumes,  qz, 
etc.  The  plotting  of  such  lines  on  the  entropy  plane  permits  of  the 
use  of  this  diagram  for  obtaining 
specific  volumes  (see  Fig.  175). 

378.  Transfer  of  Vapor  States.  In 
Fig.  167,  we  have  a  single  represen- 
tation of  the  four  coordinate  planes 
pt,  tn,  nv,  and  pv.  Let  ss  be  the  line 
of  water  volumes,  ab  and  ^the  satura- 
tion curve,  Cd  the  pressure-tempera- 
ture curve  (Art.  362),  and  Oj?  the 
water  line.  To  transfer  points  a,  h  on 
the  saturation  curve  from  the  j?y  to  the 
tn  plane,  we  have  only  to  draw  aC, 
Ce^  hd,  and  df.  To  transfer  points 
like  i,  I,  representing  wet  states,  we 

first  find  the  vn  lines  qh  and  rg  as  in  Art.  377,  and  then  project 
ij\jk,  Im,  and  mn  (25). 


Fig.  167.    Art.  378.  —  Transfer  of 
Vapor  States. 
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Consider  any  point  t  on  the  pv  plane.  B}^  drawing  tu  and  uv  we 
find  the  vertical  location  of  this  point  in  the  tn  plane.  Draw  wA  and 
xB^  making  zB  equal  to  the  specific  volume  of  vapor  at  x  (equal  to 
EF  on  the  pv  plane).  Draw  AB  and  project  t  to  e.  Projecting  this 
last  point  upward,  we  have  D  as  the  required  point  on  the  entropy 
plane. 

379.  Critical  Temperature.  The  water  curve  and  the  curve  of  saturation 
in  Pigs.  160  and  161  show  a  tendency  to  meet  at  their  upper  extremities. 
Assuming  that  they  meet,  what  are  the  physical  conditions  at  the  critical 
temperature  existing  at  the  point  of  intersection  9  It  is  evident  that  here 
L  =0,r  =  0,  and  e  =  0.  The  substance  would  pass  immediately  from  the 
liquid  to  the  superheated  condition ;  there  would  be  no  intermediate  state 
of  saturation.  No  external  work  would  be  done  during  evaporation,  and, 
conversely,  no  expenditure  of  external  work  could  cause  liquefaction.  A 
vapor  cannot  be  liquefied,  when  above  its  critical  temperature,  by  any 
pressure  whatsoever.  The  density  of  the  liquid  is  here  the  same  as  that 
of  the  vapor :  the  two  states  cannot  be  distinguished.  The  pressure  re- 
quired to  liquefy  a  vapor  increases  as  the  critical  temperature  is  approached 
(moving  upward)  (Arts.  358,  360)  ;  that  necessary  at  the  critical  temperature 
is  called  the  critical  pressure.  It  is  the  vapor  pressure  corresponding  to  the 
temperature  at  that  point.  The  volume  at  the  intersection  of  the  saturation 
curve  and  the  liquid  line  is  called  the  critical  volume.  The  "  specific  heat 
of  the  liquid'^  at  the  critical  temperature  is  infinity. 

The  critical  temperature  of  carbon  dioxide  is  88.5°  F.  This  substance  is 
sometimes  used  as  the  working  fluid  in  refrigerating  machines,  particularly  on 
shipboard.  It  cannot  be  used  in  the  tropics,  however,  since  the  available  supplies 
of  cooling  water  have  there  a  temperature  of  more  than  88.5°  F.,  making  it  im- 
possible to  liquefy  the  vapor.  The  carbon  dioxide  contained  in  the  microscopic 
cells  of  certain  minerals,  particularly  the  topaz,  has  been  found  to  be  in  the  critical 
condition,  a  line  of  demarcation  being  evident,  when  cooling  was  produced,  and 
disappearing  with  violent  frothing  when  the  temperature  again  rose.  Here  the 
substance  is  under  critical  pressure ;  it  necessarily  condenses  with  lowering  of 
temperature,  but  cannot  remain  condensed  at  temperatures  above  88.5°  F.  Ave- 
narius  has  conducted  experiments  on  a  large  scale  with  ether,  carbon  disulphide, 
chloride  of  carbon,  and  acetone,  noting  a  peculiar  coloration  at  the  critical  point  (26). 

For  steam,  Regnault's  formula  for  H  (Art.  360),  if  we  accept  the  approximation 
h  =  t  —  32°,  would  give  L  =  H  —  h  =  1113.94  —  0.695/,  which  becomes  zero  when 
t  =  1603°  F.  Davis'  formula  (Art.  360)  (likewise  not  intended  to  apply  to  temper- 
atures above  about  400°  F.)  makes  Z  =  0  when  t  -  1709°  F.  The  critical  tempera- 
ture for  steam  has  been  experimentally  ascertained  to  be  actually  much  lower,  the 
best  value  being  about  689°  F.  (27).  Many  of  the  important  vapors  have  been 
studied  in  this  direction  by  Andrews. 
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380.  Physical  States.  We  may  now  distinguish  between  the  gaseous 
conditions,  including  the  states  of  saturated  vapor,  superheated  vapor,  and 
true  gas.  A  saturated  vapor,  which  may  he  either  dry  or  wet,  is  a  gaseous 
substance  at  its  maximum  density  for  the  given  temperature  or  pressure; 
and  heloio  the  critical  temperature.  A  superheated  vapor  is  a  gaseous  sub- 
stance at  other  than  maximum  density  whose  temperature  is  either  less 
than,  or  does  not  greatly  exceed,  the  critical  temperature.  At  higher  tempera^ 
tures,  the  substance  becomes  a  true  gas.  All  imperfect  gases  may  be  regarded 
as  superheated  vapors. 

Air,  one  of  the  most  nearly  perfect  gases,  shows  some  deviations  from  Boyle's  law 
at  pressures  not  exceeding  2500  lb.  per  square  inch.  Other  substances  show  far  more 
marked  deviations.     In  Fig.  168,  QP  is  an  equilateral  hyperbola.     The  isothermals 

for  air  at  various  temperatures  centi- 
grade are  shown  above.  The  lower 
curves  are  isothermals  for  carbon  di- 
oxide, as  determined  by  Andrews  (28). 
They  depart  widely  from  the  perfect 
gas  isothermal,  PQ.  The  dotted  lines 
show  the  liquid  curve  and  the  satura- 
tion curve,  running  together  at  a,  at  the 
critical  temperature.  There  is  an  evi- 
dent increase  in  the  irregularity  of  the 
curves  as  they  approach  the  critical  tem- 
perature (from  above)  and  pass  below 
it.  The  curve  for  21.5°  C.  is  particu- 
laily  interesting.  From  &  to  c  it  is  a 
liquid  curve,  the  volume  remaining 
practically  constant  at  constant  temperature  in  spite  of  enormous  changes  of  pres- 
sure. From  b  to  c?  it  is  a  nearly  straight  horizontal  line,  like  that  of  any  vapor 
between  the  liquid  and  the  dry  saturated  states ;  while  from  c?  to  e  it  approaches 
the  perfect  gas  form,  the  equilateral  hyperbola.  All  of  the  isothermals  change 
their  direction  abruptly  whenever  they  ap- 
proach either  of  the  limit  curves  af  or  ag. 

381.  Other  Paths  of  Steam  Formation. 

The  discussion  has  been  limited  to  the 
formation  of  steam  at  constant  pressure, 
the  method  of  practice.  Steam  might  con- 
ceivably be  formed  along  any  arbitrary 
path,  as  for  instance  in  a  closed  vessel  at 
constant  volume,  the  pressure  steadily  in- 
creasing. Since  the  change  of  internal 
energy  of  a  substance  depends  upon  its 
initial  and  final  states  only,  and  not  on  the  intervening  path,  a  change  of  path 
affects  the  external  work  only.  For  formation  at  constant  volume,  the  total  heat 
equals  E,  no  external  work  being  done.     If  in  Fi^.  169  water  at  c  could  be  com- 


FiG.  168.     Art.  380.  —  Critical  Temperature. 


Fig.  169,    Art.  381.  —  Evaporation  at 
Constant  Volume. 
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pletely  evaporated  along  en  at  constant  volume^  the  area  acnd  would  represent  the 
addition  of  internal  energy  and  the  total  heat  received.  If  the  process  be  at  con- 
stant pressure,  along  chn,  the  area  acbnd  represents  the  total  heat  received  and  the 
area  cbn  represents  the  external  work  done. 

382.  Vapor  Isodynamic.  A  saturated  vapor  contains  heat  above  32°  F.  equal 
to  A  4-  r  +  e ;  or,  at  some  other  state,  to  h^  +  r^  +  Cy  If  the  two  states  are  isody- 
namic (Art.  83),  h  +  r  =  h^  -}-  r^  a  condition  which  is  impossible  if  at  both  states 
the  steam  be  dry.  If  the  steam  be  wet  at  both  states,  A  +  xr  =  ^^  +  x^Ty  Let  p, 
Py  V  be  given ;  and  let  it  be  required  to  find  v^  the  notation  being  as  in  Art.  364. 

We  have  x,  =  LiL^LZ—ii^  all  of  these  quantities  being  known  or  readily  ascertain- 

r^ 
able.     Then 


'1 
If  a;  =  1.0,  the  steam  being  dry  at  one  state,  x^  = ^  and 

t-   =  Fi  +  ^(/i  +  r-A,). 

Substitution  of  numerical  values  then  shows  that  if  p  exceed  pi,  v  is  less  than  vi ; 
i.e.  the  curve  slopes  upward  to  the  left  on  the  pv  diagram :  and  x  is  less  than 
Xy  The  curve  is  less  "  steep  "  than  the  saturation  curve.  Steam  cannot  be  worked 
isodynamically  and  remain  dry;  each  isodynamic  curve  meets  the  saturation  curve 
at  a  single  point. 

382«.  Sublimation.  It  has  been  pointed  out  that  a  vapor  cannot  exist  at  a 
temperature  below  that  which  "corresponds"  to  its  pressure.  It  is  likewise  true 
that  a  substance  cannot  exist  in  the  liquid  form  at  a  temperature  above  that  which 
"corresponds "  to  its  pressure.  When  a  substance  is  melted  in  air,  it  usually  becomes 
a  Uquid;  and  if  a  further  addition  of  heat  occurs  it  wiU  at  some  higher  temperature 
become  a  vapor.  If,  however,  the  saturation  pressure  at  the  melting  temperature 
exceeds  the  pressure  of  the  atmosphere,  then  at  atmospheric  pressure  the  saturation 
temperature  is  less  than  the  melting  temperature,  and  the  substance  cannot  become 
a  liquid,  because  we  should  then  have  a  Hquid  at  a  higher  temperature  than  that 
which  corresponds  to  its  pressure.  Subhmation  (Art.  17),  the  direct  passage  from 
the  solid  to  vaporous  condition,  occurs  because  the  atmospheric  boihng  point  is 
below  the  atmospheric  melting  point. 

Water  at  32°  has  a  saturation  pressure  of  0.0886  lb.  per  square  inch.  If  the 
moisture  in  the  air  has  a  lower  partial  pressure  than  this,  ice  cannot  be  melted, 
but  will  sublime,  because  water  as  a  hquid  cannot  exist  at  32°  at  a  less  pressure 
than  0.0886. 

Thermodynamics  of  Gas  and  Vapor  Mixtures 

3825.  Gas  Mixture.  (See  Art.  52  6.)  When  two  gases,  weighing  Wi  and  w-  lb. 
respectively,  together  occupy  the  same  space  at  the  conditions  p,  v,  t,  we  may  write 
the  characteristic  equations,  using  subscripts  to  represent  the  different  gases, 
conforming  to  Dalton's  law, 

PlV=RitWi,  P2V=RitW2,  Pl+P2  =  P,  Wi-^W2=W, 
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Weights  of  Air,  Vapor  of  Water,  and  Saturated  Mixtures  of  Air  and  Vapor 
AT  Different  Temperatures;  under  the  Ordinary  Atmospheric  Pressure 
of  29.921  Inches  of  Mercury. 


MIXTURES    OF    AIR    SATURATED    WITH   VAPOR 

Temperature 
Fahrenheit 

Elastic  Force  of  the  Air 

in  the  Mixture  of  Air 

and  Vapor  in  ins. 

of  Mercury 

Weight  of  Cubic  Foot  of  the  Mixture 
of  Air  and  Vapor 

Weight  of  the  Air 
in  Pounds 

Weight  of  the  Vapor 
in  Pounds 

0° 

29 . 877 

.0863 

.000079 

12 

29.849 

.0840 

.000130 

22 

29.803 

.0821 

.000202 

32 

29.740 

.0802 

.000304 

42 

29.654 

.0784 

.000440 

52 

29.533 

.0766 

.000627 

62 

29.365 

.0747 

.000881 

72 

29 . 136 

.0727 

.001221 

82 

28.829 

.0706 

,001667 

92 

28 . 420 

.0684 

.002250 

102 

27.885 

.0659 

.002997 

112 

27.190 

.0631 

. 003946 

122 

26.300 

.0599 

.005142 

132 

25.169 

.0564 

.006639 

142 

23 . 756 

.0524 

.008475 

152 

21.991 

.0477 

.010716 

162 

19.822 

.0423 

.013415 

172 

17.163 

.0360 

.016682 

182 

13.961 

.0288 

.020536 

192 

10.093 

.0205 

.025142 

202 

5.471 

.0109 

.030545 

212 

0.000 

.0000 

.036820 

These  yield  as  the  equation  of  the  mixture, 

pv  =  Rtw, 

where  R  =  {RiWi-\-R2W2)-^{wx-\-W2).     For  pure  dry  air,  containing  by  weight  0.77 
nitrogen  to  0.23  oxygen,  the  value  of  R  should  then  be 

(48.2  X0.23)  +  (54.9  X0.77)  =  53.2. 

382c.  Air  and  Steam.  We  are  apt  to  think  of  the  minimum  boihng  point  of  water 
(except  in  a  vacuum)  as  212°  F.  But  water  will  boil  at  temperatures  as  low  as 
32°  F.  under  a  definite  low  partial  pressure  for  each  temperature.  Thus  at  40°  F., 
if  an  adequate  amount  of  moisture  is  exposed  to  the  normal  atmosphere  it  will 


THERMODYMAMICS  OF  GAS  AND  VAPOR  MIXTURES  247 

be  vaporized  until  the  mixture  of  air  and  steam  contains  the  latter  at  a  partial 
pressure  of  0.1217  lb.  per  square  inch,  the  partial  pressure  of  the  air  then  being 
only  14.697-0.1217  =  14.5753  lb,  per  square  inch.  Such  air  is  saturated.  If  there 
is  a  scant  supply  of  moisture,  the  partial  pressure  of  vapor  will  be  less  than  that 
corresponding  with  its  temperature,  and  such  vapor  as  is  evaporated*  will  be  super- 
heated. The  weight  of  moisture  in  a  cubic  foot  of  saturated  air  is  the  tabular 
density  of  the  vapor  at  its  temperature.  What  is  commonly  called  the  absolute 
humidity  of  air  may  be  expressed  either  in  terms  of  the  weight  of  vapor  per  cubic 
foot  of  mixture  or  of  the  partial  vapor  pressiu-e. 

The  weight  of  gas  or  superheated  vapor  in  any  assigned  space  at  any  stated 
temperature  is  directly  proportional  to  the  partial  pressure  thereof.     The  relative 

humidity  of  moist  air  may  therefore  be  expressed  either  as  —  or  as  —,  where  w  and 

TV  X  2 

W  are  respectively  the  weights  of  water  vapor  in  a  cubic  foot  of  moist  air,  unsatu- 
rated and  saturated,  and  p2,  Pi  are  the  corresponding  partial  pressures.  The  value 
of  i?  in  the  characteristic  equation  is  obtained,  for  moist  air  at  a  relative  humidity 
below  1.0,  by  the  method  of  the  first  paragraph,  using  for  the  water  vapor  J?2  =  85.8. 
If  the  air  temperature  is  92°  F.,  and  a  wick-covered  ("wet  bulb")  thermometer 
reads  82°,  the  partial  pressure  of  the  vapor  is  that  corresponding  with  saturation 
at  82°,  that  is,  0.539  lb.  per  square  inch;  for  the  air  about  the  wet-bulb  thermometer 
is  saturated,  evaporation  from  the  moist  wick  causing  the  cooling.  Saturated  air 
at  92°  would  have  a  partial  vapor  pressure  of  0.741  lb.  per  square  inch.     The  air  in 

0  539 
question  has  therefore  a  relative  humidity  of  ft^i  =0.73.     The  value  of  R  for  this 

air  is  not  53.2,  but 

J?       /i  i^2«.'A      „o^n  HAG /i  ^85.8    0.539\ 

_  ,„  /?iW'i     1+^ 53.2+0.069  I  l+^^-;:-T-pr^  I 

R\u\  +  Rjiih  _  \      Riw-il \       o3.2  14.158/  _  ^4  c 

-^^^-    ..(.+§    =        o.oao(x+f|i)         =    •' 

a  subordinate  relation  being 

pi      (14.697-0.539)144      „  _ . 
'"'^JU^ 53^X552 ^^•^^^- 

If  the  respective  specific  heats  are  ki  and  ko,  then  the  specific  heat  of  the  mix- 
ture is 


kJ- 


iii\+k-iW2 _ __\ «V Vi 

V       wi)  pi 


which  for  our  conditions,  with  A;i  =0.2375,  ^-2  =0.4805,  gives  A;  =  0.248. 

382rZ.  Thermodynamic  Equations.  When  deahng  with  mixtures  of  wet  vapors, 
or  of  wet  vapors  and  air,  the  ordinary  equations  for  expansion  do  not  in  general 
apply.  This  is  the  more  unfortunate  in  that  any  general  analysis  of  the  subject 
must  include  consideration  of  expansion  paths  which  will  partially  Hquefy 
one  or  more  of  the  constituents  of  even  a  whoUy  superheated  mixture.  The 
internal  energies  of  the  constituents  and  their  entropies  are  dependent  upon 
and    may    be  computed  from  their  thermal  conditions  alone,  however;    mixing 
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does  not  affect  the  energy,  and  adiabatic  expansion  does  not  affect  the  entropy; 
so  that  it  is  by  no  means  impracticable  to  study  the  phenomena  accompanying 
(a)  the  operation  of  mixing  and  (6)  the  expansion  or  compression  of  the  mixture. 

382e.    Wet  Vapor  and  Gas.     As  a  simple  case,  consider  a  mixture  of  wet  steam 

and  air:    the  condition  of  a  super-saturated  atmosphere.     Let  such  a  mixture  be 

at  the  state  p,  v,  t;  the  steam  state  being  Wo,  P2,  X2,  and  that  of  the  air  Wi,  pi.     Then 

RitiVi 
p  =  Pi+P2,  and  v  =  W2X2V2= ,  where  V2  is  the  specific  volume  of  the  dry  steam. 

The  internal  energy  of  the  mixture  is 

E =Ei-\-E2  =  lwit+W2{h2+X2r2),  ' 

where  I  is  the  specific  heat  of  air  at  constant  volume  and  ^2  and  r2  are  tabular  thermal 
properties  at  the  pressure  p^.     The  entropy  of  the  mixture  is 


n  =  ni+n2  =  '?/;i   Zlogg— +  (fc-Z)  loge^ 


^W2{nw-\-X2ns} , 


where  /c  is  the  specific  heat  of  air  at  constant  pressure,  Vo  is  the  volume  of  W\  lb. 
of  air  under  standard  conditions  and  Uw  and  Us  are  the  entropies  of  steam  at  the 
pressure  P2. 

In  an  isothermal  change  of  such  mixture,  Ex  remains  constant  and  (the  dryness 
of  the  steam  changing  to  Xzj  E-i  increases  by  W2r2\Xz—X'^.  The  air  conforms  to 
its  usual  characteristic  equation,  piVi=Rti.  In  reaching  the  expanded  volume  ^3, 
the  external  work  done  by  the  air  is  then 

piv  logc  -. 

The  steam  remaining  wet  expands  at  constant  pressure,  and  does  the  external  work 
P2{v3—v),  so  that  the  whole  amount  of  external  work  done  is 

W  =  piv\oge — \-p2{vz—v). 

The  heat  absorbed  may  be  expressed  as  the  sum  of  the  external  work  done  and 
the  internal  energy  gained;  or  as 

H  =  piV  loge  -  +  P2{V3—V)  +W2r2{X3—X2)  =PiV  loge  -+W2  (X3-X2), 

where  k  is  the  latent  heat  of  vaporization  corresponding  with  the  pressure  p2. 
Alternatively,  the  heat  absorbed  is  equal  to  the  product  of  the  temperature  by  the 
increase  of  entropy;   or 

H  =  t\  Wi{k  —  l)  loge  —+W2ne{x3-X2)      =PiV  loge  ~+kW2{Xz—X2), 

as  before;   7?e  =  y  being  the  entropy  of  vaporization  at  the  pressure  p-z.    Let  it  be 

noted  also  that  V3=W2X3V2  =  -^~jr^,  so  that 
Pz 

—=  —  =—,  p/  denoting  the  partial  pressure  of  air  in  the  mixture  after  expansion. 
V3    X3    pi 

The  mixing  of  air  with  saturated  steam  produces  a  total  pressure  which  is  higher 
than  the  saturation  pressure  of  steam  at  the  given  temperature.     Such  a  mixture 
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may  therefore  be  regarded  as  the  reverse  of  superheated  vapor,  in  which  latter 
the  pressure  is  less  than  that  corresponding  with  the  temperature. 

In  adidbatic  expansion,  let  the  final  condition  be  Xz,  ts,  pz.  The  entropy  remaining 
constant, 

Wik  loge-j-\-Wiik  —  l)  loge —f+uhinwi-Xirie'—nw—Xone)  =0, 
t  ps 

where  Uw  is  entropy  of  liquid  and  primes  refer  to  final  conditions.  The  partial 
pressure  of  the  vapor  is  tabular  for  ^3.  If  fa'  is  the  specific  volume  of  steam  for  /-, 
then 

,  ,,    WiRitz 

V3 

t'3  „    ,         ,  WiRits 

X3=-7—,  Ps     +P3    =P3,  X3=       „     ,       , 

V3W2  f  f  ,  pz'lh'Wi 

where  pa"  and  pz  are  the  partial  pressures  of  air  and  steam,  respectively.  The 
external  work  is  written  as  the  loss  of  internal  energy,  or,  as 

W  =  E  -Ez  =  Wil{tz-t)+W2{h2-{-X2r2-hz-Xzrz). 

382/.  High  Pressure  Steam  and  Air.  The  pressure  attained  by  mixing  cannot 
exceed  the  initial  pressure  of  the  more  compressed  constituent.  Assume  1  lb.  of 
steam,  0.85  dry,  at  an  absolute  pressure  of  200  lb.,  to  be  mixed  with  2  lb.  of  air 
at  220  lb.  pressure  and  400°  F.     The  respective  volumes  are 

.»=0.85X2.29  =  1.945;      „„  =  5M^?^=2.9; 

and  the  volume  of  mixture  will  be,  under  the  usual  condition  of  practice, 

1.945+2.9=4.845. 
The  internal  energy  before  (and  after)  mixing  is 

(2X0.1689X860) +354.9  + (0.85 +759.5)  =1288  B.  t.  u. 

V      4  845 
This  we  put   equal  to  (2X0.1689X0+^2+3:2^2;  X2  =  —  =  — :   and   (assuming 

values  of  0  we  find  by  trial  and  error, 

0.3378^ +;i2+^— =  1288,     (1285) 

f  =  314(+460),     /i2=284,     r2=818,     ^2  =  5.33,     ^2=  0.908, 

P2=82.3,     ?)i  =  118.2,     p  =  200.5. 

Mixing  has  caused  an  increase  in  dryness  of  steam,  a  considerable  reduction  of  tem- 
perature, and  a  final  pressure  between  the  two  original  pressures. 
'Phe  entropy  of  the  mixture  is  now 


j  (0.1689X2.3  log  ^)  + (0.0686X2.3  log  2^)  1 


+0.456  +  (0.908X  1.1617)  =  1.438 
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Let  isothermal    expansion    increase  the  dryness  to  0.95.      The  volume  then 
becomes  0.95X5.33  =  5.08  =  ^3.     The  external  work  done  is 

^j  (l44Xll8.2X4.845X2.31og|^)  +144X82.3(5.08-4.845)  [  =8.45  B.  t.  u. 


778 


The  internal  energy  increases  by0.042X  759. 5  =  31. 9B.t.u.,  and  the  heat  absorbed 
should  then  be  31.9+8.45=40.35  B.  t.  u.  The  entropy  in  the  expanded  condition 
is 

(o.l689X2.3  log  g|)  +  (o.0686X2.3  log  -|yf|) 

+0.456+ (0.95X1.1617)  =  1.49, 

and  the  check  value  for  heat  absorbed  is  (460+314)  X  (1.49 -1.438)  =40.3  B.  t.  u. 
The  partial  pressures  after  expansion  are 

Air,  Pa' =  Pi— =  118.2  „'  ,^  =  113;  and  steam,  82.3,  as  before. 
xs  0.9d0 

In  the  usual  expression  for  external  work, 

jj,_pv-PV  _pv-PV+W 

n  —  1  [y         ' 

the  equivalent  value  of  n  is  . 

1441(200.5X4.845) -a95.3X5.08){  +  (8.45X778)     „  ^„„ 
8.45X778 =^'^^^- 

Consider  next  the  adiabatic  expansion  from  the  same  initial  condition  to  a 
temperature  <3  =  50°(+460);  when  y3'  =  1702,  ^3' =0.178,  /?«,' =0.0361,  n/  =  2.0865, 
t.'3  =  1702x3.     Then 

1.438  =  2  I   (o.l689X2.3  log  ^]  +  (o.0686X2.3  log  ^f^)  [  +0.0361+2.0865x3, 

and  X3  =  0.47,     1-3=802. 

The  internal  energy  in  the  expanded  condition  is 

18.08  +  (0.47X1007.3)+2(0.1689X510)=665  B.  t.  u., 

and  the  external  work  done  is  1288— 665  =623  B.t.  u.  The  steam  expanding 
alone  from  its  original  condition  would  have  had  a  final  dryness  of  0.65,  and  would 
have  afforded  external  work  amounting  to 

354.9  +  (0.85X759.5)-18.08-(0.65Xl007.3)=323B.  t.  u. 

The  air  expanding  alone  to  50°,  according  to  the  law  piVi^  =  pi'vi'^  would  have 
given  # 


-'-'©"--(H)'  =--. 


W  -144/220X2.9 -0.085 X802\  ^26*^6  t  u 
'     778  \  0.402  / 
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The  total  work  obtainable  without  mixture,  down  to  the  temperature  1^  =  50 
would  then  have  been  262+323  =  585  B.  t.  u. 

The  equivalent  value  of  n  for  the  expansion  of  the  mixture  is 

1441  (200.5 X4.845)  -  (0.263  X802)}  +  (665  X778)  ^ 
665X778 

Since  y  for  steam  initially  0.91  dry  is  1.126,  and  y  for  air  is  1.402,  the  value 
of  n  might  perhaps  have  been  expected  to  be  about 

(2X1.402)  +  1.126     .,  „/ 
3  "^•^^• 

382^.  Superheated  Steam  and  Air.     If  the  steam  is  superheated,  its  initial 
volume  is  (from  the  Tumlirz  equation.  Art.  363), 


='"^  (?-")' 


V  =  W'zVs 


where  5  =  0.5962,  c  =  0.256.  The  internal  energy  of  superheated  steam  may  be 
written  as  that  at  saturation  (/i2+.T2/*2)  plus  that  of  superheating, 

vf     Is), 
ys 

where  ks  is  the  specific  heat  of  the  superheated  steam,  ?/s  =  1.298,  and  ts  is  the  satu- 
ration temperature  for  the  partial  pressure  7)2.     The  entropy  of  the  steam  is 

nw+X2ne-\-kslogeT' 

Its  behavior  during  expansion  may  be  investigated  by  the  relations  previously 
given. 

382/i,  Mixture  of  Two  Vapors.  Let  two  wet  vapors  at  the  respective  conditions 
W2,  P2,  k,  X2,  h2,  I2,  r2,  and  W2,  P2,  t2,  X2,  h2,  I2,  r2,  be  so  mixed  that  the  volume 
of  the  aggregate  is  y  =  y2+V2.     The  internal  energy  of  the  mixture  is 

w^2(/f2+a:2r2)+W2(h2+X2r2), 

the  numerical  value  of  which  may  be  computed  for  the  conditions  existing  prior 
to  mixing.  After  mixing,  the  temperature  t  being  attained,  the  internal  energy 
is  the  same  as  before,  and  the  drynesses  are 

X2'=-ir-,  X2' 


VoVfi  Vo  W2 

where  Vq  is  the  tabular  volume  at  the  temperature  t.     The  known  internal  energy 
may  then  be  written  as  a  function  of  tabular  properties  at  the  temperature  t,  and  the 
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value  of  t  found  by  trial  and  error.  The  equation  for  adiabatic  expansion  entirely 
in  the  saturated  field  to  the  state  ^3  is  T^2(wM,+T2ne)+W2(nw+X2ne)  ='M?2(nw'+X2'n/) 
+W2(nw'+X2'ne'),  primes  denoting  final  conditions.  Thus,  let  1  lb.  of  steam  at 
107  lb.  pressure,  0.90  dry,  be  mixed  with  2  lb.  of  carbon  tetrachloride  at  the  same 
pressure,  0.95  dry.  The  tables  give  t2=320,  h2  =  61.2,  r2  =58.47,  Vq  =  0.415,  nw  = 
0.1003,  ne  =0.0855;  ^2  =  333,  /?2  =  303.4,  ra  =  802.5,  t-^  =  4.155,  ni^  =  0.4807,  ne  =  1.1158. 
Then  1-2  =  0.90X4.155=3.75,  V2  =0.95X2X0.415=0.789,  y  =  3.75+0.789  =  4.539. 
The  internal  energy  is 

303.4+(0.90X802.5)+2{61.2  +  (0.95X58.47)}  =1258  B.  t.  u. 

Since  X2'>1.0  for  values  of  t  between  320°  and  333°  the  carbon  tetrachloride 
is  superheated  after  mixture  occurs.     We  must  then  express  the  energy  as 

E=V+a:2V2'-|-2-jh2'+W2'+-(<-t2')  [  =1258, 

k 
in  which  jfc =0.056,  2/ =  1.3,  -  =  0.043,  and  t2'  is  the  saturation  temperature  corre- 
sponding with  the  partial  pressure  of  the  carbon  tetrachloride.     Assuming  that  this 
vapor  when  superheated  conforms  with  the  usual  characteristic  equation  for  gases, 

2X10. OX^ 
and  putting  i^  =  10.0,  p2'  =  . . .  ^  .  r>-Q  =  0.0307  t.     Assuming  values  of  t,  the  trial 

and  error  method  gives  a  resulting  mixture  temperature  close  to  319°,  at  which 
P2' =  23.9,  t2'=  200°,  and 

4.539 


E=289.2+|^|^-814.04-2(34.59+72.64+0.043Xll9)  =  1255(1258)  B.t.u. 
The  entropy  computed  as  before  mixing  is 


0.481  +  (0.9X1.1152)+2(0.1003+0.95X0.0855)=1.85; 
after  mixing,  it  is 


0.4627+  (|||^-1.1492)  +2  (o.l846+0.056X2.3  log  ^)  =1.89. 

Mixing  has  again  lowered  the  temperature.     Let  adiabatic  expansion  proceed 
until  the  temperature  is  212°.     The  tetrachloride  will  still  be  superheated,  and 

0.3118+1.4447rr2'+2  (nw'+ne'+kloge^j  =1.89. 

20X672 
For  every  assumed  value  of  12',  the  whole  volume  of  mixture  is  --— — 7-  =  ^'  sav: 

144p2 

Then   x^' =  —„   where  1^5' =  26.79,   the  volume  of  saturated   steam    at  212°.     At 

Vs 
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t2' =  106°,  p2' =  4.37,?/ =21.4,  2:2' =  20-^  =0.798,    n^'  +  Dg' =  0.1865;    and    the    en- 
tropy is 

0.3118  +  1.15+2(0.1865+0.0094)  =  1.89. 

The  internal  energy  is  now 


180.0+(0.798X897.6)+2(14.92+81.76+0.043  +  106)  =1098  B.  t.  u., 

and  the  external  work  done  during  expansion  is  1258  — 1098  =  160  B.  t.  u.  If  the 
two  vapors  had  expanded  from  their  original  condition  to  212°  separately,  the 
external  work  done  would  have  been,  Very  nearly,  126  B.  t.  u. 

382/.  Technical  Application  of  Mixtures  in  Heat  Engines.  The  preceding 
illustration  shows  that  the  expanded  mixture,  although  at  212°  F.,  has  a  pressure 
4.37  lb.  per  sq.  in.  greater  than  that  of  the  atmosphere.  A  mixture  at  an  absolute 
pressure  of  1  lb.  (about  the  lowest  commercially  attainable)  might  similarly  exist 
at  a  temperature  considerably  lower  than  the  102°  F.  which  is  characteristic  of 
steam  alone.  A  lowering  of  the  temperature  of  heat-rejection  is  thus  the  feature 
which  makes  the  use  of  a  fluid  mixture  of  practical  interest.  This  is  the  more 
important,  since  from  a  power-producing  standpoint  the  most  fruitful  part  of  the 
cyclic  temperature  range  is  the  lower  part.  The  operation  of  mixing  itself  reduces 
the  initial  temperature,  but  it  in  no  way  impairs  the  stock  of  internal  energy  of  the 
constituents. 

If  one  of  the  constituents  is  at  the  lower  temperature  of  the  cycle  a  superheated 
vapor,  it  cann®t  be  condensed  at  that  temperature:  but  since  cooling  water  con- 
ditions permit  of  normal  condensing  temperature  around  65°,  the  use  of  a  mixture, 
even  one  of  air  and  steam,  may  permit  the  attainment  of  that  temperature  without 
the  necessity  for  an  impracticably  high  vacuum. 

The  total  heat  of  saturated  steam  increases  less  than  \  B.  t.  u.  per  degree  of 
temperature;  that  of  superheated  steam  increases  from  0.5  to  0.6  B.  t.u.  It  follows 
that  at  the  same  temperature  superheated  steam  ''contains"  more  heat  than 
saturated  steam.  The  internal  energy  of  saturated  steam  increases  about  0.2  B.  t.  u. 
per  degree  of  temperature;  that  of  superheated  steam,  about  0.4  to  0.45  B.  t.  u. 
The  total  internal  energy  at  a  given  temperature  is  thus  also  greater  with  super- 
heated than  with  saturated  steam.  The  less  the  internal  energy  at  the  end  of  the 
expansion,  the  greater  is  the  amount  of  external  work  performed  during  expansion 
for  given  initial  conditions.  The  analyses  show  that  in  general  the  effect  of  mixing 
air  or  vapor  with  steam  is  to  decrease  the  dryness  of  the  steam  after  expansion, 
and  thus  to  decrease  its  final  stock  of  internal  energy  and  to  increase  the  external 
work  performed.  Saturated  steam  expands  {i.e.,  increases  in  volume)  more  rapidly 
than  air,  as  its  temperature  is  lowered.  Similarly,  for  a 'given  rate  of  increase  in 
volume,  the  temperature  of  air  falls  more  rapidly  than  that  of  steam.  When  the 
two  fluids  are  mixed,  a  condition  of  uniform  temperature  must  prevail.  This 
necessitates  a  transfer  of  heat  from  the  steam  to  the  air,  decreasing  the  entropy 
of  the  former  and  increasing  that  of  the  latter.  The  decrease  in  entropy  of  the 
steam  is  responsible  for  its  decreased  dryness  at  the  end  of  expansion, 
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Superheated  Steam 

383.  Properties :  Specific  Heat.  In  comparatively  recent  years,  superheated 
steam  has  become  of  engineering  importance  in  application  to  reciprocating  en- 
gines and  turbines  and  in  locomotive  practice. 

Since  superheated  steam  exists  at  a  temperature  exceeding  that  of  saturation, 
it  is  important  to  know  the  specific  heat  for  the  range  of  superheating.  The  first 
determination  was  by  Regnault  (1862),  who  obtained  as  mean  values  k  =  0.4805, 
I  =  0.346,  2/  =  1.39.  Fenner  found  I  to  be  variable,  ranging  from  0.341  to  0.351. 
Hirn,  at  a  later  date,  concluded  that  its  value  must  vary  with  the  temperature. 
Weyrauch  (29),  who  devoted  himself  to  this  subject  from  1876  to  1904,  finally 
concluded  that  the  value  of  k  increased  both  with  the  pressure  and  with  the 
amount  of  superheating  (range  of  temperature  above  saturation),  basing  this  con- 
clusion on  his  own  observations  as  collated  with  those  of  Regnault,  Hirn,  Zeuner, 
Mallard  and  Le  Chatelier,  Sarrau  and  Veille,  and  Langen.  Rankine  presented  a 
demonstration  (now  admitted  to  be  fallacious)  that  the  total  heat  of  superheated 
steam  was  independent  of  the  pressure.  At  very  high  temperatures,  the  values 
obtained  by  Mallard  and  Le  Chatelier  in  1883  have  been  generally  accepted  by 
metallurgists,  but  they  do  not  apply  at  temperatures  attained  in  power  engineer- 
ing. A  list  by  Dodge  (30)  of  nineteen  experimental  studies  on  the  subject  shows 
a  fairly  close  agreement  with  Regnault's  value  for  k  at  atmospheric  pressure  and 
approximately  212°  F.  Most  experimenters  have  agreed  that  the  value  increases 
with  the  pressure,  but  the  law  of  variation  with  the  temperature  has  been  in 
doubt.  Holborn's  results  (31)  as  expressed  by  Kutzbach  (32)  would,  if  the  em- 
pirical formula  held,  make  k  increase  with  the  temperature  up  to  a  certain  limit, 
and  then  decrease,  apparently  to  zero. 

384.  Knoblauch  and  Jakob  Experiments.  These  determinations  (33) 
have  attracted  much  attention.  They  were  made  by  electrically  super- 
heating the  steam  and  measuring  the  input  of  electrical  energy,  which 
was  afterward  computed  in  terms  of  its  heat  equivalent.  These  experi- 
menters found  that  h  increased  with  the  pressure,  and  (in  general) 
decreased  with  the  temperature  up  to  a  certain  point,  afterward  increas- 
ing (a  result  the  reverse  in  this  respect  of  that  reported  by  Holborn). 
Figure  170  shows  the  results  graphically.  Greene  (34)  has  used  these 
in  plotting  the  lines  of  entrop}^  of  superheat,  as  described  in  Art.  398. 
The  Knoblauch  and  Jakob  values  are  more  widely  used  than  any  others 
experimentally  obtained.  They  are  closely  confirmed  by  the  equation 
derived  by  Goodenough  {Principles  of  Thermodynamics,  1911)  from 
fundamental  analysis : 

/c=0.367  +  0.000ir  +  p(l  +  0.0003p)^g, 
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where  k  is  the  true  or  instantaneous  value  of  the   specific  heat  at  the 
constant  pressure  p  (lbs.  per  sq.  in.)  and  at  the  temperature  T°  abso- 
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lute,  and  log  C  =  14.42408.  Values  given  by  this  equation  should 
correspond  with  those  of  the  curves,  Fig.  170.  The  values  in  Fig.  171 
are  for  mean  specific  heat  at  the  pressure  p  from  saturation  to  the 
temperature  T,  for  which  Goodenough's  equation  is 
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Amp(n  +  l)(l  +  |p)(i-„-i-„) 

To  being  the  saturation  temperature, 

a  =  0.367,         6=0.0001.  log  m  =  13.67938, 

n=5,  A=rh,  log  {Am(n+ 1)1=11.566. 

385.  Thomas'  Experiments.  In  these,  the  electrical  method  of  heating 
and  a  careful  system  of  radiation  corrections  were  employed  (35).  The 
conclusion  reached  was  that  k  increases  with  increase  of  pressure  and 
decreases  with  increase  of  temperature.  The  variations  are  greatest  near 
the  saturation  curve.    The  values  given  included  pressures  from  7  to  500  lb. 
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Fig.  171.     Arts.  385,  388,  398,  417,  Prob.  42.  —  Specific  Heat  of  Superheated  Steam. 
Thomas'  Experiments. 


per  square  inch  absolute,  and  superheating  ranging  up  to  270°  F.  The 
entropy  lines  and  total  heat  lines  are  charted  in  Thomas'  rejoort.  Within 
rather  narrow  limits,  the  agreement  is  close  between  these  and  the  Knob- 
lauch and  Jakob  experiments.  The  reasons  for  disagreement  outside 
these  limits  have  been  scrutinized  by  Heck  (36),  who  has  presented  a 
table  of  the  pro2)erties  of  superheated  steam,  based  on  these  and  other  data. 
The  steam  tables  of  Marks  and  Davis  (see  footnote,  p.  202)  contain 
a  complete  set  of  values  for  superheated  states.  Figure  171  shows 
the  Thomas  results  graphically. 

386.  Total  Heat.     As  superheated  steam  is  almost  invariably  formed 
at  constant  pressure,  the  path  of  formation  resembles  ahcW,  Fig.  161,  ah 
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being  the  water  line  and.  cd  the  saturation  curve.  Its  total  heat  is  then 
H^. -\- k(T  —  t),  where  T,  t  refer  to  the  temperatures  at  IF  and  c.  If  we 
take  Kegnault's  value  for  H,,  1081.94  +  0.305 1  (Art.  360),  then,  using 
k  =  0.4805,  we  find  the  total  heat  of  superheated  steam  to  be  1081.94  — 
0.1755  t  +  0.4805  T.  A  purely  empirical  formula,  in  which  P  is  the  pres- 
sure in  pounds  per  square  foot,  is  H'=  0.4805(T- 10.37  P^-^^)  +  857.2. 
For  accurate  calculations,  the  total  heat  must  be  obtained  by  using  correct 
mean  values  for  k  during  successive  short  intervals  of  temperature  between 
^  and  r. 

387.  Variations  of  k.  Dodge  (37)  has  pointed  out  a  satisfactory  method 
for  computing  the  law  of  variation  of  the  specific  heat.  Steam  is  passed 
through  a  small  orifice  so  as  to  produce  a  constant  reduction  in  a  constant 
pressure.  It  is  superheated  on  both  sides  the  orifice ;  but,  the  heat  con- 
tents remaining  constant  during  the  throttling  operation,  the  temperature 
changes.  Let  the  initial  pressure  be  p,  the  final  pressure  p[.  Let  one 
observation  give  for  an  initial  temperature  t,  a  final  temperature  t^-^  and 
let  a  second  observation  give  for  an  initial  temperature  T,  a  final  tempera- 
ture 2\.  Let  the  corresponding  total  heat  contents  be  h,  hi,  H,  Hi.  Then 
h-H=  kp{t  -  T)  and  hi  -  Hi=  k^iti  -  T^.     But  h  ==  hi,  H=  Hi,  whence 

j^       ^  rp 

h  —  H=hi—  Hi  and  -^  = •    If  ive  know  the  meayi  value  of  k  for  any 

\^      t—T 

given  range  of  temperature,  we  may  then  ascertain  the  mean  value  for  a 

series  of  ranges  at  various  pressures. 

388.  Davis'  Computation  of  H.  The  customary  method  of  deter- 
mining k  has  been  by  measuring  the  amount  of  heat  necessarily  added 
to  saturated  steam  in  order  to  produce  an  observed  increase  of  tem- 
perature. Unfortunately,  the  value  of  H  for  saturated  steam  has 
not  been  known  with  satisfactory  accuracy ;  it  is  therefore  inade- 
quate to  measure  the  total  heat  in  superheated  steam  for  comparison 
with  that  in  saturated  steam  at  the  same  pressure.  Davis  has  shown 
(17)  that  since  slight  errors  in  the  value  of  H  lead  to  large  errors 
in  that  of  k,  the  reverse  computation — using  known  values  of  k  to 
determine  H —  must  be  extremely  accurate ;  so  far  so,  that  while 
additional  determinations  of  the  specific  heat  are  in  themselves,  to  be 
desired,  such  determinations  cannot  be  expected  to  seriously  modify 
values  of  H  as  now  computed. 

The  basis  of  the  computation  is,  as  in  Art.  387,  the  expansion  of 
superheated  steam  through  a  non-conducting  nozzle,  with  reduction 
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of  temperature.  Assume,  for  example,  that  steam  at  38  lb.  pres- 
sure and  300°  F.  expands  to  atmospheric  pressure,  the  temperature 
becoming  286°  F.  The  total  heat  before  throttling  we  may  call 
Hc  =  Hf,-^\(^Tc— T^^-t  in  which  H^,  is  the  total  heat  of  saturated 
steam  at  38  lb.  pressure,  T^  =  300°  F.,  and  Tj^  is  the  temperature  of 
saturated  steam  at  38  lb.  pressure,  or  264.2°  F.  After  throttling, 
similarly,  H^i^  H^-^-h^i^Ta—  T^^  in  which  H^  is  the  total  heat  of 
saturated  steam  at  atmospheric  pressure,  T^  is  its  temperature 
(212°  F.),  and  T^  is  286°  F.  Now  Ra  =  S,,  and  H,  =  1150.4 ;  while 
from  Fig.  171  we  find  k-^  =  0.bl  and  ^^2  =  0.52 ;  whence 

^,  =  -  0.57(300  -  264.2)  +  1150.4  +  0.52(286  -  212)=  1168.47. 

The  formula  given  by  Davis  as  a  result  of  the  study  of  various 
throttling  experiments  may  be  found  in  Art.  360.  The  total  heat 
of  saturated  steam  at  some  one  pressure  (e.^.  atmospheric)  must  be 
known. 

A  simple  formula  (that  of  Smith),  which  expresses  the  Davis  results  with  an 
accm-acy  of  1  per  cent,  between  70°  and  500°,  was  given  in  Power,  February  8, 1910. 

Itis  i/  =  1826  +  ^-1^?^^^, 

1620  -t 

t  being  the  Fahrenheit  temperature. 

389.  Factor  of  Evaporation.  The  computation  of  factors  of  evapora- 
tion must  often  include  the  effect  of  superheat.  The  total  heat  of  super- 
heated steam — which  we  may  call  H,  —  may  be  obtained  by  one  of  the 
methods  described  in  Art.  386.  If  \  is  the  heat  in  the  water  as  sup- 
plied, the  heat  expended  is  H,  —  Jiq  and  the  factor  of  evaporation  is 

(^,-/io)-^  970.4. 

390.  Characteristic  Equation.  Zeuner  derives  as  a  w'orking  formula, 
agreeing  with  Hirn's  experiments  on  specific  volume  (38), 

PV=  0.64901  T-  22.5819  P"^^ 

in  which  P  is  in  pounds  per  square  inch,  V  in  cubic  feet  per  pound,  and 
T  in  degrees  absolute  Fahrenheit.  This  applies  closely  to  saturated  as 
well  as  to  superheated  steam,  if  dry.  Using  the  same  notation,  Tumlirz 
gives  (39)  from  Battelli's  experiments, 

PV=  0.594  T-  0.00178  P. 

The  formulas  of  Knoblauch,  Linde  and  Jakob,  and  of  Goodenough,  both 
given  in  Art.  363,  may  also  be  applied  to  siiperheated  steam,  if  not  too 
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highly  superheated.  At  very  high  temperatures,  steam  behaves  Hke  a 
perfect  gas,  following  closely  the  law  PV  =RT.  Since  the  values  of  R 
for  gases  are  inversely  proportional  to  their  densities,  we  find  7^  for  steam 
to  be  85.8. 

391.  Adiabatic  Equation.  Using  the  value  just  obtained  for  R,  and  Regnault's 
constant  value  0.4805  for  k;  we  find  y  —  1.298.  The  equation  of  the  adiabatic 
"would  then  be  pv^-^^  =  c.  This,  like  the  characteristic  equation,  does  not  hold 
for  wide  state  ranges ;  a  more  satisfactory  equation  remains  to  be  developed 
(Art.  397).  The  exponential  form  of  expression  gives  merely  an  approximation 
to  the  actual  curve. 

Paths  of  Vapoes 

392.  Vapor  Adiabatics.  It  is  obvious  from  Art.  372  that  during 
adiabatic  expansion  of  a  saturated  vapor,  the  condition  of  dryness 

must  change.  We  now  compute  the  equa- 
tion of  the  adiabatic  for  any  vapor.  In 
Fig.  172,  consider  expansion  from  b  to  c. 
Draw    the    isothermals     T^    t.       We    have 

N    71^  _  Tirf  =  J         +  -^  and  n,-na  =  ^,  T^  be- 

Fig.  172.     Art.  392.  — Equa-  ing  the  variable  temperature  along  da.     But 

tion  of  Vapor  Adiabatic.  i'i?j.i  'n     i       x-c^-i       t       -ju 

rif^^Uc^  ^i^ci  II  the  specific  heat  oi  the  liquid  be 
constant   and  equal  to  c,  ^=  ^  log^— +  — ^,  the  desired  equation. 

L  V  JL 

If  the  vapor  be  only  X  dry  at  5,  then 

393.  Applications.  This  equation  may  of  course  be  used  to  derive  the  results 
shown  graphically  in  Art.  373.  For. example,  for  steam  initially  dry,  we  may 
make  X  =  1,  and  it  will  be  always  found  that  Xc  is  less  than  1.  To  show  that 
water  expanding  adiabatically  partially  vaporizes,  we  make  X  =  0.  To  determine 
the  condition  mider  which  the  dryness  may  be  the  same  after  expansion  as  before 
it,  we  make  x  =  X. 

394.  Approximate  Formulas.  Rankine  found  that  the  adiabatic  might  be 
represented  approximately  by  the  expression, 

^  i_o 
PV  ^  =  constant; 

which  holds  fairly  well  for  limited  ranges  of  pressure  when  the  initial  dryness  is 
1.0,  but  which  gives  a  curve  lying  decidedly  outside  the  true  adiabatic  for  any  con- 
siderable pressure  change.  The  error  is  reduced  as  the  dryness  decreases,  down  to 
a  certain  limit.     Zeuner  found  that  an  exponential  equation  might  be  written  in 
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the  form  PV^  =  constant,  if  the  value  of  n  were  made  to  depend  upon  the  initial 
dryness.     He  represented  this  by 

n  =  1.035  +  0.100  X, 

for  values  of  X  ranging  from  0.70  to  1.00,  and  found  it  to  lead  to  sufficiently  accu- 
rate results  for  all  usual  expansions.  For  a  compression  from  an  initial  dryness  x, 
n  =  1.034  +  0.11  a:.  Where  the  steam  is  initially  dry,  n  =  1.135  for  expansion  and 
1.144  for  compression.  There  is  seldom  any  good  reason  for  the  use  of  exponential 
formulas  for  steam  adiabatics.  The  relation  between  the  true  adiabatic  and  that 
described  by  the  exponential  equation  is  shown  by  the  curves  of  Fig.  173,  after 


0  5 

Fig.  173.     Arts.  394,  395 


10  Vo 

Adiabatic  and  Saturation  Curves. 


Heck  (40).  In  each  of  these  five  sets  of  curves,  the  solid  line  represents  the 
adiabatic,  while  the  short-dotted  lines  are  plotted  from  Zeuner's  equation,  and  the 
long-dotted  lines  represent  the  constant  dryness  curves.  In  I  and  IT,  the  two 
adiabatics  apparently  exactly  coincide,  the  values  of  x  being  1.00  and  0.75.  In 
III,  IV,  and  V,  there  is  an  increasing  divergence,  for  x  =  0.50,  0.25  and  0.  Case 
V  is  for  the  liquid,  to  which  no  such  formula  as  those  discussed  could  be  expected 
to  apply. 


395.  Adiabatics  and  Constant  Dryness  Curves.  The  constant  dryness  curves 
I  and  II  in  Fig.  173  fall  above  the  adiabatic,  indicating  that  heat  is  absorbed  during 
expansion  along  the  constant  drt/ness  line.  Since  the  temperature  falls  during 
expansion,  the  specific  heat  along  these  constant  dryness  curves,  within  the  limits 
shown,  must  necessarily  be  negative,  a  result  otherwise  derived  in  Art.  373.  The 
points  of  tangency  of  these  curves  with  the  corresponding  adiabatics  give  the 
points  of  inversion,  at  which  the  specific  heat  changes  sign. 
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396.  External  Work.    The  work  during  adiabatic  expansion  from 
PVto  pv,  assuming  J9?;"  =  PF",  is  represented  by  the  formula 

PV-pv 
n  —  1 

More  accurately,  remembering  that  the  work  done  equals  the  loss  of 
internal  energy,  we  find  its  value  to  be  I£—  h  +  XR  —  X7\  in  which 
-ff^and  h  denote  the  initial  and  final  heats  of  the  liquid. 

397.  Superheated  Adiabatic.     Three  cases  are  suggested  in  Fig.  174,  paths /m, 
Jk,  de,  the  initially  superheated  vapor  being  either  dry,  wet,  or  superheated  at  the 


T 

h 

n 

d 

/                    \ 

f' 

^ 

•'■ 

Fig.  174.    Art.  397.  —  Steam  Adiabatics. 


end  of  expansion.      If  k  be  the  mean  value  of  the  specific  heat  of  superheated 
steam  for  the  range  of  temperatures  in  each  case,  then 


T 

for  Jm,  c  loge  -7  +  ^+^  loge  — 
J-i      J^i  -ib 


foV  Jk,  C    log.  ^  +  ^  +  k  loge  ^  =  ^-l 
^  a         ^  b  ^b  J^  a 


for  de,  c  loge  ~-{-h  +  ^'i  log   ^' 


n 


^+^-2l0g,^ 


398.  Entropy  Lines  for  Superheat.  Many  problems  in  superheated 
steam  are  conveniently  solved  by  the  use  of  a  carefully  plotted  entropy 
diagram,  as  shown  in  Fig.  175.*  The  plotting  of  the  curves  within  the 
saturated  limits  has  already  been  explained.  At  the  upper  right-hand 
corner  of  the  diagram  there  appear  constant  pressure  lines  and  constant 
total  heat  curves.  The  former  may  be  plotted  when  we  know  the  mean 
specific  heat  k  at  a  stated  pressure  between  the  temperatures  T  and  t :  the 

entropy  gained  being  k  log,—.      The  lines  of  total  heat  are  determined 

*  This  diagram  is  based  on  saturated  steam  tables  embodying  Regnault's  results,  and 
on  Thomas'  values  for  k ;  it  does  not  agree  with  the  tables  given  on  pages  247,  248.  The 
same  remark  applies  to  Figs.  159  and  177. 
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Fig.  175.     Arts.  377,  398,  401,  411,  417,  516,  Problems.— Temperature-entropy  Chart 
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by  the  following  method:  —  For  saturated  steam  at  103.38  lb.  pressure, 
^=1182.6,  T=S30°  F.  As  an  approximation,  the  total  heat  of  1200 
B.  t.  u.  will  require  (1200  -  1182.6)-  0.4805  =  36.1°  F.  of  superheating. 
For  this  amount  of  superheating  at  100  lb.  pressure,  the  mean  specific 
heat  is,  according  to  Thomas  (Fig.  171),  0.604;  whence  the  rise  in  tem- 
perature is  17.4  -^  0.604  =  28.7°  F.  For  this  range  (second  approxima- 
tion), the  mean  spscific  heat  is  0.612,  whence  the  actual  rise  of  temperature 
is  17.4  -J-  0.612  =  28.4°  F.  No  further  approximation  is  necessary  ;  the 
amount  of  superheating  at  1200  B.  t.  u.  total  heat  may  be  taken  as  28°  F., 

which  is  laid  off 
vertically  from  the 
point  where  the  satu- 
ration curve  crosses 
the  line  of  330°  F., 
giving  one  point  on 
the  1200  B.  t.  u.  total 
heat  curve. 

A  few  examples 
in  the  application  of 
the  chart  suggest 
themselves.  Assume 
steam  to  be  formed 
at  103.38  lb.  pres- 
sure ;  required  the 
necessary  amount  of 
superheat  to  be  im- 
parted such  that  the 
steam  shall  be  just 
dry  after  adiabatic 
expansion  to  atmos- 
pheric pressure.  Let 
rs,  Fig.  176,  be  the 
line  of  atmospheric  pressure.  Draw  st  vertically,  intersecting  dt;  then 
t  is  the  required  initial  condition.  Along  the  adiabatic  ts,  the  heat  contents 
decrease  from  1300  B.  t.  u.  to  1150.4  B.  t.  u.,  a  loss  of  149.6  B.  t.  u. 

To  find  the  condition  of  a  mixture  of  unequal  weights  of  water  and  super- 
heated steam  after  the  establishment  of  thermal  equilibrium,  the  whole 
operation  being  conducted  at  constant  pressure :  let  the  water,  amounting 
to  10  lb.,  be  at  r,  Fig.  176.  Its  heat  contents  are  1800  B.  t.  u.  Let  one 
pound  of  steam  be  at  t,  having  the  heat  contents  .1300  B.  t.  u.  The  heat 
gained  by  the  water  must  equal  that  lost  b}^  the  steam  ;  the  final  heat  con- 
tents will  thei:i  be  3100  B.  t.  u.,  or  282  B.  t.  u.  per  pound,  and  the  state 


Fig.  17G.    Arts. 


399,  401.  —  Entropy  Diagram,  Superheated 
Steam. 
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will  be  u,  where  the  temperature  is  312°  F. ;  the  steam  will  have  been 
completely  liquefied. 

We  may  find,  from  the  chart,  the  total  heat  in  steam  (wet,  dry,  or 
superheated)  at  any  temperature,  the  quality  and  heat  contents  after 
adiabatic  expansion  from  any  initial  to  any  final  state,  and  the  specific 
volume  of  saturated  steam  at  any  temperature  and  dryness. 

399.  The  Mollier  Heat  Chart.  This  is  a  variant  on  the  temperature 
entropy  diagram,  in  a  form  rather  more  convenient  for  some  purposes.  It 
has  been  developed  by  Thomas  (41)  to  cover  his  experiments  in  the 
superheated  region,  as  in  Fig.  177.  In  this  diagram,  the  vertical  coordi- 
nate is  entropy ;  and  the  horizontal,  total  heat.  The  constant  heat  lines 
are  thus  vertical,  while  adiabatics  are  horizontal.  The  saturation  curve 
is  inclined  upward  to  the  right,  and  is  concave  toward  the  left.  Lines  of 
constant  pressure  are  nearly  continuous  through  the  saturated  and  super- 
heated regions.  The  quality  lines  follow  the  curvature  of  the  saturation 
line.  The  temperature  lines  in  the  superheated  region  are  almost  vertical. 
It  should  be  remembered  that  the  "  total  heat "  thus  used  as  a  coordinate 
is  nevertheless  not  a  cardinal  property.  The  "  total  heat "  at  t,  Fig.  176, 
for  example,is  that  quantity  of  heat  which  would  have  been  imparted  had 
water  at  32°  F.been  converted  into  superheated  steam  at  constant  pressure. 

It  will  be  noted  that  within  the  portion  of  saturated  field  which  is 
shown,  the  total  heat  at  a  given  pressure  is  directly  proportional  to  the 
total  entropy.     This  would  be  exacthj  true  if  the  water  fine  in  Fig.  175 
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were  a  straight  line  and  if  at  the  same  time  the  specific  heat  of  water 
could  be  constant.     An  empirical  equation  might  be  written  in  the  form 

n,=aHx(f)^, 

where  Ug,  H  and  P  are  the  total  entropy,  total  heat  and  pressure  of 
a  wet  vapor. 

The  so-called  total  heat-pressure  diagram  (Fig.  185)  is  a  diagram  in  which  the 
coordinates  are  total  heat  above  32°  F.  and  saturation  temperature;  it  usually  includes 
curves  of  (a)  constant  volume,  (6)  constant  dryness,  and  (c)  in  the  superheated  field, 
constant  temperature.  Vertical  lines  show  the  loss  or  gain  of  heat  corresponding 
to  stated  changes  of  volume  or  quality  at  constant  pressure.  Horizontal  lines  show 
the  change  in  pressure,  volume,  and  quality  of  steam  resulting  from  throttling 
(Art.  387).     This  diagram  is  a  useful  supplement  to  that  of  MoUier. 

Heck  has  developed  a  pressure-temperature  diagram  for  both  saturated  and 
superheated  fields,  on  which  curves  of  constant  entropy  and  constant  total  heat 
(throttling  curves)  are  drawn.  By  transfer  from  these,  there  is  derived  a  new 
diagram  of  total  heat  on  pressure,  on  which  are  shown  the  isothermals  of  superheat. 
A  study  of^the  shape  of  these  isothermals  illustrates  the  variations  in  the  specific 
heat  of  superheated  steam. 

Vapors  in  General 
400.  Analytical    Method:    Mathematical  Thermodynamics.       An    expression 
for  the  volume  of  any  saturated  vapor  was  derived  in  Art.  368 : 

Where  the  specific  volume  is  known  by  experiment,  this  equation  may  be  used  for 
computing  the  latent  heat.  A  general  method  of  deriving  this  and  certain  related 
expressions  is  now  to  be  described.  Let  a  mixture  of  x  lb.  of  dry  vapor  with 
(1  —  a:)  lb.  of  liquid  receive  heat,  dQ,     Then 

dQ  =  kxdT  +  c  (1  -  x)  dT  +  Ldx, 

in  which  k  is  the  "specific  heat"  of  the  continually  dry  vapor,  L  the  latent  heat 
of  evaporation,  and  c  the  specific  heat  of  the  liquid.  If  P.F  are  the  pressure  and 
volume,  and  E  the  internal  energy,  in  foot-pounds,  of  the  mixture,  then 

dQ  =  ^^^^  +  ^^  =  kxdT  ^  c(l-x')dT  +  Ldx,  whence 

778 

dE  =  778  [kx  +  c  (1  -  a;)]  dT  +  778  Ldx  -  PdV. 

Now  V=(f)T,x;  whence  dV  =  ^  dT -\-^  dx,  whence 

oT  ox 

dE  =  778  [kx  +  c  (1  -  x)]  dT  +  778 i^x  -  P-%  dT-  P  ^dx 

oT  ox 

77S[kx  +  c(l-x)^  -  P^]  ^^+  i77SL-P^]dx. 
Moreover,  E  =  (/)  T,  x,  whence 
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giving^,(778i-p|5)=||778[..  +  .(l-.)]-p|r] 

(all  properties  excepting  F  and  x  being  functions  of  7' only). 

The  volume,  V,  may  be  written  xu  +  v,  where  v  is  the  volume  of  the  liquid  and 

u  the  increase  of  volume  during  vaporization.     This  gives  8F  =  uSx  or  —-  =  u. 

ox 

§2  y  S2T7' 

Also,  since  V=  (/)  T,  x,  - — —  =      ^    ,  and  equation  (A)  becomes 
oTdx      dxbT 

dL    ,  ,  U      dP  .r)\ 

\-  c  ~  k  — : ( B) 

dT  778  f/r  '^    ^ 

Now   if  the   heat    is    absorbed    along    any  reversible    path,     '^  =  dN,    or 
,yy-  _  kxdT  +  c(l  -  x)dT  +  Ldx  ^  kx  +  c(l  -  x)    ,^,       L  , 

h  kx  +  c(l  -  3:)  ^    3    L 

T"—  —  Z 

k~c  dT 


T  T^ 

^  +c-^•  =  -,  (C) 

dT  T'  ^   ^ 

which  may  be  combined  with  (B),  giving 

77S-^=u=  F -  y,  as  in  Art.  369.  (D) 

TdP  ^    ^ 

401.  Computation  of  Properties.  Equation  (D),  as  thus  derived,  or  as  obtained 
in  Art.  369,  may  be  used  to  compute  either  the  lafent  heat  or  the  volume  of  any 
vapor  when  the  other  of  these  properties  and  the  relation  of  temperature  and  pres- 
sure is  known.  The  specific  heat  of  the  saturated  vapor  may  be  obtained  from 
(C)  ;  the  temperature  of  inversion  is  reached  M'hen  the  specific  heat  changes  sign. 
For   steam,   if   Z  =  1113. 9i  —  0.695 <    (Art.   379),  where   t  is   in  degrees   F.,   or 

1113.94  -  0.695(r  -  459.6)  where  T  is  the  absolute  temperature:   ^,=  -  0.695. 

Also  c  =  1;  whence,  from  equation  (C),  k  =  0.305  —  — ,  which  equals  zero  when 

T=  1433^  absolute.*     At  212°  F.,  k  =  0.305  -  ^^  =  - 1.135.     This  may  be  roughly 

671.6  ^  *    -^ 

*  This  would  be  the  temperature  of  inversion  of  dry  steam  if  the  formula  for  L  held  : 
but  //becomes  zero  at  689"  F.  (Art.  379),  and  the  saturation  curve  for  steam  slopes  downward 
toward  the  right  throughout  its  entire  extent.  For  the  dry  vapors  of  chloroform  and  beQ-. 
7.ine,  there  exist  known  temperatures  of  inversion, 
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checked  from  Fig.  175.     In  Fig.  176,  consider  the  path  sb  from  212°  F.  to  157°  F., 

and  from  n  =  1.735  to  n  =  1.835  (Fig.  175).     The  average  height  of  the  area  csbe 

212  4-  157 
representing  the  heat  absorbed  is  459.6  + '^ =  644.1 ;  whence,  the  area  is 

644.1(1.835  —  1.735)  =  64.41  B.  t.  u.,  and  the  mean  specific  heat  between  s  and  5  is 
64.41  -^  (212  —  157)  =  1.176.  The  properties  of  the  volatile  vapors  used  in  refriger- 
ation are  to  some  extent  known  only  by  computations  of  this  sort.  When  once 
the  pressure-temperature  relation  and  the  characteristic  equation  are  ascertained  by 
experiment,  the  other  properties  follow. 

402.  Engineering  Vapors.  The  properties  of  the  vapors  of  steam,  carbon 
dioxide,  ammonia,  sulphur  dioxide,  ether,  alcohol,  acetone,  carbon  disulphide,  carbon 
tetrachloride,  and  chloroform  have  all  been  more  or  less  thoroughly  studied.  The 
first  five  are  of  considerable  importance.  For  ether,  alcoliol,  chloroform,  carbon  disul- 
phide, carbon  tetrachloride,  and  acetone,  Zeuner  has  tabulated  the  pressure,  tempera- 
ture, volume,  total  heat,  latent  heat,  heat  of  the  liquid,  and  internal  and  external 
work  of  vaporization,  in  both  French  and  English  units  (42),  on  the  basis  of 
Regnault's  experiments.  The  properties  of  these  substances  as  given  in  Peabody's 
"Steam  Tables"  (1890)  are  reproduced  from  Zeuner,  excepting  that  the  values 
-  273.7  and  426.7  are  used  instead  of  -  273.0  and  424.0  for  the  location  of  the 
absolute  zero  centigrade  and  the  centigrade  mechanical  equivalent  of  heat, 
respectively.  Peabody's  tables  for  these  vapors  are  in  French  units  only.  Wood 
has  derived  expressions  for  the  properties  of  these  six  vapors,  but  has  not  tabulated 
their  values  (43).  Rankine  (44)  has  tabulated  the  pressure,  latent  heat,  and  density 
of  ether,  per  cubic  foot,  in  English  units,  from  Regnault's  data.  Yor  carbon  dioxide, 
the  experimental  results  of  Andrews,  Cailletet  and  Hautefeuille,  Cailletet  and 
Mathias  (45),  and,  finally,  Amagat  (46),  have  been  collated  by  MoUier,  whose 
table  (47)  of  the  properties  of  this  vapor  has  been  reproduced  and  extended,  in 
French  and  English  units,  by  Zeuner  (48).  The  vapor  tables  appended  to  Chapter 
XVIII,  it  will  be  noted,  are  based  on  those  of  Zeuner.  The  entropy  diagrams  for  am- 
monia, ether,  and  carbon  dioxide,  Figs.  314-316,  have  the  same  foundation. 

The  present  writer  (in  Vapors  for  Heat  Engines,  D.  Van  Nostrand  Co.,  1911) 
has  computed  the  entropies  and  prepared  temperature-entropy  diagrams  for  alcohol, 
acetone,  chloroform,  carbon  chloride  and  carbon  disulphide. 

403.  Ammonia.  Anhydrous  ammonia,  largely  used  in  refrigerating 
machines,  was  first  studied  by  Eegnault,  who  obtained  the  relation 

logp  =  8.4079-?!^, 
z 

in  which  p  is  in  pounds  per  square  foot  and  t  is  the  absolute  temperature. 
A  "characteristic  equation"  between  p,  v,  and  t  was  derived  by  Ledoux 
(49)  and  employed  by  Zeuner  to  permit  of  the  computation  of  V,  L,  e,  r 
and  the  specific  heat  of  the  liquid  (the  last  having  recently  been  deter- 
mined experimentally  (50)).  The  results  thus  derived  were  tabulated  by 
Zeuner  (51)  for  temperatures  below  32°  F.  ;  while  for  higher  temperatures 
he  uses  the  experimental  values  of  Dietrici  (52).  Peabody's  table  (53), 
also  derived  from  Ledoux,  uses  his  values  for  temperatures  exceeding 
32°  F. ;  Zeuner  regards   Ledoux's   values   in   this   region   as   unreliable. 
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Peabody's  table  is  in  French  units;  Zeuner's  is  in  both  French  and  Eng- 
lish units.  The  latent  heat  of  evaporation  has  been  experimentally  de- 
termined by  Regnanlt  (54)  and  Von  Strombeck  (55).  The  specific  volume 
of  the  vapor  at  —  26.4°  F.  and  atmospheric  pressure  is  17.51  cu.  ft. ;  that  of 
the  liquid  is  0.025 ;  whence  from  equation  (D),  Art.  400, 

778^  Ut 

=  4?M(17.51  -  0.025)P^96x2.3026xl4  7xl44\ 
778  ^  \  433.2  x  433.2  ; 

the  value  of  —  being  obtained  by  differentiating  Regnault's  equation, 

above  given.  From  a  study  of  Regnault's  experiments,  Wood  has  derived 
the  characteristic  equation, 

Pr^Q^_16920 
T  ^"170.97' 

which  is  the  basis  of  his  table  of  the  properties  of  ammonia  vapor  (56). 
Wood's  table  agrees  quite  closely  with  Zeuner's,  as  to  the  relation  between 
pressure  and  temperature ;  but  his  value  of  L  is  much  less  variable.  For 
temperatures  below  0^  C,  the  specific  volumes  given  by  Wood  are  rather 
less  than  those  by  Zeuner;  for  higher  temperatures,  the  volumes  vary 
less.  Zeuner's  table  must  be  regarded  as  probably  more  reliable.  The 
specific  heat  (0.508)  and  the  density  (0.597,  when  air  =  1.0)  of  the  super- 
heated vapor  have  been  determined  by  experiment. 

404.  Sulphur  Dioxide.  The  specific  heat  of  the  superheated  vapor  is  given  by 
Regnanlt  as  0.15438  (.57).  The  specific  volume,  as  compared  with  that  of  air,  is 
2.23  (58).  The  specific  volume  of  the  liquid  is  0.0007  (59)  ;  its  specific  heat  is 
approximately  0.4.  A  characteristic  equation  for  the  saturated  vapor  has  been 
derived  from  Regnault's  experiments : 

PF=  26.4  r-184P0-22; 

in  which  P  is  in  pounds  per  square  foot,  Fin  cubic  feet  per  pound,  and  T  in  abso- 
lute degrees.  The  relation  between  pressure  and  temperature  has  been  studied  by 
Regnault,  Sajotschewski,  Blumcke,  and  Miller.  Regnault's  observations  were 
made  between  -  40°  and  149°  F.;  Miller's,  between  68  and  211°  F. ;  a  table  repre- 
senting the  combined  results  has  been  given  by  Miller  (60).  In  the  usual  form 
of  the  general  equation, 

log  p  =  a  —  hd"^  —  ce'^, 

the  values  given  by  Peabody  for  pressures  in  pounds  per  square  inch  are  (61) 
a  =  3.9527847,  log  b  =  0.4792425,  log  d  =  1.9984994,  log  c  =  1.1659562,  log  e  = 
1.99293890,  n  =  18.4  +  Fahrenheit  temperature.  The  specific  volumes,  determined 
by  the  characteristic  equation  and  the  pressure-temperature  formula,  permit  of  the 
computation  of  the  latent  heat  from  equation  (D),  Art,  400.     An  empirical  formula 
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for  this  property  is  i  =  176  —  0.27 (t  -  32),  in  which  t  is  the  Fahrenheit  tempera- 
ture. The  experimental  results  of  Cailletet  and  Mathias,  and  of  Mathias  alone  (62), 
have  led  to  the  tables  of  Zeuner  (63).  Peabody,  following  Ledoux's  analysis,  has 
also  tabulated  the  properties  in  French  units.  Wood  (64)  has  independently  com- 
puted the  properties  in  both  French  and  English  units.  Comparing  Wood's,  Zeu- 
ner's,  and  Peabody 's  tables,  Zeuner's  values  for  L  and  V  are  both  less  than  those  of 
Peabody.  At  0°  F.,  he  makes  L  less  than  does  Wood,  departing  even  more  widely 
than  the  latter  from  Jacobus'  experimental  results  (65)  ;  at  30°  F.,  his  value  of  L  is 
greater  than  Wood's,  and  at  104°  F.,  it  is  again  less.  The  tabulated  values  of  the 
specific  volumes  differ  correspondingly.  Zeuner's  table  may  be  regarded  as  sus- 
tained by  the  experiments  of  Cailletet  and  Mathias,  but  the  lack  of  concordance 
with  the  experimental  results  of  Jacobus  remains  to  be  explained. 

405.  Steam  at  Low  Temperatures.  Ordinary  tables  do  not  give  the  properties 
of  water  vapor  for  temperatures  lower  than  those  corresponding  to  the  absolute 
pressures  reached  in  steam  engineering.     Zeuner  has,  however,  tabulated  them  for 

temperatures  down  to  —4°  F.  (66).       

40 5f?.  Vapors  for  Heat  Engines.  Engines  have  been  built  using, 
instead  of  steam,  the  vapors  of  alcohol,  gasolene,  ammonia,  ether, 
sulphur  dioxide  and  carbon  dioxide,  with  good  results  as  to  thermal 
efficienc}^,  if  not  with  commercial  success.  In  a  simple  condensing 
engine,  with  a  rather  low  expansive  ratio,  a  considerable  saving  may 
be  effected  wdth  some  of  these  vapors,  as  compared  with  steam;  and 
the  cost  of  the  fluid  is  not  a  vital  matter,  since  it  may  be  used  over  and 
over  again.  Strangely  enough,  in  the  case  of  none  of  the  v^apors  is  a 
very  low  discharge  temperature  practically  desirable,  under  usual 
simple   condensing  engine   conditions.     This   statement   applies  even 

T—t 
to  steam.     The  Carnot  criterion     ^      does  not  exactly  apply,  since 

it  refers  to  potential  efficiency  only:  but  the  use  of  a  substitute  vapor 
might  perhaps  be  justified  on  one  of  the  two  grounds,  (a)  an  increased 
upper  temperature  without  excessive  pressures  or  (b)  a  decreased 
low^er  temperature  at  a  reasonable  vacuum,  say  of  1  lb.  absolute. 
To  meet  both  requirements  the  vapor  would  have  to  give  a  pt  curve 
crossing  that  of  steam.  It  is  probable  that  carbon  tetrachloride  is 
such  a  vapor,  bearing  such  a  relation  to  steam  as  alcohol  does  to  it. 
No  great  gain  is  possible  in  respect  to  the  lower  temperature  limit, 
since  this  limit  is  in  any  case  established  by  the  cooling  water.  The 
criterion  given  in  x\.rt.  630  measures  the  relative  efficiencies  of  fluids 
working  in  the  Clausius  cycle.  On  this  basis  steam  surpasses  all  other 
common  vapors  in  potential  thermal  efficiency. 

The  lower  "  heat  content  "  per  pound  of  the  more  volatile  and 
heavy  vapors  leads  to  a  greatly  reduced  nozzle  velocity  with  adiabatic 
flow,  and  this  suggests  the  possibihty  of  developing  a  turbine  expanding 
in  one  operation  without  excessive  peripheral  speeds  (see  Chapter  XIV). 
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The  greater  density  of  the  volatile  vapors  also  leads  to  the  con- 
clusion that  the  output  from  a  cyhnder  of  given  size  might  in  the  cases 
of  some  of  them  be  about  twice  what  it  is  from  a  steam  cylinder. 

On  the  whole,  the  use  of  a  special  vapor  seems  to  be  more  promising, 
technically  and  commercially,  than  the  binary  vapor  principle  (Art. 
483).  For  a  fuller  discussion  of  this  subject,  reference  may  be  made 
to  the  work  referred  to  in  Art.  402. 

Steam  Cycles 

406.   The  Carnot  Cycle  for  Steam.     This  is  shown  in  Figs.  163. 

179.     The  efficiency  of  the  cycle  ahcd  may  be  read  from  the  entropy 

T—  t 
diagram  as  -"^--     The  external 

work  done  per  pound  of  steam 

T  —  t 

is   L — - —  ;   or  if  the  steam  at  b 

T-t 


is  wet,   it  is   xL 


T 


If   the 


fluid  at  the  beginning  of  the 
cycle  (point  a)  is  wet  steam 
instead  of  water,  the  dryness 
being  x^^  then  the  work  per 
pound  of  steam  is  L{x  —  x^) 
T-t 
T 
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Fig.  179.     Art.  40(3.  —Carnot  Cycle  for  Steam. 


In  the  cycle  first  discussed,  in  order  that  the  final  adiabatic 

compression  may  bring  the  substance  back  to  its  initially  dry  state  at 
a,  such  compression  must  begin  at  d,  where  the  dryness  is  md  -r-  mn. 

The  Carnot  cycle  is  impracticable 
with  steam ;  the  substance  at  d  is 
mostly  liquid,  and  cannot  be  raised 
in  temperature  by  compression. 
What  is  actually  done  is  to  allow 
condensation  along  cd  to  be  com- 
pleted, and  then  to  warm  the  liquid 
or  its  equivalent  along  ma  by  trans- 
mission of  heat  from  an  external 
source.  This,  of  course,  lowers 
the  efficiency. 

407.    The  Steam  Power  Plant.     The  cycle  is  then  not  completed  in 
the  cylinder  of  the  engine.     In  Fig.  180,  let  the  substance  at  d  be 


Fig.  180.     Arts.  407,  408,  410,  412,  413.— 
The  Steam  Power  Plant. 
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cold  water,  either  that  resulting  from  the  action  of  the  condenser 
on  the  fluid  which  has  passed  through  the  engine,  or  an  external 
supply.  This  water  is  now  delivered  by  the  feed  pump  to  the  boiler, 
in  which  its  temperature  and  pressure  become  those  along  ah.  The 
work  done  by  the  feed  pump  per  pound  of  fluid  is  that  of  raising 
unit  weight  of  the  liquid  against  a  head  equivalent  to  the  pressure ; 
or,  what  is  the  same  thing,  tlie  product  of  the  specific  volume  of  the 
water  by  the  range  in  pressure,  in  pounds  per  square  foot.  From 
a  io  h  the  substance  is  in  the  boiler,  being  changed  from  water  to 
steam.  Along  hc^  it  is  expanding  in  the  cylinder;  along  cd  it  is 
being  liquefied  in  the  condenser  or  being  discharged  to  the  atmos- 
phere. In  the  former  case,  the  resulting  liquid  reaches  the  feed 
pump  at  d.  In  the  latter,  a  fresh  supply  of  liquid  is  taken  in  at  t?, 
but  this  may  be  thermally  equivalent  to  the  liquid  resulting  from 
atmospheric  exhaust  along  cd.     (See  footnote.  Art.  502.)     The  four 

organs,  feed  pump,  boiler,  cylinder, 
and  condenser,  are  those  essential  in 
a  steam  power  plant.  The  cycle  rep- 
resents the  changes  undergone  by 
the  fluid  in  its  passage  through  them. 
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408.  Clausius  Cycle.  The  cycle 
of  Fig.  180,  worked  without  adiahatic 
compression^  is  known  as  that  of 
Clausius.  Its  entropy  diagram  is 
shown  as  dehc  in  Fig.  181,  that  of 
the  corresponding  Carnot  cycle  being 
dhhc.  The  Carnot  efficiency  is  obviously  greater  than  that  of  the 
Clausius  cycle.  For  wet  steam  the  corresponding  cycles  are  dekl 
and  dJikl. 


Fig.  181. 


Arts.  408-413. 
Cycles. 


Steam 


409.    Efficiency.     In  Fig.  181,  cycle  dehc,  the  efficiency  is 


dehc    _  idej  +jehK—  idcK _  h,  —  hg  +  L^, 
idehK  idej  -\-jehK  h^  —  ha-{-  L^, 


xjj^ 


BMtx,^dc^df==^^±^  = 

.  df 


,  if  the  specific  heat  of  the 
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liquid  be  unity.  Then  letting  T^  L  refer  to  the  state  5,  and  t^  I  to 
the  state  <?,  the  efficiency  is 

T-t^L  ^  T-t  +  L  ' 

which  is  determined  solely  hy  the  temperature  limits  T  and  t.  For 
steam  initially  wet,  the  efficiency  is 

■~"        T-t  +  XL 

410.  Work  Area.     In  Figs.  180,  181,  we  have 

ignoring  the  small  amount  of  Avork  done  by  the  feed  pump  in  forcing 

the  liquid  into  the  boiler.     But  jo^(v^  —  v^}  =  e^^  and  Pc^c^Vf  —  v,/)  =  x^.e^ 

(Art.  359),  whence 

W=  K  +  Li,-  ha  -  x,Lj., 

a  result  identical  with  the  numerator  of  the  first  expression  in  Art. 
409. 

411.  Rankine  Cycle.  The  cycle  dehgq.  Fig.  181,  ahgqd.  Fig.  180, 
is  known  as  that  of  Rankine  (67).  It  differs  from  that  of  Clausius 
merely  in  that  expansion  is  incomplete,  the  "  toe "  gcq^  Fig.  180, 
being  cut  off  by  the  limiting  cylinder  volume  line  gq.  This  is  the 
ideal  cycle  nearest  which  actual  steam  engines  work.  The  line  gq  in 
Fig.  181  is  plotted  as  a  line  of  constant  volume  (Art.  377).  The 
efficiency  is  obviously  less  than  that  of  the  Clausius  cycle ;  it  is 

ehgqd  _W,,+-W^-  TT,,  (Fig.  180) 
idebK  h^  —  h^  +  L^, 

K-ha-h  L^ 

The  values  of  ^^.,  Xg^  r^,  x^^  depend  upon  the  limiting  volume  Vg  =  v^, 
and  may  be  most  readily  ascertained  by  inspecting  Fig.  175.  The 
computation  of  these  properties  resolves  itself  into  the  problem  :  given 
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the  initial  state^  to  find  the  temperature  after  adiahatic  expansion  to  a 
given  volume.     We  have 

Vg-v^  =  x,j(i\-v;),  ng  =  n(,, 

loo-   ^A.1^ 


Avlience 


-  n^      n,  -  n,         L,  -^  T^ 

^^  =  ^r  +  J (v,  -  ?;,), 

in  which  Vg,  Te,  Li,  are  given,  Vr  =0.017,  and  Vs,  Ls  are  functions  of 
Tr,  the  value  of  which  is  to  be  ascertained.  The  greater  the  ratio 
of  expansion,  Vg-^Vi,,  Fig.  181,  with  given  cychc  hmitS;  the  greater 
is  the  efficiency. 

412.  Non-expansive  Cycle.  This  appears  as  debt,  Fig.  181 ;  smd'ahed,  Fig.  180. 
N"o  expansion  occurs ;  work  is  done  only  as  steam  is  evaporated  or  condensed. 
The  efficiency  is  (Fig.  181) 

debt    ^  Wg,  -  W,a  (Fig.  180)  ^  J^,(r,  -  r,)  -  jp.Q.,  -  ?;^) 
idebK  he-  ha+L^  h^-  Ji^  +  ij 

This  is  the  least  efficient  of  the  cycles  considered. 

413.  Pambour  Cycle.  The  cycle  debf,  Fig.  181,  represents  the  operation  of  a 
plant  in  which  the  steam  remains  dry  throughout  expansion.  It  is  called  the 
Pambour  cycle.  Expansion  may  be  incomplete,  giving  such  a  diagram  as  debuq* 
Let  abed  in  Fig.  180  represent  debf  in  Fig.  181.     The  efficiency  is 

external  work  done  external  work  done 


gross  heat  absorbed      heat  rejected  +  external  work  done 

_  Wab  +    ^Vhr  -   Wed  _  ?h(Vh  -  i'a)  +   16(  PbVh-P/Vf)  "  Pf(V/  -  Vd) 

Lf  +  Wah  +  Whc  -  Wed      Lf  +  p,,{vi,  -  y„)  +  16(^06^6  -PfVf)  -  P/(v^-  Vd)' 

in  which  the  saturation  curve  bf  may  be  represented  by  the  formula  joyie  =  con- 
stant (Art.  363).     A  second  method  for  computing  the  efficiency  is  as  follows: 

the  area  debf  —  I    -^dT,  in  which  7^  and  t  are  the  temperatures  along  eh  and  df 
respectively,  and  L={f)T=  1433  -  0.G95  T  (Art.  379).     This  gives 

debf=  1433  loge- -  0.695(r  -  0, 
and  the  efficiency  is 

debf  _        debf ^ 


idebfo     debf+  idfc      J433  ^^^^  T  _  QQg.^j._  ^^  ^  ^^ 
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The  two  computations  will  not  precisely  agree,  because  the  exponent  ^  does  not 
exactly  represent  the  saturation  curve,  nor  does  the  formula  for  L  in  terms  of  T 
hold  rigorously. 

Of  the  whole  amount  of  heat  supplied,  the  portion  Khfv  was  added 
during  expansioyi,  as  by  a  steam  jacket  (Art.  439).  To  ascertain  this 
amount,  we  have 

heat  added  by  jacket 

=  whole  heat  supplied  —  heat  present  at  beginning  of  expansion 

=  1433  log,-- 0.695(r-0  +  Zy-J^,  +  7i^-Z,. 

The  efficiency  is  apparently  less  than  that  of  the  Clausius  cycle  (Fig. 
181).  In  practice,  however,  steam  jacketing  increases  the  efficiency  of 
engines,  for  reasons  which  will  appear  (Art.  439). 


414.  Cycles  with  Superheat.  As  in  Art.  397,  three  cases  are  pos- 
sible. Figure  182  shows  the  Clausius  cycles  debxw,  dehyf^  dehzAf^ 
in  which  the  steam  is  respectively  wet,  dry,  and  superheated  at  the 
end  of  expansion.  To  appreciate 
the  gain  in  efficiency  due  to  super- 
heat, compare  the  first  of  these 
cycles,  not  with  the  dry  steam 
Clausius  cycle  dehc^  but  with  the 
superior  Oarnot  cycle  dhhc.  If  the 
path  of  superheating  were  h  (7,  the 
efficiency  would  be  unchanged ; 
the  actual  path  is  hx^  and  the  work 
area  5a;  O'  is  gained  at  100  per  cent 
efficiency.  The  cycle  dhhxw  is 
thus  more  efficient  than  the  Car- 
not  cycle  dhhc,  and  the  cycle 
dehxw  is  more  efficient  than  the  Clausius  cycle  dehc.  It  is  not  more 
efficient  than  a  Carnot  cycle  through  its  own  temperature  limits. 

The  cycle  dehyf  shows  a  further  gain  in  efficiency,  the  work  area 
added  at  100  per  cent  effectiveness  being  byE.  The  cycle  debzAf 
shows  a  still  greater  addition  of  this  desirable  work  area,  but  a  loss  of 
area  AfB  now  appears.  Maximum  efficiency  appears  to  be  secured 
with  such  a  cycle  as  the  second  of  those  considered,  in  which  the 
steam  is  about  dry  at  the  end  of  expansion.    The  Carnot  formula 


Fig    182. 


Art.  414.  —Cycles  with 
Superheat. 
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suggests  the  desirability  of  a  high  upper  temperature,  and  superheating 
leads  to  this  ;  but  when  superheating  is  carried  so  far  as  to  appreciably 
raise  the  temperature  of  heat  emission^  as  in  the  cycle  dehzAf  the 
efficiency  begins  to  fall. 

415.  Efficiencies.     The  work  areas  of  the  three  cycles  discussed 
may  be  thus  expressed  : 

^^debxw    =  -^debxw    =  J^de  +  -"e&  +  J^bx  ~  -"-wd 

^^debyf     —  ^debyf    —  ^de  +  ^eb  +  J^by  ~  ^fd 
'^debzAf  —  -H-debzAf  —  ^de  +  -"e6  +  J^bz  ~  ^Af  ~  ^fd 

in  which  Jc-^,  Jc^,  ^3,  ^4,  refer  to  the  mean  specific  heats  over  the  re- 
spective pressure  and  temperature  ranges.  The  efficiencies  are 
obtained  by  dividing  these  expressions  by  the  gross  amounts  of  heat 
absorbed.  The  equations  given  in  Art.  397  permit  of  computation 
of  such  quantities  as  are  not  assumed. 

416.  Itemized  External  Work.  The  pressure  and  temperature  at  the 
beginning  of  expansion  being  given,  the  volume  may  be  computed  and 
the  external  work  during  the  reception  of  heat  expressed  in  terms  of 
P  and  Fl  The  temperature  or  pressure  at  the  end  of  expansion  being  • 
given,  the  volume  may  be  computed  and  the  negative  external  work 
during  the  rejection  of  heat  calculated  in  similar  terms.  The  whole 
work  of  the  cycle,  less  the  algebraic  sum  of  these  two  work  quantities 
(the  feed  pump  work  being  ignored),  equals  the  work  under  the 
adiabatic,    which   may  be  approximately  checked  from  the  formula 

f-  ,  a  suitable  value  being  used  for  n  (Art.  394).     A  second 

71—1 

approximation  may  be  made  by  taking  the  adiabatic  work  as  equivalent 

to  the  decrease  in  internal  energy,  which  at  any  superheated  state  has 

k 
the  value  A  +  r  +  -{T—  ^),  T  being  the  actual  temperature,  and  A,  r, 

1/ 
t  referring  to  the  condition  of  saturated  steam  at  the  stated  pressure. 

The  most  simple  method  of  obtaining  the  total  work  of  the  cycle  is  to 
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read  from  Fig.  177  the  "  total  heat  "  vahies  at  the  beginning  and  end 
of  expansion.  (See  the  author's  "  Vapors  for  Heat  Engines,"  D. 
Van  Nostrand  Co.,  1912.) 

417.  Comparison   of   Cycles.     In   Fig.  183,  we  have  the  following 
cycles: 
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Fig.  183.    Arts.  417,  441,  442.  —  Seventeen  Steam  Cycles. 


Clausius, 


Rankine, 

Non-expansive, 

Pambour, 


with  dry  steam,  dehc  (the  corresponding  Carnot 

cycle  being  dhbe^; 
with  wet  steam,  dekl ; 
with  dry  steam,  dehgq; 
with  wet  steam,  dekJq\ 
with  dry  steam,  debt ; 
with  wet  steam,  dekK\ 
complete  expansion,  debf\ 
incomplete  expansion,  dehuq; 
Superheated  to  x^  complete  expansion,  dehxw ; 

incomplete  expansion,  dehxLiiq', 
no  expansion,  dehxNp-, 
Superheated  to  ?/,  complete  expansion,  dehyf; 

incomplete  expansion,  dehyMuq-, 
no  expansion,  dehi/Rs\ 
Superheated  to  z,  complete  expansion,  dehzAf; 
incomplete  expansion,  dehzTuq; 
no  expansion,  debz  Vw. 
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The  lines  th^  pNx,  ^Ry-,  wVz^  quT^  are  lines  of  constant  volume. 
Superheating  without  expansion  would  be  unwise  on  either  technical 
or  practical  grounds  ;  superheating  with  incomplete  expansion  is  the 
condition  of  universal  practice  in  reciprocating  engines.  The 
seventeen  cycles  are  drawn  to  PT-^  coordinates  in  Fig.  184. 
p 
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Fig.  184.     Arts.  417,  423,  424,  517.  —  Seventeen  Steam  Cycles. 


Illustrative  Problem 

To  compare  the  efficiencies,  and  tiie  cyclic  areas  as  related  to  the  maximum  volume  at- 
tained: let  the  maximum  pressure  be  140  lb.,  the  minimum  pressure  2  lb.,  and  consider 
the  Clausius  cycle  (a)  with  steam  initially  dry,  (b)  with  steam  initially  90  per  cent 
dry;  the  Rankine  with  initially  dry  steam  and  a  maximum  volume  of  13  cu.  ft., 
the  same  Rankine  with  steam  initially  90  per  cent  dry ;  the  non-expansive 
with  steam  dry  and  90  per  cent  dry;  the  Pambour  (a)  with  complete  expansion 
and  (b)  with  a  maximum  volume  of  13  cu.  ft. ;  and  the  nine  types  of  superheated 
cycle,  the  steam  being;  (a)  96  per  cent  dry,  (b)  dry,  (c)  40"^  F.  superheated,  at  the 
end  of  complete  expansion ;  and  expansion  being  (a)  complete,  (b)  limited  to  a 
maximum  volume  of  13  cu.  ft.,  (c)  eliminated. 

L    Clausius  cycle.     The  gross  heat  absorbed  ish^^Q  —  h2  +  L^^Q=324:.6  —  94:.0  +  SQ7.Q 

=  1098.2. 
The  dryness  at  the  end  of  expansion  is  dc  -=-  df,  Fig.  183,  =  {n^  —  nd-\- neb)  -^  ^d/ 

=  (0.5072  -  0.1749  +1.0675)  -=-  1.7431  =  0.803. 
The  heat  rejected  along  cd  is  XcLf  =  0.803  x  1021  =  819.4- 


Thework  done  is  1098.2- 819.4  =  ^7<?.55.  t.  u.     The  efficiency  is 
The  efficiency  of  the  corresponding  Carnot  cycle  is 


278.8 
1098.2 


0.254. 


353.1-126.15 
353.1-1-  459.6 


=  0.£8. 


+  ^k^i 


II.    Clausius  cycle  ivith  icet  steam.     The  gross  heat  absorbed  is  h-^^^ 
=  324.6  -  94.0  +  (0.90  x  867.6)  =  1015.44- 
The  dryness   at    the  end   of   expansion    is   dl  -^  df=  (rig  —  Wd  +  n^j^)  -r-  n^/ 
=  (0.5072  -  0.1749  +  0.90  x  1.0675)  -  1.7431  =  0.74i, 
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The  heat  rejected  along  Id  is  XiLf  =  0.741  x  1021  =  756. 
The  toork  done  is  1015.44  -  756  =  B59.44  B.  t.  u.  • 

The  efficiency  is   "      —  =  0.254' 
-"  ^       1015.44 

(It  is  in  all  cases  somewhat  less  than  that  of  the  initially  dry  steam  cycle.) 

III.  Rankine  cyclcy  dry  steam.     The  gross  heat  absorbed,  as  in  T,  is  1098.2. 

The  work  along  de,  Fig.  184,  is  144  x  138  x  0.017  =  338.5 foot-pounds  (Art.  407); 
along  eb  is  144  x  140  x  (Fj  -  0.017)  =  64,300  foot-pounds  ; 

(n  =  3.219) 
along  bg  is  hg  +  rj,  —  hz  —  cCgr^  =  109.76  B.  t.  u. 

(From  Fig.  175,  f^  =  247^  F.,  whence  i,  =  947.4,  F«=14.52,  x,=  H'l^^^Hj 

=  0.895.) 

^  [0.5072-2.3  (log  7;  -  log  491.6)  +  1.0675]  T^ 
1433  -  0.695  Tg 
For  Tg  =  247°  F.  =  706.6°  absolute,  this  equation  gives  Xg  =  0.905  ;  a  suffi- 
cient check,  considering  that  Fig.  175  is  based  on  a  different  set  of  values 
than  those  used  in  the  steam  table.     Then  hz  =  215.4,  r^  =  871.6. 
The  work  along  qd  is  Pa(  V^  -  Va)  =  144  x  2  x  (13  -  0.017)  =  3740  foot- 
pounds. 
The  whole  work  of  the  cycle  is  64300  -  338.5  -  3740      -^^g  .^g  ^  ^^^^^  ^  ^^  ^ 
-^    ^   ^  778 

The  efficiency  is  )^1^  =  0.1704. 
-^  ^       1098.2 

IV.  Rankine  cycle,  wet  steam.     The  gross  heat  absorbed  is  as  in  II,  1015.44- 

The  negative  loork  along  de  and  qd  is,  as  in  III,  338.5  +  3740  =  4078.5  foot- 
pounds. 
The  work  along  ek  is  144  x  140  x  0.90(F6  -  0.017)=  57,870  foot-pounds. 
The  work  along  kJ  is  he  +  ^^•^6  —  hx  —  Xjry  =  99.8  B.  t.  u. 
(From  Fig.  175,  f^^  242°  F.,  whence  Ax=  210.3,  r j.  =  875.3,  Fr  =  15.78, 
13-0.017    ^Q3^e 
15.78-0.017  ^ 

The  whole  work  of  the  cycle  is  57870  -  4078.5      gg  g  ^  ^^^.^  ^^  ^^  ^^ 

The  efficiency  is  J^9J_  ^  qj^qq'^^ 
-"  ^       1015.44 

V.    Non-expansive  cycle,  dry  steam.     The  gross  heat  absorbed,  as  in  I,  is  1098.2. 
.    The  7vork  along  de,  as  in  III,  is  338.5  foot-pounds ; 
along  eb,  as  in  III,  is  64,300  foot-pounds ; 

along  td  is pa{Vi  -  F^)  =  144  x  2  X  (3.219  -  0.017)=  922 foot-pounds. 
The  whole  work  of  the  cycle  is 

64,300  -  338.5  -  922  =  63,039.5  foot-pounds  =  81.05  B.  t.  u. 

The  efficiency  is   ^^'^^  =  0.074. 
""  1098.2 
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VI.  Non-expansive  cycle,  icet  steam.  The  gross  heat  absorbed,  as  in  II,  is  IOI5.44. 
The  ivork  along  de,  ek,  as  in  IV,  is  -  338.5  +  57,870  =  57, 5S1.5  foot-pounds. 
The  work  along  Kd  is 

i'dCFiT-  0.017)=  144  X  2  X  0.90  x  (3.219  -  0.17)=  829.8  foot-pounds. 
The  whole  work  of  the  cycle  is 

57,531.5  -  829.8  =  56,701.7  foot-pounds  =  73  B.  t.  u. 
70  0 
The  efficiency  is  =  0.0722. 

-^  ^       1015.44 

VII.    Pambour  cycle,  complete  expansion.     The  heat  rejected  is  Lf=  1021.0. 

The  work  along  de,  eh,  as  in  III,  is  —  338.5  +  64300  =  63,961.5  foot-pounds. 
The  work  along  bf  is 


PiV,-PfVf^  ^^^/(14Q  X  3.219) -(2  x  173.5) 
n  -  1  I  11-1 


236,800  foot-pounds. 


The  work  along  fd  is  Pd{  Vf  -  Vd)  =  2  x  144  (173.5  -  0.017)  =  49,900  foot- 
pounds. 

The  whole  tcork  of  the  cycle  is  63,961.5  +  236,800  -  49,900  =  250,861.5  foot- 
pounds. 

(Otherwise  1433 loge—-  0.695 (T  -  0  =  312  B.  t.  u.  =  242,000  foot-pounds 
(Art.  413).)  ^ 

Using  a  mean  of  the  two  values  for  the  whole  work,  the  gross  heat  absorbed 

is  ?^^  +  1021  =  1340  B.  t.  u.  and  the  efficiency  is      ^^^^^^      =  0.238. 
778  1)  J       773  ^  -^3^0 

The  heat  supplied  by  the  jacket  is  1340  —  1098.2  =  246.8  B.  t.  u. 

VIII.  Pambour  cycle,  incomplete  expansion  (debuq).  In  this  case,  we  cannot 
directly  find  the  heat  rejected,  nor  can  we  obtain  the  work  area  by  inte- 
gration.* From  Fig.  175  (or  from  the  steam  table),  we  find  T^  =  253.8"  F., 
Pu=  31.84.     The  heat  area  under  bu  is  then,  very  nearly, 

^^-^(/^u-/i5)-^i^^^4^^^  (1.6953  -  1.5747)  =  92  B.  t.  u. 

The  whole  heat  absorbed  is  then  1098.2  +  92  =  1190  2  B.  t.  u. 

The  work  along  de,  eh,  as  in  VII,  is  63,961.5  foot-pounds. 

The  work  along  bu  is  144  x  16[(140  x  3.219)-  (31.84  x  13)]  =  85,800  foot- 
pounds. 

The  work  along  qd,  as  in  III,  is  3740  foot-pounds. 

The  whole  work  of  the  cycle  is 

63,961.5  +  85,800  -.  3740  =  146,021.5  foot-pounds  =  188.2  B.  t.  u. 

The  efficiency  is  i?M_  =  0.1585. 
■^  -^       1190.2 

*  A  satisfactory  solution  may  be  had  by  obtaining  the  area  of  the  cycle  in  two  parts,  a 
horizontal  Hue  beiug  drawn  through  u  to  dp.  Tlie  upper  part  may  then  be  treated  as  a  com- 
plete-expansion Pambour  cycle  and  the  lower  as  a  non-expansive  cycle.  The  gross  heat 
absorbed  is  equal  to  the  work  of  the  upper  cycle  plus  the  latent  heat  of  vaporization  at  the 
division  temperature  plus  the  difference  of  the  heats  of  liquid  at  the  division  temperature 
and  the  lowest  temperature. 

A  somewhat  similar  treatment  leads  to  a  general  solution  for  any  Rankine  cycle :  in 
which,  if  the  temperature  at  the  end  of  expansion  be  given,  the  use  of  charts  becomes 
unnecessary. 
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IX.  Superheated  cycle,  steam  0.96  dry  at  the  end  of  expansion;  complete  expansion; 

cycle  debxw.     We  have  n,„  =  na+Xy,ndf=O.Vl^Q  +  (0.96  x  1.7431)  =  1.8449. 
The  state  x(nx  =  n,„)  may  now  be  found  either  from  Fig.  175  or  from  the 
superheated  steam  table.  Using  the  last,  we  find  T^  —  931 .1°  F.,  H^  =  1481.8, 
Vx  —  5.06.     The  whole  heat  absorbed,  measured  above  T^,  is  then 
1481.8  -  94.0  =  1387.8. 

The  heat  rejected  is  x^Lf  -  0.96  x  1021  =  981. 

The  external  work  done  is  1387.8  —  981  =  406.8,  and  the  efficiency  is 

^^^=0.B93. 
1387.8 

(The  efficiency  of  the  Carnot  cycle  within  the  same  temperature  limits  is 

9.31.1-126.15^ 

931.1  +  459.6  ^ 

X.  The  same  superheated  cycle,  with  incomplete  expansion. 
The  whole  heat  absorbed,  as  before,  is  1387.8. 

Tlie  loork  done  along  de,  eb,  as  in  III,  is  63,961.5  foot-pounds. 
The  ivork  done  along  bx  is 

Ph{V^  -  Vi)  =  144  X  140(5.96  -  3.219)=  55,000 foot-pounds. 
.The  work  done  along  xL  is 

P^'^-'Pr^\  ^  144  f(140x5.96)_-(51.1xl3)^  ^  81,500  foot-pounds. 


n-1  \  0.298 

(Fi  =  13,  P.ni-298  =  PlVj}-^\  Pjr  =  llO^^V"^  =  51.1 ;    a    procedure 

which  is,  however,  only  approximately  correct  (Art.  391).) 
The  work  along  qd,  as  in  III,  is  374-0  foot-pounds. 
The  lohole  work  of  the  cycle  is 
63,961.5  +55,000  +  81,500  -  3740  =  196,721.5  foot-pounds  =  253.5  B.  t.  u. 

The  efficiency  is  '—  =  0.183. 

•^  '^       1387.8 

XI.    The  same  superheated  cycle,  worked  non-expansively .     The  gross  heat  absorbed 
is  1387.8. 
The  work  along  de,  eb,  bx,  as  in  X,  is  118,961.5  foot-pounds. 
The  ivork  along  pd  is  2  x  144  x  (5.96  -  0.017)  =  1716  foot-pounds. 
The  whole  work  of  the  cycle  is 

118,961.5  -  1716  =  117, £43. 5  foot-pounds  =  150.6  B.  t.  u. 

The  efficiency  is  iiZM.  =  0.1086. 

1387.8 

XII.  Superheated  cycle,  steam  dry  at  the  end  of  expansion,  complete  expansion  ;  cycle 
debyf 
We  have  ny  =  w/  =  1.918.  This  makes  the  temperature  at  y  above  the 
range  of  our  table.  Figure  171  shows,  however,  that  at  high  tempera- 
tures the  variations  in  the  mean  value  of  k  are  less  marked.  We  may 
perhaps  then  extrapolate  values  in  the  superheated  steam  table,  giving 
Ty  =  1120.1°  F.,  Hy  =  1573.,5,  Vy  =  6.81.  The  whole  heat  absorbed,  above 
Ta,  is  then  1573.5  -  94.0  =  1479.5.     The  heat  rejected  is  L^  =  1021. 


282  APPLIED  THERMODYNAMICS 

The  external  work  done  is  1479.5  —  1021  =  458.5  B.  t.  u.,  and  the  efficiency 

is  ^^  =  0.81, 
1479.5 

XIII.  Superheated  cycle  as  ahove^  hut  with  incomplete  expansion.     The  gross  heat 

absorbed  is  1479.5. 

The  work  done  along  de,  eb,  as  in  III,  is  6 3 .,96 1.5  foot-pounds. 

The  work  done  along  by  is  144  x  140  x  (6.81  -  3.219)  =  72,200  foot-pounds. 

/6  81\^-2^^ 
The  pressure  at  M  is  140  f  -^-—  J        =  60.3  pounds,  approximately. 

The  work  done  along  yM  is  144  f(^^^  ^  6.81)  -  (60.3  x  13)  \  ^  ^^^^^^  ^^^^_ 

pounds,  also  approximately. 
The  work  done  along  qd,  as  in  III,  is  3740  foot-pounds. 
The  whole  work  of  the  cycle  is 

63,961.5  +  72,200  +  81,100  -  3740  =  213,521.5  foot-pounds  =  275  B.  t.  u. 

The  efficiency  is        '       =  0.187. 
•^  ^       1479.5 

XIV.  Superheated  cycle  as  above,  but  without  expansion.     The  gross  heat  absorbed 

is  1479.5. 
The  work  along  de,  eb,  by,  as  in  XIII,  is  136,161.5  foot-pounds. 
The  work  along  sd  is  2  x  144  x  (6.81  -  0.017)  =  1952  foot-pounds. 
The  total  work  is  136,161.5  -  1952  =  134,209.5  foot-pounds  =  172.7  B.  t.  u. 

179  7 
The  efficiency  is      '     '    =  0.117. 
-"  ^       1479.5 

XV.  Superheated  cycle,  steam  superheated  40°  F.  at  the  end  of  expansion ;  expan- 
sion complete ;  cycle  debzAf.  We  have  n^  =  n^  =  1.9486.  A  rather 
doubtful  extrapolation  now  makes  T,  =  1202.1°  F.,  H,  =  1613.4,  V^ 
=  7.18.  The  whole  heat  absorbed  is  1613.4  -  94.0  =  1519.4.  The  heat  re- 
jected is  H^  =  1133.2.     The  total  work  is  1519.4  -  1133.2  =  386.2  B.  t.  m., 

386  2 

and  the  efficiency  is  '—  =  0.255. 

1519.4 

XVI.    The  same  superheated  cycle,  toith  incomplete  expansion.     The  pressure  at  T  is 

140 (^ — ^1        =65.3  pounds.     The  tcork   along  zT  (approximately)  is 

144  /(140  X  7.18) -(6.5.3  xl3)\  ^  73^900  foot-pounds.     The  whole  work  is 

63,961.5  +  [144  X  140  x  (7.18  -  3.219)]  +  73,900  -  3740  =  213,921.5  foot- 

275  3 
pounds  =  275.3  B.  t.  u.,  and  the  efficiency  is  t-^^  =  0.182. 

1519.4 

XVII.  The  same  superheated  cycle  without  expansion.  The  total  work  is  63,961.5  + 
[144  X  140  X  (7.18  -  3.219)]  -  [2  x  144  x  (7.18  -  0.017)]  =141,701.5  foot- 
pounds =  182.2  B.  t.  u.,  and  the  efficiency  is  0.1203. 

418.    Discussion  of  Results.     The  saturated  steam  cycles  rank  in 
order  of  efficiency  as  follows:  Carnot,  0.28;  Clausius,  with  dry  steam, 
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0.254 ;  with  wet  steam,  0.254  (a  greater  percentage  of  initial  wetness 
would  have  perceptibly  reduced  the  efficiency) ;  Pambour,  with  com- 
plete expansion,  0.238  ;  with  incomplete  expansion,  0.1585  ;  Rankine, 
with  dry  steam,  0.1704  ;  with  wet  steam,  0.1667;  non-expansive,  with 
dry  steam  0.074;  with  wet  steam,  0.0722.  The  economical  impor- 
tance of  using  initially  dry  steam  and  as  much  expansion  as  possible 
is  evident.  The  Pambour  type  of  cycle  has  nothing  to  commend  it, 
the  average  temperature  at  which  heat  is  received  being  lowered. 
The  Rankine  cycle  is  necessarily  one  of  low  efficiency  at  low  expan- 
sion, the  non-expansive  cycle  showing  the  maximum  waste. 

Comparing    the    superheated    cycles,   we    have    the    following 
efficiencies : 


Cycle 

Complete  Expansion 

Incomplete  Expansion 

No  Expansion 

debxio 
debyf 
dehzAf 

0.293 

0.31 

0.255 

0.183 
0.187 
0.182 

0.1086 

0.117 

0.1203 

The  approximations  used  in  solution*  will '  not  invalidate  the 
conclusions  (a)  that  superheating  gives  highest  efficiency  when  it  is 
carried  to  such  an  extent  that  the  steam  is  about  dry  at  the  end  of 
complete  expansion;  (&)  that  incomplete  expansion  seriously  re- 
duces the  efficiency  ;  (c)  that  in  a  non-expansive  cycle  the  effi- 
ciency increases  indefinitely  with  the  amount  of  superheating.  As 
a  general  conclusion,  the  economical  development  of  the  steam  en- 
gine seems  to  be  most  easily  possible  by  the  use  of  a  superheated 
cycle  of  the  finally-dry-steam  type,  with  as  much  expansion  as  pos- 
sible. We  shall  discuss  in  Chapter  XIII  what  practical  modifica- 
tions, if  any,  must  be  applied  to  this  conclusion. 

The  limiting  volumes  of  the  various  cycles  are 
V,  for  the  Carnot,  I,  =  139.3.  V^  for  IX       =  166.5. 

Vi  for  II  =  128.2.  V,  for  XI       =  5.96. 

F;=r^forIII,IV,VIII,X,XIII,XVI  =  13.0. 
r,  for  V  =  3.219. 
Vk  for  VI  =  2.9. 
F^for  VII,  XII  =  173.5. 

*  See  footnote,  Problem  53,  page  255. 


Vy  for  XIV 

=  6.81. 

V^  for  XV 

=  186.1. 

V,  for  XVII 

=  7.18. 
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The  capacity  of  an  engine  of  given  dimensions  is  proportional  to 
cyclic  area 


,  which  quotient  has  the  following  values* :  — 


maximum  volume 

Carnot,  temperature  range  x  entropy  range 
=  226.95(1.5747  -  0.1749)=  317.5:  quotient 


317.5 


I.  278.8^139.3  =  2.00.  X. 

II.  259.44-128.2  =  2.015.  XL 

in.  187.29-13  =  14.4.  XIL 

IV.  169.1-13=13.0.  XIIL 

V.  81.05 -^  3.219  =  25.L  XIV. 

VI.  73.0-2.9=25.1.  XV. 

VIL  318-1-173.5  =  1.84.  XVL 

VIII.  188.2-13  =  14.5.  XVIL 

IX.  406.8-^166.5  =  2.445. 


139.3 
253.5^13  =  19.45. 
150.6-5.96  =  25.3. 
458.5-173,5  =  2.65. 
275-13  =  21.1. 
172.7 --6.81=  25.4. 
386.2 --186.1  =  2.075 
275.3 -13  =  21. L 
182.2 --7.18  =  25.5. 


=  2.29. 


Here  we  find  a  variation  much  greater  than  is  the  case  with  the 
efficiencies ;  but  the  values  may  be  considered  in  three  groups,  the 
first  including  the  five  non-expansive  cycles,  giving  maximum 
capacity  (and  minimum  efficiency)  ;  the  second  including  the  six 
cycles  with  incomplete  expansion,  in  which  the  capacity  varies  from 
13  to  21.1  and  the  efficiency  from  0.1585  to  0.187;  and  the  third 
including  six  cycles  of  maximum  efficiency  but  of  minimum  capacity, 
ranging  from  1.84  to  2.65.  In  this  group,  fortunately,  the  cycle  of 
maximum  efficiency  (XII)  is  also  that  of  maximum  capacity. 

*  The  assumption  of  a  constant  limiting  volume  line  Twg,  Fig.  183,  is  scarcely 
fair  to  the  superheated  steam  cycles.  In  practice,  either  the  ratio  of  expansion  or  the 
amount  of  constant  volume  pressure-drop  at  the  end  of  expansion  is  assumed.  As  tlie 
first  increases  and  the  second  decreases,  the  economy  increases  and  the  capacity  figure 
decreases.  The  following  table  suggests  that  with  either  an  equal  pressure  drop  or  an 
equal  expansion  ratio  the  efficiencies  of  the  superheated  cycles  would  compare  still 
more  favorably  with  that  of  the  Kankine  :  — 

Cycles  with  Incomplete  Expansion 


Cycle 

llATio  OF  Expansion 

Pressure  Drop 

Rankine 
Superheat  I 
Superheat  II 
Superheat  III 

Vb  =  13  - 
V,  =  13  - 
Vy  =  13  - 
V,  =  13  - 

-  3.211)  =  4.04 
-5.9G    =2.185 
-6.81    =1.01 
-7.18    =1.815 

Pg  -  r,^  =  26.3 
P^_P,=49.1 
f^^-P,  =  58.3 
Pt-P^  =  63.3 
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Practically,  high  efficiency  means  fuel  saving  and  high  capacity 
means  economy  in  the  first  cost  of  the  engine.  The  general  incom- 
patibility of  the  two  affords  a  fundamental  commercial  problem  in 
steam  engine  design,  it  being  the  function  of  the  engineer  to  estab- 
lish a  compromise. 

419.  The  Ideal  Steam  Engine.  No  engine  using  saturated  steam  can  develop 
an  efficiency  greater  than  that  of  the  Clausius  cycle,  the  attainable  temperature 
limits  in  present  practice  being  between  100"^  and  400°  F.,  or,  for  non-condensing 
engines,  between  212°  F.  and  400°  F.  The  steam  engine  is  inherently  a  wasteful 
machine ;  the  wastes  of  practice,  not  thus  far  considered  in  dealing  with  the  ideal 
cycle,  are  treated  with  in  the  succeeding  chapter. 

The  Steam  Tables 

420.  Saturated  Steam.  The  table  on  pages  247,  248  is  abridged  from  Marks' 
and  Davis'  Tables  and  Diagrams  (18).  In  computing  these,  the  absolute  zero 
was  taken  at  —  459.64°  F. ;  the  values  of  h  and  «,„  were  obtained  from  the  experi- 
ments of  Barnes  and  Dietrici  (68)  on  the  specific  heat  of  water;  the  mechanical 
equivalent  of  heat  was  taken  at  777.52  ;  the  pressure-temperature  relation  as  found 
by  Holborn  and  Henning  (Art.  360)  ;  the  thermal  unit  is  the  "mean  B.  t.  u."  (see 
footnote,  Art.  23)  ;  the  value  of  H  is  as  in  Art.  388 ;  and  the  specific  volumes 
were  computed  as  in  Art.  368.     The  symbols  have  the  following  significance:  — 

P  =  pressure  iu  pounds  per  square  inch,  absolute ; 
7"=  temperature  Fahrenheit; 
F=  volume  of  one  pound,  cubic  feet; 
h  =  heat  in  the  liquid  above  32°  F.,  B.  t.  u. ; 
H=  total  heat  above  32°  F.,  B.  t.  u. ; 
L  =  heat  of  vaporization  =  II  —  h,  B.  t.  u. ; 

r  —  disgregation  work  of  vaporization  =  L  —  e  (Art.  359),  Bo  t.  u. ; 
r?,„  =  entropy  of  the  liquid  at  the  boiling  point,  above  32°  F. ; 

tie  =  entropy  of  vaporization  =  —  I 

7is  =  total  entropy  of  the  dry  vapor  =nto~{-  ne. 

421.  Superheated  Steam.  The  computations  of  Art.  417  may  suggest  the 
amount  of  labor  involved  in  solving  problems  involving  superheated  steam.  This 
is  largely  due  to  the  fact  that  the  specific  heat  of  superheated  steam  is  variable. 
Figure  177,  representing  Thomas'  experiments,  may  be  employed  for  calculations 
which  do  not  include  volumes;  and  volumes  may  be  in  some  cases  dealt  with  by 
the  Linde  formula  (Art.  363).  The  most  convenient  procedure  is  to  use  a  table, 
such  as  that  of  Heck  (71),  or  of  Marks  and  Davis,  in  the  work  already  referred  to. 
On  the  following  page  is  an  extract  from  the  latter  table.  The  values  of  k  used 
are  the  result  of  a  harmonization  of  the  determinations  of  Knoblauch  and  Jakob 
(Art.  381)  and  Holborn  and  Henning  (69)  and  other  data  (70).  They  differ 
somewhat  from  those  given  in  Fig.  170.     The  total  heat  values  are  obtained  by 
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adding  the  values  of  k(T  —  t)  over  successive  short  intervals  of  temperature  to 
the  total  heat  at  saturation  ;  the  entropy  is  computed  in  a  corresponding  manner. 
The  specific  volumes  are  from  the  Linde  formula. 


PROPERTIES  OF  SUPERHEATED  STEAM 


Superheat,  °F 

40 

90 

300 

300 

400 

500 

600 

Absolute  Pressure 

'  t  =  141.7 

191.7 

301.7 

401.7 

501.7 

601.7 

701.7 

Lbs.  per  Square  Inch 

V  =  357.8 

387.9 

453.7 

513.4 

573.1 

632.7 

692.4 

1 

//=  1122.6 

1145.3 

119.5.6 

1241.5 

1287.6 

1334.1 

1381.0 

n  =  2.00(>9 

2.0434 

2.1145 

2.1701 

2.2218 

2.2679 

2.4100 

■  t  =  166.1 

216.1 

326.1 

426.1 

526.1 

626.1 

726.1 

a 

V  =  186.1 

201.2 

234.2 

264.1 

293.9 

323.8 

353.6 

//=:  1133.2 

1156.1 

1206.4 

1252.4 

1298.6 

1345.2 

1392.2 

n   =  1.9486 

1.9836 

2.0529 

2.1071 

2.1.586 

2.2044 

2.2459 

'  t  =  280.1 

330.1 

440.1 

540.1 

640.1 

740.1 

840.1 

V  =  17.35 

18.61 

21.32 

23.77 

26.20 

28.61 

31.01 

25 

iy=  1179.6 

1203.4 

1255.6 

1302.8 

1350.1 

1397.5 

1445.4 

n  =  1.7402 

1.7712 

1.8330 

1.8827 

1.9277 

1.9688 

2.0078 

'  t  =  367.8 

417.8 

527.8 

627.8 

727.8 

827.8 

927.8 

100 

F=4.72 

5.07 

5.80 

6.44 

7.07 

7.69 

8.31 

iy=  1208.4 

1234.6 

1289.4 

1337.8 

138.5.9 

1434.1 

1482.5 

n  =  1.6294 

1.6600 

1.7188 

1.7656 

1.8079 

1.8468 

1.8829 

■  t  =  393.1 

443.1 

553.1 

6.53.1 

753.1 

853.1 

9.53.1 

140 

F=3.44 

3.70 

4.24 

4.71 

5.16 

5.61 

6.06 

H  =  1215.8 

1242.8 

1298.2 

1346.9 

1395.4 

1443.8 

1492.4 

n  =  1.6031 

1.6338 

1.6916 

1.7376 

1.7792 

1.8177 

1.8533 

'  t  =  398.5 

448.5 

5.58.5 

658.5 

758.5 

858.5 

958.5 

F-3.22 

3.46 

3.97 

4.41 

4.84 

5.25 

5.67 

150 

'   iy=  1217.3 

1244.4 

1300.0 

1348.8 

1397.4 

1445.9 

1494.6 

n  =  1.5978 

1.6286 

1.6862 

1.7320 

1.7735 

1.8118 

1.8474 

t  =  temperature  Fahrenheit ;   V  =  specific  volume  ;  H  =  total  heat  above  32°  F. ; 
n  =  entropy  above  32°  F. 

(Condensed  from  Steam  Tables  and  Diagrams,  by  Marks  and  Davis,  with  the  per- 
mission of  the  publishers,  Messrs.  Longmans,  Green,  &  Co.) 
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PROPERTIES   OF   DRY   SATURATED   STEAM 

(Condensed  from  Steam  Tables  and  Diagrams,  by  Marks  and  Davis,  with  the  permis- 
sion  of  the  publishers,  Messrs.  Longmans,  Green,  &  Co.) 


p 

T 

r 

A 

L 

H 

r 

nw 

«e 

^s 

1 

101.83 

333.0 

69.8 

1034.6 

1104.4 

972.9 

0.1327 

1.8427 

1.9754 

2 

126.15 

173.5 

94.0 

1021.0 

1115.0 

956.7 

0.1749 

1.7431 

1.9180 

3 

141.52 

118.5 

109.4 

1012.3 

1121.6 

946.4 

0.2008 

1.6840 

1.8848 

4 

153.01 

90.5 

120.9 

1005.7 

1126.5 

938.6 

0.2198 

1.6416 

1.8614 

5 

162.28 

73.33 

130.1 

1000.3 

1130.5 

932.4 

0.2348 

1.6084 

1.8432 

6 

170.06 

61.89 

137.9 

995.8 

1133.7 

927.0 

0.2471 

1.5814 

1.8285 

7 

176.85 

53.56 

144.7 

991.8 

1136.5 

922.4 

0.2579 

1.5582 

1.8161 

8 

182.86 

47.27 

150.8 

988.2 

1139.0 

918.2 

0.2673 

1.5380 

1 .8053 

9 

188.27 

42.36 

15&.2 

985.0 

1141.1 

914.4 

0.2756 

1.5202 

1.7958 

10 

193.22 

38.38 

161.1 

982.0 

1143.1 

910.9 

0.2832 

1.5042 

1.7874 

11 

197.75 

35.10 

165.7 

979.2 

1144.9 

907.8 

0.2902 

1.4895 

1.7797 

12 

201.96 

32.36 

169.9 

976.6 

1146.5 

904.8 

0.2967 

1.4760 

1.7727 

13 

205.87 

30.03 

173.8 

974.2 

1148.0 

902.0 

0.3025 

1.4639 

1.7664 

14 

209.55 

28.02 

177.5 

971.9 

1149.4 

899.3 

0.3081 

1.4523 

1.7604 

15 

213.0 

26.27 

181.0 

969.7 

1150.7 

896.8 

0.3133 

1.4416 

1.7549 

16 

216.3 

24.79 

184.4 

967.6 

1152.0 

894.4 

0.3183 

1.4311 

1.7494 

17 

219.4 

23.38 

187.5 

965.6 

1153.1 

892.1 

0.3229 

1.4215 

1.7444 

18 

222.4 

22.16 

190.5 

963.7 

1154.2 

889.9 

0.3273 

1.4127 

1.7400 

19 

225.2 

21.07 

193.4 

961.8 

1155.2 

887.8 

0.3315 

1.4045 

1.7360 

20 

228.0 

20.08 

196.1 

960.0 

1156.2 

885.8 

0.3355 

1.3965 

1.7320 

21 

230.6 

19.18 

198.8 

958.3 

1157.1 

883.9 

0.3393 

1.3887 

1.7280 

22 

233.1 

18.37 

201.3 

956.7 

1158.0 

882.0 

0.3430 

1.3811 

1.7241 

23 

235.5 

17.62 

203.8 

955.1 

1158.8 

880.2 

0.3465 

1.3739 

1.7204 

24 

237.8 

16.93 

206.1 

953.5 

1159.6 

878.5 

0.3499 

1.3670 

1.7169 

25 

240.1 

16.30 

208.4 

952.0 

1160.4 

876.8 

0.3532 

1.3604 

1.7136 

26 

242.2 

15.72 

210.6 

950.6 

1161.2 

875.1 

0.3564 

1 .3542 

1.7106 

27 

244.4 

15.18 

212.7 

949.2 

1161.9 

873.5 

0.3594 

1.3483 

1.7077 

28 

246.4 

14.67 

214.8 

947.8 

1162.6 

872.0 

0.3623 

1.3425 

1.7048 

29 

248.4 

14.19 

216.8 

946.4 

1163.2 

870.5 

0.3662 

1.3367 

1.7019 

30 

250.3 

13.74 

218.8 

945.1 

1163.9 

869.0 

0.3680 

1.3311 

1.6991 

31 

252.2 

13.32 

220.7 

943.8 

1164.5 

867.6 

0.3707 

1.3257 

1.6964 

32 

254.1 

12.93 

222.6 

942.5 

1165.1 

866.2 

0.3733 

1.3206 

1.0938 

33 

255.8 

12.57 

224.4 

941.3 

1165.7 

864.8 

0.3759 

1.3155 

1.6914 

34 

257.6 

12.22 

226.2 

940.1 

1166.3 

863.4 

0.3784 

1.3107 

1.6891 

35 

259.3 

11.89 

227.9 

938.9 

1166.8 

862.1 

0.3808 

1.3060 

1.68C8 

36 

261.0 

11.58 

229.6 

937.7 

1167.3 

860.8 

0.3832 

1.3014 

1.0816 

37 

262.6 

11.29 

231.3 

936.6 

1167.8 

859.5 

0.3855 

1.2969 

I.(i8i4 

38 

264.2 

11.01 

232.9 

935.5 

1168.4 

858.3 

0.3877 

1.2925 

1.6b02 

39 

265.8 

10.74 

234.5 

934.4 

1168.9 

857.1 

0.3899 

1.2882 

1.0781 

40 

267.3 

10.49 

236.1 

933.3 

1169.4 

855.9 

0.3920 

1.2841 

1.6701 

41 

268.7 

10.25 

237.6 

932.2 

1169.8 

854.7 

0.3941 

1.2800 

1  0741 

42 

270.2 

10.02 

239.1 

931.2 

1170.3 

853.6 

0.3962 

1.2759 

1.6721 

43 

271.7 

9.80 

240.5 

930.2 

1170.7 

852.4 

0.3982 

1.2720 

1.6702 

44 

273.1 

9.59 

242.0 

929.2 

1171.2 

851.3 

0.4002 

1.2681 

1.6683 

45 

274.5 

9.39- 

243.4 

928.2 

1171.6 

850.3 

0.4021 

1.2644 

1.6665 

46 

275.8 

9.20 

244.8 

927.2 

1172.0 

849.2 

0.4040 

1.2607 

1.6647 

47 

277.2 

9.02 

246.1 

926.3 

1172.4 

848.1 

0.4059 

1.2571 

1 .6630 

48 

278.5 

8.84 

247.6 

925.3 

1172.8 

847.1 

0.4077 

1.2536 

1.0613 

49 

279.8 

8.67 

248.8 

924.4 

1173.2 

846.1 

0.4095 

1.2502 

1.6597 

50 

281.0 

8.51 

250.1 

923.5 

1173.6 

845.0 

0.4113 

1.2468 

1.6581 
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PROPERTIES   OF   DRY   SATURATED   STEAM  —  CoNTmuED 

(Condensed  from  Steam  Tables  and  Diagrams^  by  Marks  and  Davis,  with  the  permis- 
sion of  the  publishers,  Messrs.  Longmans,  Green,  &  Co.) 


p 

T 

r 

h 

L 

II 

r 

niv 

*^e 

^'s 

51 

282.3 

8.35 

251.4 

922.6 

1174.0 

844.0 

0.4130 

1.2435 

1.6565 

52 

283.5 

8.20 

252.6 

921.7 

1174.3 

843.1 

0.4147 

1.2402 

1.6549 

53 

284.7 

8.05 

253.9 

920.8 

1174.7 

842.1 

0.4164 

1.2370 

1.6534 

54 

285.9 

7.91 

255.1 

919.9 

1175.0 

841.1 

0.4180 

1.2339 

1.6519 

55 

287.1 

7.78 

256.3 

919.0 

1175.4 

840.2 

0.4196 

1.2309 

1.6505 

56 

288.2 

7.65 

257.5 

918.2 

1175.7 

839.3 

0.4212 

1.2278 

1.6490 

57 

289.4 

7.52 

258.7 

917.4 

1176.0 

838.3 

0.4227 

1.2248 

1.6475 

58 

290.5 

7.40 

259.8 

916.5 

1176.4 

837.4 

0.4242 

1.2218 

1.6460 

59 

291.6 

7.28 

261.0 

915.7 

1176.7 

836.5 

0.4257 

1.2189 

1.6446 

GO 

292.7 

7.17 

262.1 

914.9 

1177.0 

835.6 

0.4272 

1.2160 

1.6432 

61 

293.8 

7.06 

263.2 

914.1 

1177.3 

834.8 

0.4287 

1.2132 

1.6419 

62 

294.9 

6.95 

264.3 

913.3 

1177.6 

833.9 

0.4302 

1.2104 

1.6406 

63 

295.9 

6.85 

265.4 

912.5 

1177.9 

833.1 

0.4316 

1.2077 

1.6393 

6t 

297.0 

6.75 

266.4 

911.8 

1178.2 

832.2 

0.4330 

1.2050 

1.6.380 

65 

298.0 

6.65 

267.5 

911.0 

1178.5 

831.4 

0.4344 

1.2034 

1.6368 

66 

299.0 

6.56 

268.5 

910.2 

1178.8 

830.5 

0.4358 

1 .2007 

1.6355 

67 

300.0 

6.47 

269.6 

909.5 

1179.0 

829.7 

0.4371 

1.1972 

1.6343 

68 

301.0 

6.38 

270.6 

908.7 

1179.3 

828.9 

0.4385 

1.1946 

1.6331 

69 

302.0 

6.29 

271.6 

908.0 

1179.6 

828.1 

0.4398 

1.1921 

1.6319 

70 

302.9 

6.20 

272.6 

907.2 

1179.8 

827.3 

0.4411 

1.1896 

1.6307 

71 

303.9 

6.12 

273.6 

906.5 

1180.1 

826.5 

0.4424 

1.1872 

1.6296 

72 

304.8 

6.04 

274.5 

905.8 

1180.4 

825.8 

0.4437 

1.1848 

1.6285 

73 

305,8 

5.96 

275.5 

905.1 

1180.6 

825.0 

0.4449 

1.1825 

1.6274 

74 

30(5.7 

5.89 

276.5 

904.4 

1180.9 

824.2 

0.4462 

1.1801 

1.6263 

75 

307.6 

5.81 

277.4 

903.7 

1181.1 

823.5 

0.4474 

1.1778 

1.6252 

80 

312.0 

5.47 

282.0 

900.3 

1182.3 

819.8 

0.4535 

1.1665 

1.6200 

85 

310.3 

5.16 

286.3 

897.1 

1183.4 

816.3 

0.4590 

1.1501 

1.6151 

90 

320.3 

4.89 

290.5 

893.9 

1184.4 

813.0 

0.4644 

1.1461 

1.6105 

95 

324.1 

4.65 

294.5 

890.9 

1185.4 

809.7 

0.4694 

1.1367 

1.6061 

100 

327.8 

4.429 

298.3 

888.0 

1180.3 

806.6 

0.4743 

1.1277 

1.6020 

105 

331.4 

4.230 

302.0 

885.2 

1187.2 

803.6 

0.4789 

1.1191 

1.5980 

110 

334.8 

4.047 

305.5 

882.5 

1188.0 

800.7 

0.4834 

1.1108 

1.5942 

115 

338.1 

3.880 

309.0 

879.8 

1188.8 

797.9 

0.4877 

1.1030 

1.5907 

120 

341.3 

3.726 

312.3 

877.2 

1189.6 

795.2 

0.4919 

1.0954 

1.5873 

125 

344.4 

3.583 

315.5 

874.7 

1190.3 

792.6 

0.4959 

1.0880 

1.5839 

130 

347.4 

3.452 

318.6 

872.3 

1191.0 

790.0 

0.4998 

1.0809 

1.5807 

140 

353.1 

3.219 

324.6 

867.6 

1192.2 

785.0 

0.5072 

1.0675 

1.5747 

150 

358.5 

3.012 

330.2 

863.2 

1193.4 

780.4 

0.5142 

1.0550 

1.5092 

160 

303.6 

2.834 

335.6 

858.8 

1194.5 

775.8 

0.5208 

1.0431 

1.5639 

170 

368.5 

2.675 

340.7 

854.7 

1195.4 

771.5 

0.5269 

1.0321 

1.5590 

180 

373.1 

2.533 

345.6 

850.8 

1196.4 

767.4 

0.5328 

1.0215 

1.5543 

190 

377.6 

2.406 

350.4 

846.9 

1197.3 

763.4 

0.5384 

1.0114 

1.5498 

200 

381.9 

2.290 

354.9 

843.2 

1198.1 

759.5 

0.5437 

1.0019 

1.5456 

210 

38(>.0 

2.187 

359.2 

839.6 

1198.8 

755.8 

0.5488 

0.9928 

1.5416 

220 

389.9 

2.091 

363.4 

836.2 

1199.6 

752.3 

0.5538 

0.9841 

1.5379 

230 

393.8 

2.004 

367.5 

■  832.8 

1200.2 

748.8 

0.5586 

0.9758 

1.6.344 

240 

397.4 

1.924 

371.4 

829.5 

1200.9 

745.4 

0.5633 

0.9676 

1.5309 

250 

401.1 

1.850 

375.2 

82  5.3 

1201.5 

742.0 

1 

0.5676 

0.9600 

1.5276 
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SYNOPSIS   OF   CHAPTER  XII 

The  temperature  remains  constant  during  evaporation  ;  that  of  the  liquid  is  the  same 
as  that  of  the  vapor  ;  increase  of  pressure  raises  the  boiling  point,  and  vice  versa  ; 
it  also  increases  the  density.     There  is  a  definite  boiling  point  for  each  pressure. 

Saturated  vapor  is  vapor  at  minimum  temperature  and  maximum  density  for  the  given 
pressure. 

Superheated  vapor  is  an  imperfect  gas,  produced  by  adding  heat  to  a  dry  saturated  vapor. 
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Saturated  Steam 

The  principal  effects  of  heat  are,  ^  =  f  —  32,  e  =     ^  \ 

778 

r  =  L-e,  H  =  h  +  L  =  h-\-r  +  e. 
Asp  increases,  ^,  /i,  e  and  ^increase,  and  r  and  i  decrease. 

J3-=  iZ2i2  +  0.3745(«  -  212)  -  0.00055 ((-  212)2. 

Factor  of  evaporation  -  -^  +  (h-hn). 
''        ^  970.4 

The  pressure  increases  more  rapidly  than  the  temperature. 
Characteristic  equation  for  steam,  pv  =  aT — p(\  +  &p)  (  ^—  d\. 
Saturated  steam  may  be  dry  or  wet.    For  wet  steam, 

h  =  7io,  i  =  xLq,  H  =  xLo  -i-  ho,  r  =  xro,  e  =  xeo, 

and  the  factor  of  evaporation  is  ^^+^^^~^"^  .     The  volume  is  W=  V+x(  Wo-  V) . 

The  water  line  shows  the  volume  of  water  at  various  temperatures  ;  the  saturation  curve 
shows  the  relation  between  volume  and  temperature  of  saturated  steam.    Approxi- 

15. 

mately,  pv'^^  =  constant.     The  isothermal  is  a  line  of  constant  pressure. 
The  path  during  evaporation  is  (a)  along  the  water  line  (&)  across  to  the  saturation 
curve  at  constant  j9re.<?sz<re  and  temperature.    If  superheating  occurs,  the  path  pro- 
ceeds at  constant  pressure  and  increasing  temperature  to  the  right  of  the  satura- 
tion curve. 

T 

On  the  entropy  diagram,  the  equation  of  the  water  Kne  is  w  =  cloge— .     The  distance 

z 

between  the  water  line  and  the  saturation  curve  is  N  =  —  .     Constant  dryness 

T 

curves  divide  this  distance  in  equal  proportions.     Lines  of  constant  total  heat  may 

be  drawn.     The  specific  heat  of  steam  kept  dry  is  negative.     The  dryness  changes 

during  adiabatic  expansion.      The  temperature  of  inversion  is  that  temperature  at 

which  the  specific  heat  of  dry  steam  is  zerOo    The  change  of  internal  energy  and 

the  external  work  along  any  path  of  saturated  steam  may  be  represented  on  the 

entropy  diagram. 

W=  V  \  ™LdT 
T     dP' 
Constant  volume  lines  may  be  plotted  on  the  entropy  diagram,  permitting  of  the  trans- 
fer of  any  point  or  path  from  the  PF  to  the   TN  plane.     The  temperature  after 
expansion  at  contant  entropy  to  a  limiting  volume  can  best  be  obtained  from  the 
entropy  diagram. 

The  critical  temperature  is  that  temperature  at  which  the  latent  heat  becomes  zero 
(689''  F.). 

Saturated  vapor  (dry  or  wet),  superheated  vapor,  gas  ;  physical  states  in  relation  to  the 
critical  temperature  ;  shape  of  isothermals. 

The  isodynamic  path  for  saturated  steam  touches  the  saturation  curve  at  one  point 
only. 
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Suhlhnation  occurs  if  the  saturation  pressure  at  the  melting  temperature  exceeds 
that  of  the  surrounding  medium. 

Gas  and  Vapor  Mixtures 

Value  of  R  for  gas  mixtures :  mixture  of  air  and  steam  ;  absolute  and  relative 
liumidities  ;  wet  and  dry  bulb  tliermometers ;  in  mixtures,  mixing  does  not 
affect  the  internal  energy  and  adiabatic  expansion  is  without  influence  on  the 
aggregate  entropy. 

Mixture  and  expansion  of  (a)  wet  vapor  and  gas,  (&)  high-pressure  steam  and  air, 
(c)  superheated  steam  and  air,  (d)  two  vapors.  Equivalent  values  of  n.  In  the 
heat  engine,  mixtures  may  lower  the  temperature  of  heat  rejection. 


Superheated  Steam 

The  specific  heat  has  been  in  doubt.    Its  value  increases  with  the  pressure,  and  varies 
with  the  temperature. 

H  =  Ho+k^iT-t).    ^=  ^~^'-     Hi,-He=-kpXTc-Tt)  +  kp,{Ta-'Te). 
kp^        T  —  t 

Factor  of  evaporation  =  ^'"'  "^  %\^^  ^^  ~  ^°  •     ^^=  ^'^^^^^  ^-  ^^-^^^^  ^''^'' 
PF=  0.694  T- 0.00178  P.         i?=i  85.8.        y  =  ±  1.298. 

Paths  of  Vapors 

Adiabatic  equation ;  —  =  c  loge  —  +  = —  Approximately,  PF"= constant.   Values  of  n. 

External  work  along  an  adiabatic  =  h—  H -\-  xr  —  XB. 
Continuously  superheated  adiabatic^  e.g. , 

491.6      t  t  491.5       u  u 

Adiabatic  crossing  the  saturation  curve : 

Method  of  drawing  constant  pressure  lines  on  the  entropy  diagram  :  n  =  kp  logs  — 

V 

Method  of  drawing  lines  of  constant  total  heat. 

Use  of  the  entropy  diagram  for  graphically  solving  problems :  dryness  after  expansion  ; 

work  done  during  expansion  ;  mixing  ;  heat  contents. 
The  Mollier  coordinates^  total  heat  and  entropy.    The  total  heat-pressure  diagrams. 

Vapors  in  General 

^Jl^c^Jc=-^^.  ^  +  c-k=^.  V^v  =  718^^- 

dT  71SdT  dT  T  TdP 

When  the  pressure-temperature  relation  and  the  characteristic  equation  are  given,  we 
may  compute  L  for  various  temperatures,  and  the  specific  heat  of  the  vapor. 

Vapors  m  engmeermg.  Ammonia  :  log p  =  8.4079 ,    — — -=91—        ^^^^,   a;=0.60», 

C  J.  J.    r 
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vapor  density  =0.597  (air  =  l),  specific  volume  of  liquid  =  0.025,  its  specific  heat 
=  1.02.  Sulphur  dioxide:  A:  =  0.15438,  vapor  density  =  2.23,  specific  volume  of 
liquid  =  0.0007,  its  specific  heat  =  0.4.  PF  =26.47- lS4P0-22,  Pressure-tem- 
perature relation.  i  =  176— 0.27(^—32).  Engine  capacity  and  economy  is 
influenced  by  the  vapor  employed. 

Steam  Cycles 
Efficiency  =  work  done -f- gross  heat  absorbed. 
The  Carnot  cycle  is  impracticable  ;  the  steam  power  plant  operates  in  the  Clausius  cycle. 

Efficiency  of  Clausius  cycle  = \= — ^-r-Lj 

Bankine  cycle    (incomplete    expansion)  —  determination    of    efficiency,    with    steam 
initially  wet  or  dry. 

Non-expansive  cycle  :  efficiency  =  \'P^'~P  a^^6  — — •_ — O. 

he  —  hd  +  xLi 

1433  loge--0. 695  (T-O 

Pamhour  cycle  :  steam  dry  during  expansion  ;  efficiency  = rr^ ; 

Z/+ 1433  loge  —  -  0.695 {T-t) 

computation  of  heat  supplied  by  jacket. 

Superheated  cycle  :  efficiency  is  increased  if  the  final  dryness  is  properly  adjusted  and 

the  ratio  of  expansion  is  not  too  low. 
Numerical  comparison  of  seventeen  cycles  for  efficiency  and  capacity  :  steam  should 

be  initially  dry.     The  ratio  of  expansion  should  be  large  for  efficiency  and  small 

for  capacity. 

The  Steam  Tables 

Computation  is  frorap  (or  t)  to  t  (or  p),  II,  h,  L,  -^,  V,  e,  r,  71^,  ne,  Us. 

dt 
The  superheated  tables  give  ?i,  F,  H.,  f,  for  various  superheats  at  various  pressures  ;  all 
values  depending  on  Hsat-,  iisat-,  and  k^. 

PROBLEMS 

Note.  Problems  not  marked  T  are  to  be  solved  without  the  use  of  the  steam 
table.  In  all  cases  where  possible,  computed  results  should  be  checked  step  by  step 
with  those  read  from  the  three  charts.  Figs.  175,  177,  185. 

T\.  The  weight  per  cubic  foot  of  water  at  32°  F.  being  62.42,  and  at  250.y  F., 
58.84,  compute  in  heat  units  the  external  work  done  in  heating  one  pound  of  water  at 
pressure  from  32^^  to  250.3°.  (The  pressure  is  that  of  saturated  steam  at  a  temperature 
of  250.3°.)      {Ans.,  0.0055  B.  t.  u.) 

T  la.  10  lb.  of  water  at  212°  are  mixed  with  20  lb.  at  170.06°.  What  is  the 
total  heat  per  pound,  above  32°  F.,  of  the  resulting  mixture? 

2.  For  p  =  100,  i  =  327.8°,  1F=4.429,  compute  h  (approximately),  ff,  i,  e,  r,  in 
the  order  given.     Why  do  not  the  results  agree  with  those  in  the  table? 

{Ans.,  /i  =  295.8,  £"=  1186.3,  i  =  890.5,  e  =  81.7,  r  =  808.8.) 
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T  2a.  Water  at  90°  F.  is  fed  to  a  boiler  in  whicli  the  pressure  is  105  lb.  per  sq. 
in.  absolute.     How  much  heat  must  be  supplied  to  evaporate  one  pound  ? 

T  3.  Find  the  factor  of  evaporation  for  dry  steam  at  95  lb.  pressure,  the  feed- 
water  temperature  being  153°  F.     {Ans.,  1.097.) 

2732     396945 
T  4.  Given  the  formula,  log  p  =  c — =^,  T  being  the  absolute  tempera- 

ture  and  p  the  pressure  per  square  foot,  find  the  value  of  -^  for  p  =  100  lb.  per  square 

inch,  t  =  327.8°  F.    Check  roughly  by  observing  nearest  differences  in  the  steam  table. 

T  5.  What  increase  in  steam  pressure  accompanies  an  increase  in  temperature 
from  353.1°  F.  to  393.8°  F?  Compare  the  percentages  of  increase  of  absolute  pressure 
and  absolute  temperature. 

T  6.  Find  the  values  of  the  constants  in  the  Rankine  and  Zeuner  equations  (Art. 
363),  at  100  lb.  pressure. 

T  7.  From  Art.  363,  find  the  volume  of  dry  steam  at  240.1°  F.  in  four  ways. 
Compare  with  the  value  given  in  the  steam  table  and  explain  the  disagreement. 

8.  At  100  lb.  pressure,  the  latent  heat  per  pound  is  888.0  ;  per  cubic  foot,  it  is 
200.3.     Find  the  specific  volume.     {Ans.,  4.433.) 

9.  For  the  conditions  given  in  Problem  2,  W  being  the  volume  of  dry  steam,  find 
the  five  required  thermal  properties  of  steam  95  per  cent  diy.     Find  its  volume. 

T  9a.  How  much  heat  is  consumed  in  evaporating  20  lb.  of  water  at  90°  F.  into 
steam  96  per  cent  dry  at  100  lb.  absolute  pressure  per  sq.  in.? 

T  9b.  What  is  the  volume  occupied  by  the  mixture  produced  in  Problem  9a  ? 

T  9c.  Five  pounds  of  a  mixture  of  steam  and  water  at  200  lb.  pressure  have  a 
volume  of  3  cu.  ft.  How  much  heat  must  be  added  to  increase  the  volume  to  6  cu.  ft. 
at  the  same  pressure  ? 

T  9d.  A  boiler  contains  2000  lb.  of  water  and  130  lb.  of  dry  steam,  at  100  lb. 
presssure.     What  is  the  temperature  ?     What  are  the  cubic  contents  of  the  boiler  ? 

T  9e.  Water  amounting  to  100  lb.  per  min.  is  to  be  heated  from  55°  to  200°  by 
passing  through  a  coil  surromided  by  steam  90  per  cent  dry,  kept  at  100  lb.  pressure. 
What  is  the  minimum  weight  of  steam  required  per  hour  ? 

T  9f.  Water  amounting  to  100  lb.  per  min.  is  to  be  heated  f-rom  55°  to  200°  by 
blowing  into  it  a  jet  of  steam  at  100  lb.  pressure,  90  per  cent  dry.  What  is  the 
minimum  weight  of  steam  required  per  hour  ? 

TIO.  State  the  condition  of  steam  (wet,  dry,  or  superheated)  when  (rt)p=100, 
^  =  327.8;  (6)p  =  95,  u  =  4.0;  (c)  p  =  80,  i  =  360. 

11.  Determine  the  path  on  the  entropy  diagram  for  heating  from  200°  to  240°  F. 
a  fluid  the  specific  heat  of  which  is  l.OO-j-ai,  in  which  t  is  the  Fahrenheit  temperature 
and  a  =  0.0044. 

T 12.  Find  the  increases  in  entropy  during  evaporation  to  dry  steam  at  the  fol- 
lowing temperatures  :  228°,  261°,  386°  F. 

T  13.  Compute  from  Art.  368  the  specific  volume  of  diy  steam  at  327.8°  F.  What 
is  its  volume  if  4  per  cent  wet  ?     (See  Problem  4.) 

T 13  a.  Steam  at  100  lbs.  pressure  2  per  cent  wet,  is  blown  into  a  tank  having  a 
capacity  of  175  cu.  ft.  The  weight  of  steam  coridensed  in  the  tank,  after  the  flow  is 
discontinued,  is  60  lb.     What  weight  of  steam  was  condensed  during  admission  ? 
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T  14.  rind  the  entropy,  measured  from  32°  F.,  of  steam  at  327.8°  F.,  65  per  cent 
dry,  (a)  by  direct  computation,  (6)  from  the  steam  table.     Explain  any  discrepancy. 

T  15.  Dry  steam  at  100  lb.  pressure  is  comijressed  without  change  of  internal 
energy  until  its  pressure  is  200  lb.     Find  its  dryness  after  compression. 

T  16.  Find  the  dryness  of  steam  at  300°  F.  if  the  total  heat  is  800  B.  t.  u. . 

T  16a.  One  pound  of  steam  at  200  lb.  pressure  occupies  1  cu.  ft.  What  per  cent 
of  moisture  is  present  in  the  steam  ? 

T  17.  Find  the  entropy  of  steam  at  130  lb.  pressure  when  the  total  heat  is  840B.  t.  u. 

T  18.  One  pound  of  steam  at  327:8°  F.,  having  a  total  heat  of  800  B.  t.  u.,  expands 
adiabatically  to  1  lb.  pressure.  Find  its  dryness,  entropy,  and  total  heat  after  expan- 
sion.    What  weight  of  steam  was  condensed  during  expansion  ? 

18  a.  Three  pounds  of  water  at  760°  absolute  expand  adiabatically  to  660°  absolute. 
What  weight  of  steam  is  present  at  the  end  of  expansion  ?     (Use  Fig.  175.) 

19.  Transfer  a  wet  steam  adiabatic  from  the  TN  to  the  PF  plane,  by  the  graphi- 
cal method. 

20.  Transfer  a  constant  dryness  line  in  the  same  manner. 

21.  Sketch  on  the  TW^and  PF  planes  the  saturation  curve  and  the  water  line  in 
the  region  of  the  critical  temperature. 

T22.  At  what  stage  of  dryness,  at  300°  F.,  is  the  internal  energy  of  steam  equal 
to  that  of  dry  steam  at  228°  F.  ? 

7"  23.  At  what  specific  volume,  at  300°  F.,  is  the  internal  energy  of  steam  equal 
to  that  of  dry  steam  at  228°  F? 

T  23  a.  A  boiler  contains  4000  lb.  of  water  and  400  lb,  of  steam,  at  200  lb.  absolute 
pressure.  If  the  boiler  should  explode,  its  contents  cooling  to  60°  F.  and  completely 
liquefying,  in  1  sec,  how  much  energy  would  be  liberated  ?  What  horse  power 
would  be  developed  during  the  second  following  the  explosion  ? 

T24.  Compute  from  the  Thomas  experiments  the  total  heat  in  steam  at  100  lb. 
pressure  and  440°  F. 

T2S.  Find  the  factor  of  evaporation  for  steam  at  100  lb,  pressure  and  500°  F.  from 
feed  water  at  153°  F. 

T26.  In  Problem  18,  find  the  volume  after  expansion,  and  compare  with  the  vol- 
ume that  would  have  been  obtained  by  the  use  of  Zeuner's  exponent  (Art.  394). 
Which  result  is  to  be  preferred? 

T27.  Using  the  Knoblauch  and  Jakob  values  for  the  specific  heat,  and  determin- 
ing the  initial  properties  in  at  least  five  steps,  compute  the  initial  entropy  and  total 
heat  and  the  condition  of  steam  after  adiabatic  expansion  from  P=100,  7"=  700°  F. 
to  p  =  13.  Find  its  volume  from  the  formula  in  Art.  390.  Compare  with  the  volume 
given  by  the  equation  PFi-298=p^i.298.  (Assume  that  the  superheated  table  shows 
the  steam  to  be  superheated  about  55°  F.  at  the  end  of  expansion.) 

T21  a.  Steam  at  100  lb.  pressure,  95  per  cent  dry,  passes  through  a  superheater 
in  which  its  temperature  increases  to  450°  F.  Find  the  heat  added  per  lb.  and  the 
increase  of  volume. 

7^28.  Compute  the  dryness  of  steam  after  adiabatic  expansion  from  P=  140, 
7"=  753.1°  F.,  to  t  =  153°  F.     Find  the  change  in  volume  during  expansion. 

7^29.  Find  the  external  work  done  in  Problems  27  and  28,  along  the  expansive 
paths. 
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T29a:  Three  pounds  of  steam,  initially  dry,  expand  adiabatically  from  100  lbs.  to 
1  lb.  pressure.     Pind  the  initial  and  final  volumes  and  the  external  work  done. 

T  30.   At  what  temperature  is  the  total  heat  in  steam  at  100  lb.  pressure  1200  B.  t.  u.  ? 

31.   Find  the  efficiency  of  the  Carnot  cycle  between  341.3°  F.  and  101.83°  F. 

T  32.  Find  the  efficiency  of  the  Clausius  cycle,  using  initially  dry  steam  between 
the  same  temperature  limits. 

T  33.    In  Problem  32,  find  the  efficiency  if  the  steam  is  initially  60  per  cent  dry. 

T  34.  In  Problem  32,  find  the  efficiency  if  expansion  terminates  when  the  volume 
is  12  cu.  ft.  (Rankine  cycle), 

TS5.   In  Problem  32,  find  the  efficiency  if  there  is  no  expansion. 

T  36.  Find  the  efficiency  of  the  Pambour  cycle  between  the  temperature  limits 
given  in  Problem  31.    How  much  heat  is  supplied  by  the  jacket  ? 

T  37.  Find  the  efficiency  of  this  Pambour  cycle  if  expansion  terminates  when  the 
volume  is  12  cu.  ft. 

T  38.  Steam  initially  at  140  lb.  pressure  and  443.1°  F.  is  worked  (a)  in  the  Clau- 
sius cycle,  (6)  in  the  Rankine  cycle,  with  the  same  ratio  of  expansion  as  in  Problem 
37.  Find  the  efficiency  in  each  case,  the  lower  temperature  being  101 .83°  F.  Find  the 
efficiency  of  the  Rankine  cycle  in  which  the  maximum  volume  is  5  cu.  ft.  (See  foot- 
note, Case  VIII,  Art.  417.) 

T  39.  At  what  per  cent  of  dryness  is  the  volume  of  steam  at  100  lb.  pressure 
3  cu.  ft.  ? 

T40.  Steam  at  100  lb.  pressure  is  superheated  so  that  adiabatic  expansion  to 
261°  F.  will  make  it  just  dry.  Find  its  condition  if  adiabatic  expansion  is  then  carried 
on  to  213°  F.     Find  the  external  work  done  during  the  whole  expansion. 

7*41.  Steam  passes  adiabatically  through  an  orifice,  the  pressure  falling  from  140 
to  100  lb.  When  the  inlet  temperature  of  the  steam  is  500°  F.,  its  outlet  temperature 
is  494°  F. ;  and  when  the  inlet  temperature  is  600°  F.,  the  outlet  temperature  is  595°  F. 
The  mean  value  of  the  specific  heat  at  140  lb.  pressure  between  600°  F.  and  500°  F.  is 
0.498.  Find  the  mean  value  at  100  lb.  pressure  between  595°  F.  and  494°  F.  How 
does  this  value  agree  with  that  found  by  Knoblauch  and  Jacob  ? 

T  42.  Find  from  Problem  41  and  Fig.  171  the  total  heat  in  saturated  steam  at  140 
lb.  pressure,  in  two  ways,  that  at  100  lb.  pressure  being  1186.3. 

r43.  Plot  on  a  total  heat-pressure  diagram  the  saturation  curve,  the  constant 
dryness  curve  for  x  =  0.85,  the  constant  temperature  curve  for  T  =  500°  F.,  and  a 
constant  volume  curve  for  V  =  13,  passing  through  both  the  wet  and  the  superheated 
regions.  Use  a  vertical  pressure  scale  of  1  in.  =  20  lb.,  and  a  horizontal  heat  scale  of 
1  in.  =  20  B.  t.  u. 

44.  Compute  the  temperature  of  inversion  of  ammonia,  given  the  equation, 
L  =  555.5  —  0.613  T°  F.,  the  specific  heat  of  the  liquid  being  1.0.  What  is  the  result 
if  Z  =  555.5  -  0.613  T-  0.000219  T^  (Art.  401)? 

45.  Compute  the  pressure  of  the  saturated  vapor  of  sulphur  dioxide  at  60°  F.  (Art. 
404).     (Compare  Table,  page  424.) 

T'46.    Compare  the  capacities  of  the  cycles  in  Problems  31-37,  as  in  Art.  418. 

47.  Sketch  the  water  line,  the  saturation  curve,  an  adiabatic  for  saturated  steam, 
and  a  constant  diyness  line  on  the  FT  plane. 
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T  48.  A  10-gal.  vessel  contains  0.1  lb.  of  water  and  0.7  lb.  of  dry  steam.  What 
is  the  pressure  ? 

7'  49.  A  cylinder  contains  0.25  lb.  of  wet  steam  at  58  lb.  pressure,  the  volume  of 
the  cylinder  being  1.3  cu.  ft.     What  is  the  quality  of  the  steam  ? 

T  50.   What  is  the  internal  energy  of  the  substance  in  the  cylinder  in  Problem  49  ? 

T  51.  Steam  at  140  lb.  pressure,  superheated  400°  F.,  expands  adiabatically  until 
its  pressure  is  5  lb.     Find  its  final  quality  and  the  ratio  of  expansion. 

T  b2.  The  same  steam  expands  adiabatically  until  its  dryness  is  0.98.  Find  its 
pressure. 

T  53.  *  The  same  steam  expands  adiabatically  until  its  specific  volume  is  50.  Find 
its  pressure  and  quality. 

r54.  Steam  at  200  lb.  pressure,  94  per  cent  dry,  is  throttled  as  in  Art.  387.  At 
what  pressure  must  the  throttle  valve  be  set  to  discharge  dry  saturated  steam  ? 

T  55.  Steam  is  throttled  from  200  lb.  pressure  to  15  lb.  pressure,  its  temperature 
becoming  235.5°  F.     What  was  its  initial  quality  ?     (Use  Fig.  175.) 

56.  Kepresent  on  the  entropy  diagram  the  factor  of  evaporation  of  superheated 
steam. 

57.  Check  by  accurate  computations  all  the  values  given  in  the  saturated  steam 
table  for  t  =  180°  F.,  using  —  459,64°  F.  for  the  absolute  zero,  14.696  lb.  per  square 
inch  for  the  standard  atmosphere,  777.52  for  the  mechanical  equivalent  of  heat,  and 
0.017  as  the  specific  volume  of  water.     Use  Thiesen's  formula  for  the  pressure  : 

(t  +  459.6)  log  -^  =  5.409  {t  -  212)  -  8.71  x  10-io[(689  -  ty  -  477*] ; 

t  being  the  Fahrenheit  temperature  and  p  the  pressure  in  pounds  per  square  inch.  Use 
the  Knoblauch,  Linde  and  Klebe  formula  for  the  volume  and  the  Davis  formula  for 
the  total  heat.  Compute  the  entropy  and  heat  of  the  liquid  in  eight  steps,  using  the 
following  values  for  the  specific  heat  of  the  liquid : 

at  40°,    1.0045  ;  at  120°,  0.9974  ; 

at  60°,    0.9991  ;  at  140°,  0.9987  ; 

at  80°,    0.997  ;  at  160°,  1.0002  ; 

at  100°,  0.99675  ;  at  180°,  1.0020. 

Explain  the  reasons  for  any  discrepancies. 

*  This  is  typical  of  a  class  of  problems  the  solution  of  which  is  difficult  or  impos- 
sible without  plotting  the  properties  on  charts  like  those  of  Figs.  175,  177,  185.  Prob- 
lem 53  may  be  solved  by  a  careful  inspection  of  the  total  heat-pressure  and  Mollier 
diagrams,  with  reasonable  accuracy.  The  approximate  analytical  solution  will  be 
found  an  interesting  exercise.  We  have  no  direct  formula  for  relation  between  V 
and  T,  although  one  may  be  derived  by  combining  the  equations  of  Rankine  or 
Zeuner  (Art.  363)  with  that  in  Problem  4.  The  following  expression  is  reasonably 
accurate  between  200°  and  400°  F.,  where  v  is  in  cu.  ft.  per  lb.  and  t  is  the  Fahrenheit 
temperature  : 

(0.005  t  +0.505)6  yll  =  477. 

For  temperatures  between  200°  and  260°  F.,  an  approximate  equation  is 
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T  58.  Check  the  properties  given  in  the  superheated  steam  table  for  P  =  25  with 
200°  of  superlieat,  using  Knoblauch  values  for  the  specific  heat,  in  at  least  three  steps, 
and  using  the  Knoblauch,  Linde  and  Klebe  formula  for  the  volume.  Explain  any 
discrepancies. 

59.  Represent  on  the  entropy  diagram  the  temperature  of  inversion  of  a  dry 
vapor. 

60.  Sketch  the  Mollier  Diagram  (Art.  399)  from  S'=0  to  5"=  400,  n  =  0  to  7i  =  0.5. 


CHAPTER  XIII 

THE  STEAM  ENGINE 
Practical  Modifications  of  the  Rankine  Cycle 

422.  The  Steam  Engine.  Figure  186  shows  the  working  parts. 
The  piston  P  moves  in  the  cylinder  J.,  communicating  its  motion 
through  the  piston  rod  R,  crosshead  Oi  and  connecting  rod  M  to  the 
disk  crank  I>  on  the  shaft  S^  and  thus  to  the  belt  wheel  W.  The 
guides  on  which  the  crosshead  moves  are  indicated  by  (r,  jET,  the 
frame  which  supports  the  working  parts  by  F.  Journal  bearings 
at  B  and  0  support  the  shaft.  The  function  of  the  mechanism  is  to 
transform  the  to-and-fro  rectilinear  motion  of  the  piston  to  a  rotatory 
movement  at  the  crank.  Without  entering  into  details  at  this  point, 
it  may  be  noted  that  the  valve  F",  which  alternately  admits  of  the 
passage  of  steam  through  either  of  the  ports  X,  P",  is  actuated  by  a 
valve  rod  /  traveling  from  a  rocker  «/,  which  derives  its  motion  from 
the  eccentric  rod  N  and  the  eccentric  E,  In  the  end  view,  L  is  the 
opening  for  the  admission  of  steam  to  the  steam  chest  K^  §  is  a  sim- 
ilar opening  for  the  exit  of  the  steam  (shown  also  in  the  plan),  and 
Fis  the  valve. 

423.  The  Cycle.  With  the  piston  in  the  position  shown,  and 
moving  to  the  left,  steam  is  passing  from  the  steam  chest  through  Y 
into  the  cylinder,  while  another  mass  of  steam,  which  has  expended 
its  energy,  is  passing  from  the  other  side  of  the  piston  through  the 
port  Xand  the  opening  Q  to  the  atmosphere  or  the  condenser. 
When  the  piston  shall  have  reached  its  extreme  left-hand  position, 
the  valve  will  have  moved  to  the  right,  the  port  I^will  have  been 
cut  off  from  communication  with  K^  and  the  steam  on  the  right  of 
the  piston  will  be  passing  through  ^Tto  Q.  At  the  same  time  the 
port  X  will  be  cut  off  from  Q  and  placed  in  communication  with  K, 
The  piston  then  makes  a  stroke  to  the  right,  while  the  valve  moves 
to  the  left*     The  engine  shown  is  thus  double-acting, 

298 


THE  STEAM  ENGINE 


299 


VH 


a 
'So 

c 


300 


APPLIED  THERMODYNAMICS 


If  the  valve  moved  instantaneously  from  one  position  to  the  other 
precisely  at  the  end  of  the  stroke,  the  PV  diagram  representing 
the  changes  in  the  fluid  on  either  side  of  the  piston  would  resemble 
ehtd,  Fig.  184.  Along  eb,  the  steam  would  be  passing  from  the 
steam  chest  to  the  cylinder,  the  pressure  being  practically  constant 
because  of  the  comparatively  enormous  storage  space  in  the  boiler, 
while  the  piston  moved  outward,  doing  work.  At  5,  the  supply  of 
steam  would  cease,  while  communication  would  be  immediately 
opened  with  the  atmosphere  or  the  condenser,  causing  the  fall  of 
pressure  along  ht.  The  piston  would  then  make  its  return  stroke, 
the  steam  passing  out  of  the  cylinder  at  practically  constant  pressure 
along  td^  and  at  c?  the  position  of  the  valve  would  again  be  changed, 
closing  the  exhaust  and  opening  the  supply  and  giving  the  instan- 
taneous rise  of  pressure  indicated  by  de. 

424.  Expansion.  This  has  been  shown  to  be  an  inefficient  cycle 
(Art.  417),  and  it  would  be  impossible,  for  mechanical  reasons,  to 
more  than  approximate  it  in  practice.  The  inlet  port  is  nearly 
always  closed  prior  to  the  end  of  the  stroke,  producing  such  a  diagram 

as  debgq,  Fig.  184,  in 
which  the  supply  of 
steam  to  the  cylin- 
der is  less  than  the 
whole  volume  of  the 
piston  displacement, 
and  the  work  area 
under  hg  is  obtained 
without  the  supply  of 
heat,  but  solely  in 
consequence  of  the 
expansive  action  of 
the  steam.  Appar- 
ently, then,  the  actual  steam  engine  cycle  is  that  of  Rankine  *  (Art. 
411) .  But  if  we  apply  an  indicator  (Art.  484)  to  the  cyhnder,— an  instru- 

*  It  need  scarcely  be  said  that  the  association  of  the  steam  engine  indicator  dia- 
gram and  its  varying  quantity  of  steam  with  the  ideal  Rankine  cycle  is  open  to 
objection  (Art.  454).  Yet  there  are  advantages  on  the  ground  of  simplicity  in  this 
method  of  approaching  the  subject. 


Fig.  187.  Arts.  424,  425,  427,  430,  431,  436,  441,  445,  446, 
448,  449,  450,  451,452,  454.— Indicator  Diagram  and 
Rankine  Cycle. 
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ment  for  graphically  recording  the  changes  of  pressure  and  volume 
during  the  stroke  of  the  piston,  —  we  obtain  some  such  diagram  as 
abodes^  Fig.  187,  which  may  be  instructively  compared  with  the  cor- 
responding Rankine  cycle,  ABODE.  The  remaining  study  of  the 
steam  engine  deals  principally  with  the  reasons  for  the  differences 
between  these  two  cycles. 

425.  Wiredrawing.  The  first  difference  to  be  considered  is  that  along  the 
lines  ah,  AB.  An  important  reason  for  the  difference  in  volumes  at  b  and  B  will 
be  discussed  (Art.  430)  ;  we  may  at  present  note  that  the  pressures  at  a  and  b  are 
less  than  those  at  A  and  B,  and  that  the  pressure  at  b  is  less  than  that  at  a.  This 
is  due  to  the  frictional  resistance  of  steam  pipes,  valves,  and  ports,  which  causes 
the  steam  to  enter  the  cylinder  at  a  pressure  somewhat  less  than  that  in  the  boiler  ; 
and  produces  a  further  drop  of  pressure  while  the  steam  enters.  The  action  of 
the  steam  in  thus  expanding  with  considerable  velocity  through  constricted  pas- 
sages is  described  as  "  wiredrawing."  The  average  pressure  along  ah  will  not 
exceed  0.9  of  the  boiler  pressure ;  it  may  be  much  less  than  this.  A  loss  of  work 
area  ensues.  The  greater  part  of  the  loss  of  pressure  occurs  in  the  ports  and  pas- 
sages of  the  cylinder  and  steam  chest.  The  friction  of  a  suitably  designed  steam 
pipe  is  small.  The  pressure-drop  due  to  wiredrawing  or  "  throtthng,"  as  it  is 
sometimes  called,  is  greatly  aggravated  when  the  steam  is  initially  wet;  Clark 
found  that  it  might  be  even  tripled.  Wet  steam  may  be  produced  as  a  result  of 
priming  or  frothing  in  the  boiler,  or  of  condensation  in  the  steam  pipes.  Its  evil 
effect  in  this  as  in  other  respects  is  to  be  prevented  by  the  use  of  a  steam  separator 
near  the  engine;  this  automatically  separates  the  steam  and  entrained  moisture, 
and  the  water  is  then  trapped  away. 

426.  Thermodynamics  of  Throttling.  Wiredrawing  is  a  non-revers- 
ible process,  in  that  expansion  proceeds,  not  against  a  sensibly  equivalent 
external  pressure,  but  against  a  lower  and  comparatively  non-resistant 
pressure.  If  the  operation  be  conducted  with  sufficient  rapidity,  and 
if  the  resisting  pressure  be  neghgible,  the  external  work  done  should  be 
zero,  and  the  initial  heat  contents  should  be  equal  to  the  final  heat 
contents;  i.e.,  the  steam  expands  adiabatically  (though  not  isentropic- 
ally)  along  a  line  of  constant  total  heat  hke  mr,  Fig.  161.  The  steam' 
is  thus  dried  by  throtthng;  but  since  the  temperature  has  been  reduced, 
the  heat  has  lost  availability.  Figure  188  represents  the  case  in  which  the 
steam  remains  superheated  throughout  the  throtthng  process.  A  is  the 
initial  state,  DA  and  EC  lines  of  constant  pressure,  AB  an  adiabatic, 
AF  Si  hne  of  constant  total  heat,  and  C  the  final  state.  The  areas 
SHJDAG  and  SHECK,  and,  consequently,  the  areas  JDABEH  and 
GBCK,  are  equal;  the  temperature  at  C  is  less  than  that  at  A.  (See 
the  superheated  steam  tables :  at  p  =  140^  //"  =  1298.2  when  t  =  553. 1°  F. ; 
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at  p  =  100,  iy  =  1298.2  when  t  is  about  548°  F.)  The  effect  of  wire- 
drawing is  generally  to  lower  the  temperature,  w^hile  leaving  the 
total  quantity  of  heat  unchanged. 


Fig.  188.    Art.  426.  —  Throttling 
of  Superheated  Steam. 


Fig.  189.  Arts.  426,  445,  453. 
Converted  Indicator  Dia- 
gram and  Rankine  Cycle. 


427.  Regulation  by  Throttling.  On  some  of  the  cheaper  types  of  steam 
engine,  the  speed  is  controlled  by  varying  the  extent  of  opening  of  the  admis- 
sion pipe,  thus  producing  a  wiredrawing  effect  throughout  the  stroke.  It  is 
obvious  that  such  a  method  of  regulation  cannot  be  other  than  wasteful;  a  better 
method  is,  as  in  good  practice,  to  vary  the  point  of  cut-ofif,  b,  Fig.  187.  (See 
Art.  507.) 


428.  Expansion  Curve.  The  widest  divergence  between  the  theo- 
retical and  actual  diagrams  appears  along  the  expansion  hnes  be,  BC, 
Fig.  187.  In  neither  shape  nor  position  do  the  two  hnes  coincide. 
Early  progress  in  the  development  of  the  steam  engine  resulted  in  the 
separation  of  the  three  elements,  boiler,  cylinder,  and  condenser.  In 
spite  of  this  separation,  the  cyhnder  remains,  to  a  certain  extent,  a 
condenser  as  well  as  a  boiler,  alternately  condensing  and  evaporating 
large  proportions  of  the  steam  supphed,  and  producing  erratic  effects 
not  only  along  the  expansion  hne,  but  at  other  portions  of  the  diagram 
as  well. 

429.  Importance  of  Cylinder  Condensation.  The  theoretical  analysis  of  the  Ran- 
kine cycle  (Art.  411)  gives  efficiencies  considerably  greater  than  those  actually  attained 
in  practice.  The  principal  reason  for  this  was  pointed  out  by  Clark's  experiments  on 
locomotives  in  1855  (1);  and  still  more  comprehensively  by  Isherwood,  in  his 
classic  series  of  engine  trials  made  on  a  vessel  of  the  United  States  Navy  (2).  The 
further  studies  of  Loring  and  Emery  and  of  Ledoux  (3),  and,  most  of  all,  those 
conducted  under  the  direction  of  Hirn  (4),  served  to  point  out  the  vital  importance 
of  the  question  of  heat  transfers  within  the  cylinder.  Recent  accurate  measure- 
ments of  the  fluctuations  in  temperature  of  the  cylinder  walls  by  Hall,  Callendar 
and  Nicholson  (5)  and  at  the  Massachusetts  Institute  of  Technology  (6)  have 
furnished  quantitative  data. 
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430.  Initial  Condensation.  When  hot  steam  enters  the  cylinder  at 
or  near  the  beginning  of  the  stroke,  it  meets  the  relatively  cold  surface 
of  the  piston  and  cylinder  head,  and  partial  liquefaction  immediately 
occurs.  By  the  time  the  point  of  cut-off  is  reached  the  steam  may 
contain  from  25  to  70  per  cent  of  water.  The  actual  weight  of  steam 
supplied  by  the  boiler  is,  therefore,  not  determined  by  the  volume  at 
h,  Fig.  187;  it  is  practically  from  33  to  233  per  cent  greater  than  the 
amount  thus  determined.  If  ABODE,  Fig.  187,  represents  the  ideal 
cycle,  then  b  will  be  found  at  a  point  where  Vj,  =from  0.30  V^  to  0.75  F^ 
(Art.  436). 

431«.  Behavior  during  Expansion.  The  admission  valve  closes  at 
b,  and  the  steam  is  permitted  to  expand.  Condensation  may  continue 
for  a  time,  the  chilling  wall  surface  increasing  ;  but  as  expansion  pro- 
ceeds the  pressure  of  the  steam  falls  until  its  temperature  becomes  less 
than  that  of  the  cyHnder  walls,  when  an  opposite  transfer  of  heat  begins. 
The  walls  now  give  up  heat  to  the  steam,  drying  it,  i.e.,  evaporating  a 
portion  of  the  commingled  water.  The  behavior  is  complicated,  how- 
ever, by  the  liquefaction  which  necessarily  accompanies  expansion, 
even  if  adiabatic  (Art.  372).  The  reevaporation  of  the  water  during 
expansion  is  effected  by  a  withdrawal  of  heat  from  the  walls;  these 
are  consequently  cooled,  resulting  in  the  resumption  of  proper  conditions 
for  a  repetition  of  the  whole  destructive  process  during  the  next  succeed- 
ing stroke.  Reevaporation  is  an  absorption  of  heat  by  the  fluid.  For 
maximum  efficiency,  all  heat  should  be  absorbed  at  maximum  tempera- 
ture, as  in  the  Carnot  cycle.  The  later  in  the  stroke  that  reevaporation 
occurs,  the  lower  is  the  temperature  of  reabsorption  of  this  heat,  and 
the  greater  is  the  loss  of  efficiency. 

431J.  Data  on  Condensation.  Even  if  the  cylinder  walls  were  per- 
fectly insulated  from  the  atmosphere,  these  internal  transfers  would 
take  place.  The  Callendar  and  Nicholson  experiments  showed  that  the 
temperature  of  the  inner  surface  of  the  cylinder  walls  followed  the 
fluctuations  of  steam  temperature,  but  that  the  former  changes  were 
much  less  extreme  and  lagged  behind  in  point  of  time.  Clayton  has 
demonstrated  (7)  that  the  expansion  curve  may  be  represented  (in 
non-condensing  unjacketed  cyhnders)  by  the  equation 

297;«=  constant,  n=0.8x  + 0.465, 

where  x  is  the  proportion  of  dryness  at  cut-off:   the  value  of  n  being 
independent  of  the  initial  pressure  or  ratio  of  expansion.     The  initial 
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wetness  is  thus  the  important  factor  in  determining  the  rate  of  reevapora- 
tion  during  expansion.  With  steam  very  dry  at  cut-off  (due  to  jacket- 
ing or  superheat)  heat  may  be  lost  throughout  expansion.  In  ordinary 
cases,  the  condensation  which  may  occur  after  cut-off,  during  the  early 
part  of  expansion,  can  continue  for  a  very  brief  period  only:  the  prob- 
ability is  that  in  most  instances  such  apparent  condensation  has  been 
in  reality  nothing  but  leakage  (iVrt.  452),  and  that  condensation  prac- 
tically ends  at  cut-off. 

432.  Continuity  of  Action.  When  unity  of  weight  of  steam  condenses,  it  gives 
up  the  latent  heat  L;  when  afterward  reevaporated,  it  reabsorbs  the  latent  heat 
Li]  meanwhile,  it  has  cooled,  losing  the  heat  h  —  hi.  The  net  result  is  an  increase  of 
heat  in  the  walls  of  L—Li-\-h  —  hi=H —Hi,  and  the  walls  would  continually  become 
hotter,  were  it  not  for  the  fact  that  heat  is  being  lost  by  radiation  to  "the  external 
atmosphere  and  that  more  water  is  reevaporated  than  was  initially  condensed;  so 
much  more,  in  fact,  that  the  dryness  at  the  end  of  expansion  is  usually  greater  than 
it  would  have  been,  had  expansion  been  adiabatic,  from  the  same  condition  of  initial 
dryness. 

The  outer  portion  of  the  cylinder  walls  remains  at  practically  uniform  tem- 
perature, steadily  and  irreversibly  losing  heat  to  the  atmosphere.  The  inner  portion 
has  been  experimentally  shown  to  fluctuate  in  temperature  in  accordance  with  the 
changes  of  temperature  of  the  steam  in  contact  with  it.  The  depth  of  this  "  peri- 
odic "  portion  is  small,  and  decreases  as  the  time  of  contact  during  the  cycle  decreases, 
e.g.,  in  high  speed  engines. 

433.  Influences  Affecting  Condensation.  Four  main  factors  are 
related  to  the  phenomena  of  cyhnder  condensation:  they  are  (a)  the 
temperature  range,  (6)  the  size  of  the  engine,  (c)  its  speed  and  (most 
important),  {d)  the  ratio  of  volumes  during  expansion.  Of  extreme 
importance,  as  affecting  condensation  during  expansion,  is  the  condi- 
tion of  the  steam  at  the  beginning  of  expansion. 

The  greater  the  range  of  pressures  (and  temperatures)  in  the  engine,  the  more 
marked  are  the  alternations  in  temperature  of  the  walls,  and  the  greater  is  the  dif- 
ference in  temperature  between  steam  and  walls  at  the  moment  when  steam  is 
admitted  to  the  cylinder.  A  wide  range  of  working  temperatures,  although  practi- 
cally as  well  as  theoretically  desirable,  has  thus  the  disadvantage  of  lending  itself 
to  excessive  losses. 

434.  Speed.  At  infinite  speed,  there  would  be  no  time  for  the  transfer  of  heat, 
however  great  the  difference  of  temperature.  Willans  has  shown  the  percentage 
of  water  present  at  cut-off  to  decrease  from  20.2  to  5.0  as  the  speed  increased  from 
122  to  401  r.  p.  m.,  the  steam  consumption  per  Ihp-hr.  concurrently  decreasing 
from  27.0  to  24.2  lb.  (8).  In  another  test  by  Willans,  the  speed  ranged  from  131 
to  405  r.  p.  m.,  the  moisture  at  cut-off  from  29.7  to  11.7,  and  the  steam  consumption 
from  23.7  to  20.3;  and  in  still  another,  the  three  sets  of  figures  were  116  to  401, 
20.9  to  8.9,  and  20.0  to  17.3.     In  all  cases,  for  the  type  of  engine  under  considera- 
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tion,  increase  of  speed  decreased  the  proportion  of  moisture  and  increased  the 
economy:  but  it  should  not  be  inferred  from  this  that  high  speeds  are  necessarily 
or  generally  associated  with  highest  efficiency. 

435.  Size.  The  volume  of  a  cylinder  is  xZ)2L-^4  and  its  exposed  wall  surface 
is  (xDL)  +  (xD^-^2),  if  D  denotes  the  diameter  and  L  the  exposed  length.  The 
volume  increases  more  rapidly  than  the  wall  surface,  as  the  diameter  is  increased 
for  a  constant  length.  Since  the  lengths  of  cylinders  never  exceed  a  certain  hmit, 
it  may  be  said,  generally,  that  small  engines  show  greater  amounts  of  condensation, 
and  lower  efficiencies,  than  large  engines. 

436.  Ratio  of  Expansion.  This  may  be  defined  as  Va-^Vb,  Fig.  187  (Art.  450). 
The  greater  the  ratio  of  expansion,  the  greater  is  the  initial  condensation.  This 
would  be  true  even  if  expansion  were  adiabatic;  with  early  cut-off,  moreover,  the 
time  during  which  the  metal  is  exposed  to  high  temperature  steam  is  reduced,  and 
its  mean  temperature  is  consequently  less.  Its  activity  as  an  agent  for  cooling 
the  steam  during  expansion  is  thus  increased.  Again,  the  volume  of  steam  during 
admission  is  more  reduced  by  early  cut-off  than  is  the  exposed  cooling  surface,  since 
the  latter  includes  the  two  constant  quantities,  the  surfaces  of  the  piston  and  of  the 
cy finder  head  (clearance  ignored — Art.  450).  The  following  shows  the  results  of 
several  experiments: 


Observers 

Eatio  of 
Expansion 

Per  Cent,  of  Water 
AT  Cut-off 

Steam  Consumption, 
Pounds  per  Iiip-hr. 

Loring  and  Emery 
Willans  (9) 

Lo%o 

4.2 

4.0 

High 

16.8 

8.0 

Loto 
8.9 

High 

2.3.0 

Low 

21.2 

20.7 

High 

25.1 
23.1 

Barrus  (10)  gives  the  following  as  average  results  from  a  large  number  of  tests 
of  Corliss  engines  at  normal  speed  : 


Cut-off,  Per  Cent. 

Percentage  of 

Cut-off,  Per  Cent. 

Percentage  of 

op  Stroke 

Condensation 

of  Stroke 

Condensation 

2.5 

62 

25.0 

24 

5.0 

54 

30.0 

20 

10.0 

44 

40.0 

16 

15.0 

36 

45.0 

15 

20.0 

28 

In  these  three  sets  of  experiments,  it  was  found  that  the  propor- 
tion of  water  steadily  decreased  as  the  ratio  of  expansion  decreased. 
The  steam  consumption,  however,  decreased  to  a  certain  minimum 
figure,  and  then  increased  (a  feature  not  shown  by  the  tabulation)  — 
see  Fig.  189a.     The  beneficial  effect  of  a  decrease  in  condensation 
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9^7  5 


was  here,  as  in  general  practice,  offset  at  a  certain  stage  by  the  thermo- 
dynamic loss  due  to  relatively  incomplete  expansion,  discussed  in 

Art.  418.  The  proper  balancing  of 
these  two  factors,  to  secure  best 
efficiency,  is  the  problem  of  the 
engine  designer.  It  must  be  solved 
by  recourse  to  theory,  experiment, 
and  the  stud}^  of  standard  practice. 
In  Amxcrican  stationary  engines,  the 
ratio  of  expansion  in  simple  cylinders 
is  usually  from  4  to  5. 


RATIO  OF  EXPANSION 

Fig.  189a.  Art.  436.— Effect  of  Ratio 
of  Expansion  on  Initial  Conden- 
sation and  Efficiency. 


437.  Quantitative  Effect.  Empirical  formulas  for  cylinder  condensation  have 
been  presented  by  Marks  and  Heck,  among  others.  Marks  (11)  gives  a  curve 
of  condensation,  showing  the  proportion  of  steam  condensed  for  various  ratios  of 
expansion,  all  other  factors  being  eliminated.  A  more  satisfactory  relation  is 
established  by  Heck  (12),  whose  formula  for  non-jacketed  engines  is 


M-- 


0.27 


in  which  M  is  the  proportion  of  steam  condensed  at  cut-off,  N  is  the  speed  of  the 
engine  (r.  p.  m.),  s  is  the  quotient  of  the  exposed  surface  of  the  cyhnder  in  square 


feet  by  its  volume  in  cubic  feet 


12 /2Z) 


+4  )  where  D  and  L  are  in  inches,  p  is  the 


TABLE:  VALUES  FOR  T 


Vo 

Const. 

Vo 

Const. 

Vo 

Const. 

Vo 

Const. 

0 

170 

45 

262 

115 

348 

185 

409 

1 

175 

50 

2691 

120 

353 

190 

413 

2 

179 

55 

277 

125 

358 

195 

416i 

3 

183 

60 

284 

130 

362i 

200 

420 

4 

186 

65 

291 

135 

367 

210 

427 

6 

191 

70 

297^ 

140 

3711 

220 

434 

8 

196 

75 

304 

145 

376 

230 

441 

10 

200 

80 

310 

150 

380i 

240 

447^ 

15 

210 

85 

316 

155 

385 

250 

454 

20 

220 

90 

321i 

160 

389 

260 

4601 

25 

229 

95 

327 

165 

393 

270 

467 

30 

238 

100 

332i 

170 

397 

280 

473 

35 

246 

105 

338 

175 

401 

290 

479 

40 

254 

110 

343 

180 

405 

300 

485 

{T  in  the  formula  is  equal  to  the  difference  in  constants  corresponding  with  the 
highest  and  lowest  absolute  pressures  in  the  cyhnder.) 
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absolute  pressure  per  square  inch  at  cut-off,  e  is  the  reciprocal  of  the  ratio  of  expan- 
sion, and  T  is  a  function  of  the  pressure  range  in  the  cylinder,  which  may  be  obtained 
from  the  table  on  p.  306.  Heck  estimates  that  the  steam  consumption  of  an 
engine  may  be  computed  from  its  indicator  diagram  (Art.  500)  within  10  per.  cent 
by  the  appHcation  of  this  formula.  If  the  steam  as  delivered  from  the  boiler  is 
wet,  some  modification  is  necessary. 

438.  Reduction  of  Condensation.  Aside  from  careful  attention  to 
the  factors  already  mentioned,  the  principal  methods  of  minimizing 
cylinder  condensation  are  by  (a)  the  use  of  steam-jackets,  (h)  super- 
heaiing  the  steam,  and  (c)  the  employment  of  multiple  expansion. 

439.  The  Steam  Jacket.  Transfers  of  heat  between  steam  and 
cylinder  walls  would  be  eliminated  if  the  walls  could  be  kept  at  the 
momentary  temperature  of  the  steam.  Initial  condensation  is  eHmi- 
nated  if  the  walls  are  kept  at  the  temperature  of  steam  during  admis- 
sion: it  is  mitigated  if  the  walls  are  kept  from  being  cooled  by  the 
low-pressure  steam  during  the  latter  part  of  expansion  and  exhaust. 

The  steam  jacket,  invented  by  Watt,  is  a  hollow  casing  enclosing  the 
cyhnder  walls,  ^dthin  which  steam  is  kept  at  high  pressure.  Jackets 
have  often  been  mechanically  imperfect,  and  particular  difficulty  has 
been  experienced  in  keeping  them  drained  of  the  condensed  water. 
In  a  few  cases,  the  steam  has  passed  through  the  jacket  on  its  way  to 
the  c^dinder;  a  bad  arrangement,  as  the  cylinder  steam  was  thus  made 
wet.  It  is  usual  practice,  with  simple  engines,  and  at  the  high-pressure 
cylinders  of  compounds,  to  admit  steam  to  the  jacket  at  full  boiler 
pressure;  and  in  some  cases  the  pressure  and  temperature  in  the  jacket 
have  exceeded  those  in  the  cyHnder.  Hot-air  jackets  have  been  used,  in 
which  flue  gas  from  the  boiler,  or  highly  heated  air,  was  passed  about 
the  body  of  the  cyHnder. 

440.  Argtiments  for  and  against  Jackets.  The  exposed  heated 
surface  of  the  cylinder  is  increased  and  its  mean  temperature  is  raised; 
the  amount  of  heat  lost  to  the  atmosphere  is  thus  increased.  The  jacket 
is  at  one  serious  disadvantage :  its  heat  must  be  transmitted  through  the 
entire  thickness  of  the  walls;  while  the  internal  heat  transfers  are 
effected  by  direct  contact  between  the  steam  and  the  inner  "  skin  '' 
of  the  walls. 

Unjacketed  cylinder  walls  act  like  heat  sponges.  The  function  of 
the  jacket  is  preventive,  rather  than  remedial,  opposing  the  formation 
of  moisture  early  in  the  stroke,  liquefaction  being  transferred  from  the 
cylinder  to  the  jacket,  where  its  influence  is  less  harmful.  The  walls 
are  kept  hot  at  all  times,  instead  of  being  periodically  heated  and  cooled 
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by  the  action  of  the  cylinder  steam.  The  steam  in  the  jacket  does 
not  expand;  its  temperature  is  at  all  times  the  maximum  temperature 
attained  in  the  cycle.  The  mean  temperature  of  the  walls  is  thus 
raised. 


441.  Results  of  Jacketing.  In  the  ideal  case,  the  action  of  the  jacket  may  be 
regarded  as  shown  by  the  difference  of  the  areas  dekl  and  dehf,  Fig.  183.  The  total 
heat  supplied,  without  the  jacket,  is  ldeh2,  but  cyHnder  condensation  makes  the 
steam  wet  at  cut-off,  giving  the  work  area  dekl  only.  The  additional  heat  26/3, 
supplied  by  the  jacket,  gives  the  additional  work  area  khfl,  manifestly  at  high 
efficiency.  In  this  country,  jackets  have  been  generally  employed  on  well-known 
engines  of  high  efficiency,  particularly  on  slow  speed  pumping  engines;  but  their 
use  is  not  common  with  standard  designs.  Slow  speed  and  extreme  expansion, 
which  suggest  jackets,  lead  to  excessive  bulk  and  first  cost  of  the  engine.  With 
normal  speeds  and  expansive  ratios,  the  engine  is  cheaper  and  the  necessity  for 
the  jacket  is  less.  The  use  of  the  jacket  is  to  be  determined  from  considerations 
of  capital  charge,  cost  of  fuel  and  load  factor,  as  well  as  of  thermodynamic  efficiency. 
The^e  commercial  factors  account  for  the  far  more  general  use  of  the  jacket  in  Europe 
than  in  the  United  States. 

From  7  to  12  per  cent  of  the  whole  amount  of  steam  supplied  to  the  engine 
may  be  condensed  in  the  jacket.     The  power  of  the  engine  is  almost  invariably 

increased  by  a  greater  percentage  than  that  of  increase 
of  steam  consumption.  The  cylinder  saves  more  than 
the  jacket  spends,  although  in  some  cases  the  amount 
of  steam  saved  has  been  small.  The  range  of  net 
saving  may  be  from  2  or  3  up  to  15  per  cent.  The 
increased  power  of  the  engine  is  represented  by  the 
difference  between  the  areas  abcdes  and  aXYdes, 
Fig.  187.  The  latter  area  approaches  much  more 
closely  the  ideal  area  ABODE.  Jacketing  pays  best 
when  the  conditions  are  such  as  to  naturally  induce 
excessive  initial  condensation.  The  diagram  of  Fig. 
190,  after  Donkin  (14),  shows  the  variation  in  value 
of  a  steam  jacket  at  varying  ratios  of  expansion  in  the  same  engine  run  at  constant 
speed  and  initial  pressure.  With  the  jacket,  the  best  ratio  of  expansion  was  about 
10,  giving  25  lb.  of  steam  per  hp.-hr:  without  the  jacket,  the  lowest  steam  consump- 
tion (of  39  lb.  per  hp.-hr)  was  reached  at  an  expansion  ratio  of  4. 

442.  Use  of  Superheated  Steam.  The  thermodynamic  advantage  of 
superheating,  though  small,  is  not  to  be  ignored,  some  heat  being  taken 
in  at  a  temperature  higher  than  the  mean  temperature  of  heat  absorp- 
tion; the  practical  advantages  are  more  important.  Adequate  super- 
heat fills  the  "  heat  sponge  "  formed  by  the  walls,  without  letting  the 
steam  become  wet  in  consequence.  If  superheating  is  sHght,  the  steam, 
during  admission,  may  be  brought  down  to  the  saturated  condition, 
and  may  even  become  wet  at  cut-off,  following  such  a  path  as  debxhkl, 
Fig.  183.     With  a  greater  amount  of  superheat,  the  steam  may  remain 


'^6       ''12  '/g  "/IG 

^  POINT  OF  CUT-OFF 

Fig.  190.  Art.  441.  — Effect 
of  Jackets  at  Various  Ex- 
pansion Ratios. 
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dry  or  even  superheated  at  cut-off,  giving  the  paths  debzi/f,  deb^zA. 
The  minimum  amount  of  superheat  ordinarily  necessary  to  give  dry- 
ness at  cut-off  seems  to  be  about  100°  F.;  it  may  be  much  greater. 
Ripper  finds  (15)  that  about  7.5°  F.  of  superheat  are  necessary  for  each 
1  per  cent  of  wetness  at  cut-off  to  be  expected  when  working  with 
saturated  steam.  We  thus  obtain  Fig.  191,  in  which  the  increased  work 
areas  acbd,  cefh,  eghf  are  obtained  by  superheating  along  jk,  kl,  Im, 
each  path  representing  75°  of  superheat.  Taking  the  pressure  along  ag 
as  120  lb.,  and  that  along  hb  as  1  lb.,  the  absolute  temperatures  are  800.9° 
and  561.43°,  respectively,  and  since  the  latent  heat  at  120  lb.  is  877.2 
B.  t.  u.,  the  work  gained  by  each  of  the  areas  in 
question  is 


87.72 


/800.9  -  561.43 


800.9 


=  26.1  B.  t.  u. 


aceg    lZ\ 
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Fig.  191.  Art.  442.  — Super- 
heat for  overcoming  Initial 
Condensation. 


If  we  take  the  specific  heat  of  superheated 
steam,  roughly,  at  0.48,  the  heat  used  in  secur- 
ing this  additional  work  area  is  0.48  x  75  =  36 
B.  t.  u:  The  efficiency  of  superheating  is  then 
26.1^36  =  0.73,  while  that  of  the  non-super- 
heated cycle  as  a  whole,  even  if  operated  at  Car- 
not  efficiency,  cannot  exceed  239. 47 -v- 800.9 =0.30. 
Great  care  should  be  taken  to  avoid  loss  of  heat  in  pipes  between  the  super- 
heater and  the  cyhnder;  without  thorough  insulation  the  fall  of  tem- 
perature here  may  be  so  great  as  to 
considerably  increase  the  amount  of 
superheating  necessary  to  secure  the 
desired  result  in  the  cylinder. 

443.  Experimental  Results  with  Super- 
heat. The  Alsace  tests  of  1892  showed,  with 
from  60°  to  80°  of  superheat,  an  average  net 
saving  of  12  per  cent,  based  on  fuel,  even  when 
the  coal  consumed  in  the  separately  fired 
superheaters  was  considered;  and  when  the 
superheaters  were  fired  by  waste  heat  from 
the  boilers,  the  average  saving  was  20  per 
cent.  Willans  found  a  considerable  saving 
by  superheat,  even  when  cut-off  was  at  half 
stroke,  a  ratio  of  expansion  certainly  not  unduly  favorable  to  superheating.  As 
with  jackets,  the  advantage  of  superheat  is  greatest  in  engines  of  low  speeds  and 
high  expansive  ratios.  Striking  results  have  been  obtained  by  the  use  of  high 
superheats,  ranging  from  200°  to  300°  F.  above  the  temperature  of  saturation. 
The  mechanical  design  of  the  engine  must  then  be  considerably  modified.    Vaughan 
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Fig.  193.    Art.  443,  Prob.  7.  — Steam 
Economy  in  Relation  to  Superheat. 
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(16)  has  reported  remarkably  large  savings  due  to  superheating  in  locomotive 
practice.  Figure  193  shows  the  decreased  steam  consumption  due  to  various 
degrees  of  superheat  in  a  small  high  speed  engine. 

444.  Actual  Expansion  Curve.  In  Fig.  187,  hYo  represents  the 
curve  of  constant  dryness,  bCo  the  adiabatic.  The  actual  expansion 
curve  in  an  unjacketed  cyhnder  using  saturated  steam  will  then  be 
some  such  line  as  he,  the  entropy  increasing  in  the  ratio  xz-^xy  and 
the  fraction  of  dryness  in  the  ratio  xz^xw.  Expressed  exponentially, 
the  value  of  n  for  such  expansion  curve  depends  on  the  initial  dryness 
(Art.  4316);  it  is  usually  between  0.8  and  1.2,  and  averages  about 
1.00,  when  the  equation  of  the  curve  is  PV  =pv.  This  should  not 
be  confused  with  the  perfect  gas  isothermal;  that  the  equation  has 
the  same  form  is  accidental  The  curve  PV  =vv  is  an  equilateral 
hyperbola,  commonly  called  the  hyperbolic  line. 

The  actual  expansion  path  he  will  then  appear  on  the  entropy  dia- 
gram, Fig.  189,  as  he,  he',  usually  more  Hke  the  former.  The  point  h 
(cut-off)  specifies  a  lower  pressure  an^  temperature  than  does  B  in  the 
ideal  diagram,  and  hes  to  the  left  of  B  on  accpunt  of  initial  condensa- 
tion. If  expansion  is  then  along  he,  the  walls  are  giving  up,  to  the 
steam,  heat  represented  by  the  area  mhen.  This  is  much  less  than 
the  area  mhBM,  which  represents  roughly  the  loss  of  heat  to  the  walls 
by  initial  condensation. 


445.   Work   done    during    Expansion:    Engine    Capacity.    From  Art. 

B  *  B   ^'^Be 


95,    this    is,    for    a    hyperbolic    curve,    EC,  Fig.   187,  Pb^b  ^^Ze  ~' 


V^ 

Assume  no  clearance,  and  admission  and  exhaust  to  occur  without 
change  of  pressure;  the  cycle  is  then  precisely  that  represented  by 
ABODE,  excepting  that  the  expansive  path  is  hyperbolic.  Then  the 
work  done  during  admission  is  -P^F^;  the  negative  work  during  exhaust 
is  Pj^Vfj]  and  the  net  work  of  the  cycle  is 


PbVb  +  PbVb  loge  y-  PdVc  =  PbVb[1  +  log.  ^^ j  -  P^Vc. 

The  mean  effeetive  pressure  or  average  ordinate  of   the  work  area  is 
obtained  by  dividing  this  by  V^,  giving 


P^7^(l  +  log,^^) 


D, 
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or,  letting  jr  =r,  it  is 


P^(l  +  log,r)      p 


Letting  m  stand  for  this  mean  effective  pressure,  in  pounds  per  square 
inch,  A  for  the  piston  area  in  square  inches,  L  for  the  length  of  the  stroke 
in  feet,  and  N  for  the  revolutions  per  minute,  the  total  average  pressure 
on  the  piston  (ignoring  the  rod)  is  mA  pounds,  the  distance  through 
which  it  is  exerted  per  minute  is  in  a  double-acting  engine  2  LN  feet, 
and  the  work  per  minute  is  2  niALN  foot-pounds,  or  2  mALA^-^  33,000 
horse  power.  This  is  for  an  ideal  diagram,  which  is  always  larger  than 
the  actual  diagram  abodes;  the  ratio  of  the  latter  to  the  former  gives  the 
diagram  factor,  by  which  the  computed  value  of  m  must  be  multiplied 
to  give  actual  results. 

Diagram  factors  for  various  types  of  engine,  as  given  by  Seaton,  are  as  follows: 

Expansion  engine,  with  special  valve  gear,  or  with  a  separate  cut-off  valve, 
cylinder  jacketed  .  .  .  0.90; 

Expansion  engine  having  large  ports  and  good  ordinary  valves,  cylinders  jacketed 
.  .  .  0.86  to  0.88; 

Expansion  engines  with  ordinary  valves  and  gear  as  in  general  practice,  and 
unjacketed  .  .  .  0.77  to  0.81; 

Compomid  engines,  with  expansion  valve  on  high  pressure  cylinder,  cyhnders 
jacketed,  with  large  ports,  etc.  .  .  .  0.86  to  0.88; 

Compound  engines  with  ordinary  sHde  valves,  cyhnders  jacketed,  good  ports, 
etc.  .  .  .  0.77  to  0.81; 

Compound  engines  with  early  cut-off  in  both  cylinders,  without  jackets  or 
separate  expansion  valves  .  .  .  0.67  to  0.77; 

Fast-running  engines  of  the  type  and  design  usually  fitted  in  warships  ...  0.57 
to  0.77. 

The  extreme  range  of  values  of  the  diagram  factor  is  probably  between  0.50  and 
0.90.  Regulation  by  throtthng  gives  values  0.10  to  0.25  lower  than  regulation 
by  cut-off  control.  Jackets  raise  the  value  by  0.05  to  0.15.  Extremely  early 
cut-off  in  simple  unjacketed  engines  (less  than  5)  or  high  speed  (above  225  r.  p.  m.) 
may  decrease  it  by  0.025  to  0.125.  Features  of  valve  and  port  design  may  cause 
a  variation  of  0.025  to  0.175. 

Piston  speeds  of  large  engines  at  around  100  r.  p.  m.  now  range  from  720  ft. 
per  minute  upward.  The  power  output  of  an  engine  of  given  size  is  almost  directly 
proportional  to  the  piston  speed.  Rotative  speeds  (r.  p.  m.)  depend  largely  on  the 
type  of  valve  gear,  and  are  limited  by  the  strength  of  the  flywheel.  Releasing 
gear  engines  do  not  ordinarily  run  at  over  100  r.  p.  m.  (Art.  507) :  nor  do  four-valve 
engines  often  exceed  240  r.  p.  m.  The  smaller  engines  are  apt  to  have  the  higher 
rotative  speeds  and  the  larger  ratios  of  cylinder  diameter  to  stroke.  Long  strokes 
favor  small  clearances,  with  many  types  of  valve.  Engines  of  high  rotative  speed 
will  generally  have  short  strokes.  Speeds  of  stationary  reciprocating  engines  seldom 
exceed  325  r.  p.  m. 
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446.  Capacity  from  Clayton's  Formula.  If  the  expansion  curve  can  be  repre- 
sented by  the  equation  py"  =  const.,  in  which  rir^l,  the  mean  effective  pressure 
(clearance  ignored)  is,  with  the  notation  of  Art.  445, 

nPs       p^  Pb 


r(n  — 1)  r"(n  — 1)" 

The  best  present  basis  for  design  is  to  find  n  as  suggested  in  Arts.  4316,  437, 
to  assume  a  moderate  amount  of  hyperbohc  compression  (see  Art.  451)  and  to 
allow  for  clearance.  This  is  in  fact  the  only  suitable  method  for  use  where  there 
is  high  superheat:  in  which  case  n>  1.0. 

Thus,  let  the  pressure  limits  be  120  and  16  lb.  absolute,  the  apparent  ratio  of 
expansion  4,  clearance  4  per  cent,  compression  to  32  lb.  absolute,  n  =  1.15.  The 
approximate  equation  above  gives 

1-15X120     _  120  „„ 

^  =  "060 ^^-4115X0.15  =^^^^- 

More  exactly,  calling  the  clearance  volume  0.04,  the  length  of  the  diagram  is  1.0, 
the  volume  at  cut-off  is  0.29,  and  the  maximum  volume  attained  is  1.04.  The 
mean  effective  pressure  is 

m  =  (120X0.25)  +  <^'^»X»-^'')-f''X^-»^'-16  (1.04-0.08) 

-(30X0.04  loge  2)  =54.5  lb.  per  square  inch, 

/0.29\  I'l^ 
the  pressure  at  the  end  of  expansion  being  120  I  ^t^I        =27.6  lb.  and  the  volume  at 

the  beginning  of  compression  being  0.04  Xf|  =  0.08. 

Any  diagram  factor  employed  with  this  method  will  vary  only  slightly  from  1.0, 
depending  principally  upon  the  type  of  valve  and  gear.  Unfortunately,  we  do  not 
as  yet  possess  an  adequate  amount  of  information  as  to  values  of  n  in  condensing 
and  jacketed  engines. 

447.  Capacity  vs.  Economy.  If  we  ignore  the  influence  of  con- 
densation, the  Clausius  cycle  (Art.  409),  objectionable  as  it  is  with 
regard  to  capacity  (Art.  418),  would  be  the  cycle  of  maximum  effi- 
ciency ;  practically,  when  we  contemplate  the  excessive  condensation 
that  would  accompany  anything  like  complete  expansion,  the  cycle  of 
Rankine  is  superior.  This  statement  does  not  apply  to  the  steam  tur- 
bine (Chapter  XIV).  The  steam  engine  may  be  given  an  enormous 
range  of  capacity  by  varying  the  ratio  of  expansion  ;  but  when  this 
falls  above  or  below  the  proper  limits,  economy  is  seriously  sacrificed. 
In  purchasing  engines,  the  ratio  of  expansion  at  normal  load  should 
be  set  fairly  high,  else  the  overload  capacity  will  be  reduced.  In 
marine  service,  economy  of  fuel  is  of  especial  importance,  in  order  to 
save  storage    space.     Here    expansive   ratios   may  therefore   range 
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higher  than  is  common  in  stationary  practice,  where  economy  in  first 
cost  is  a  relatively  more  important  factor. 

448.  The  Exhaust  Line :  Back  Pressure.  Considering  now  the  line  de  of  Fig. 
187,  we  find  a  noticeable  loss  of  work  area  as  compared  .with  that  in  the  ideal 
case.  (Line  DE  represents  the  pressure  existing  outside  the  cylinder.)  This  is 
due  to  several  causes.  The  frictional  resistance  of  the  ports  and  exhaust  pipes 
(greatly  increased  by  the  presence  of  water)  produces  a  wiredrawing  effect,  mak- 
ing the  pressure  in  the  cylinder  higher  than  that  of  the  atmosphere  or  of  the  con- 
denser. The  presence  of  air  in  the  exhaust  passages  of  a  condensing  engine  may 
elevate  the  pressure  above  that  corresponding  to  the  temjjerature  of  the  steam, 
and  so  cause  undesirable  resistance  to  the  backward  movement  of  the  piston. 
This  air  may  be  present  as  the  result  of  leakage,  under  poor  operating  conditions; 
more  or  less  air  is  always  brought  in  the  cycle  with  the  boiler  feed  and  condenser 
water.  The  effect  of  these  causes  is  to  increase  the  pressure  during  release,  even 
in  good  engines,  from  1.0  to  3.0  lb.  above  that  ideally  obtainable. 

Reevaporation  may  be  incomplete  at  the  end  of  expansion;  it  then  proceeds 
during  exhaust,  sometimes,  in  flagrant  cases,  being  still  incomplete  at  the  end  of 
exhaust.  The  moisture  then  present  greatly  increases  initial  condensation.  The 
evaporation  of  any  water  during  the  exhaust  stroke  seriously  cools  the  cylinder 
walls.  In  general  good  practice  the  steam  is  about  dry  durmg  exhaust;  or  at  least 
during  the  latter  portion  of  the  exhaust. 

449.  Effect  of  Altitude.  The  possible  capacity  of  a  non-condensing  engine  is 
obviously  increased  at  low  barometric  pressures,  on  account  of  the  lowering  of  the 
line  DE,  Fig.  187.  With  condensing  engines,  the  absolute  pressure  attained  along 
DE  depends  upon  the  proportion  of  cooling  water  supplied  and  the  effectiveness 
of  the  condensing  apparatus.  It  is  practically  independent  of  the  barometric  j)i'es- 
sure,  excepting  at  very  high  vacua ;  consequently,  the  capacity  of  the  engine  is 
unchanged  by  variations  in  the  latter.  A  slightly  decreased  amount  of  power, 
however,  will  suffice  to  drive  the  air  pump  which  delivers  the  products  of  conden- 
sation against  any  lessened  atmospheric  pressure. 

450.  Clearance.    The  line  esa  does  not  at  any  point  come  in  contact  with  the 

ideal  line  EA,  Fig.  187.     In  all  engines,  there  is  necessarily  a  small  space  left 

between  the  piston  and  the  inside  of  the  cylinder  head  at  the  end  of  the  stroke. 

This  space,  with  the  port  spaces  back  to  the  contact  surfaces  of  the  inlet  valves,  is 

filled  with  steam  throughout  the  cycle.    The  distance  ts  in  the  diagram  represents  the 

volume    of    these    "  clearance  "    spaces.     In  Fig.  195,  the  apparent    ratio   of   ex- 

fD 
pansion  is  '— .     If  the  zero  volume  line  OP  be  found,  the  real  ratio  of  expansion, 
ah 

FD 

clearance  volume    included,  is    — — .       The   proportion     of   clearance  (always  ex- 

Aa 
pressed  in  terms  of  the  piston  displacement)  is  — .    The  clearance  in  actual  engines 
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varies  from  2  to  10  per  cent  of   the    piston   displacement,  the   necessary  amount 
depending    largely    on   the  type  of  valve  gear.     In  such  an  engine  as  that  of 

Fig.  186,  it  is  necessarily  large,  on  account 
of  the  long  ports.      In  these  flat  slide  valve 
engines   it    averages    5  to  10  per  cent:  with 
rotary  (Corhss)  valves,  3  to  8  per  cent;  with 
single  piston  valves,  8  to  15  per  cent.    These 
figures  are  for  valves  placed  on  the  side  (bar- 
rel) of  the  cyhnder.     When  valves  are  placed 
on  heads,  the  clearance  may  be  reduced  2  to 
6    per    cent.       In     the    unidirectional    flow 
(Stumpf)  engine  (Art.  507),  it  is  only  about 
2  per  cent.      It  is  proportionately  greater  in 
-V  small    engines    than    in  those  of  large  size. 
Fig.  105.    Arts.  450,  451.  — Real  and  Ap- 1*  ^^y  ^e  accurately  estimated  by  placing 
parent  Expansion.  the  piston  at  the  end  of  the  stroke   and  fill- 

ing the  clearance  spaces  with  a  weighed  or 
measured  amount  of  water.  All  waste  spaces,  back  to  the  contact  surfaces  of  the 
valves,  count  as  clearance. 

451.  Compression.  A  large  amount  of  steam  is  employed  to  fill  the  clearance 
space  at  the  beginning  of  each  stroke.  This  can  be  avoided  by  closing  the  exhaust 
valve  prior  to  the  end  of  the  stroke,  as  at  e,  Fig.  187,  the  piston  then  compressing 
the  clearance  steam  along  es,  so  that  the  pressure  is  raised  nearly  or  quite  to  that 
of  the  entering  steam.  This  compression  serves  to  prevent  any  sudden  reversal  of 
thrust  at  the  end  of  the  exhaust  stroke.  If  compression  is  so  complete  as  to  raise 
the  pressure  of  the  clearance  steam  to  that  carried  in  the  supply  pipe,  no  loss  of  steam 
will  be  experienced  in  filling  clearance  spaces.  The  work  expended  in  compression, 
eahg,  Fig.  195,  will  be  largely  recovered  during  the  next  forward  stroke  by  the  expan- 
sion of  the  clearance  steam:  the  clearance  will  thus  have  had  httle  effect  on  the 
efficiency;  the  loss  of  capacity  efa  will  be  just  balanced  by  the  saving  of  steam, 
for  the  amoiuit  of  steam  necessary  to  fill  the  clearance  space  would  have  expanded 
along  ae,  if  no  other  steam  had  been  present. 

Complete  compression  would,  however,  raise  the  temperature  of  the  com- 
pressed steam  so  much  above  that  of  the  cylinder  walls  that  serious  condensation 
would  occur.  This  might  be  counteracted  by  jacketing,  but  in  practice  it  is  cus- 
tomary to  terminate  compression  at  some  pressure  lower  than  that  of  the  entering 
steam.  A  certain  amount  of  unresisted  expansion  then  takes  place  during  the 
entrance  of  the  steam,  giving  a  wiredrawn  admission  line.  If  the  pressure  at  s, 
Fig.  187,  is  fixed,  it  is,  of  course,  easy  to  determine  the  point  e  at  which  the 
exhaust  valve  must  close.  Considered  as  a  method  of  warming  the  cylinder  walls 
so  as  to  prevent  initial  condensation,  compression  is  "  theoretically  less  desirable 
than  jacketing,  for  in  the  former  case  the  heat  of  the  steam,  once  transformed  to 
work,  with  accompanying  heavy  losses,  is  again  transformed  into  heat,  while  in 
the  latter,  heat  is  directly  applied."  For  mechanical  reasons,  some  compression  is 
usually  considered  necessary.  It  makes  the  engine  smooth-running  and  probably 
decreases  condensation  if  properly  limited.  Compression  must  not  be  regarded  as 
bringing  about  any  nearer  approach  to  the  Carnot  cycle.  It  is  applied  to  a  very 
small  portion  only  of  the  working^  substance,  the  major  portion  of  which  is 
externally  heated  during  its  passage  through  the  steam  plant. 
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452.  Valve  Action:  Leakage.  We  have  now  considered  most  of  the  differences 
between  the  actual  and  ideal  diagrams  of  Fig.  187.  The  rounding  of  the  corners 
at  h,  and  along  cdu,  is  due  to  sluggish  valve  action;  valves  must  be  opened  slightly 
before  the  full  effect  of  their  opening  is  realized,  and  they  cannot  close  instantaneously. 
The  round  corner  at  e  is  due  to  the  slow  closing  of  the  exhaust  valve.  The  inclined 
line  sa  shows  the  admission  of  steam,  the  shaded  work  area  being  lost  by  the  slow 
movement  of  the  valve.  In  most  cases,  admission  is  made  to  occur  slightly  prior 
to  the  end  of  the  stroke,  in  order  to  avoid  this  very  effect.  If  admission  is  too  early, 
a  negative  lost  work  loop,  7nno,  may  be  formed.  Important  aberrations  in  the 
diagram,  and  modifications  of  the  phenomena  of  cylinder  condensation,  may  result 
from  leakage  past  valves  or  pistons.  In  an  engine  like  that  of  'Fig.  186,  steam 
may  escape  directly  from  the  steam  chest  to  the  exhaust  port.  Valves  are  more 
apt  to  leak  than  pistons.  A  valve  may  be  tight  when  stationary,  but  leak  when 
moving;  it  may  be  tight  when  cold  and  leak  when  hot.  Unbalanced  slide  valves, 
poppet  and  Corliss  valves  tend  to  wear  tight;  piston  valves  and  balanced  slide 
valves  become  leaky  with  wear.  Leakage  is  increased  when  the  steam  is  wet. 
Jacketing  the  cylinder  decreases  leakage.  The  steam  valve  may  allow  steam  to 
enter  the  cylinder  after  the  point  of  cut-off  has  been  passed.  Fortunately,  as  the 
difference  in  pressure  between  steam  chest  and  cylinder  increases,  the  overlap  of 
the  valve  also  increases.  Leakage  past  the  exhaust  valve  is  particularly  apt  to 
occur  just  after  admission,  because  then  (unless  there  is  considerable  compression) 
the  exhaust  valve  has  only  just  closed. 

The  indicator  diagram  cannot  be  depended  on  to  detect  leakage,  excepting  as 
the  curves  are  transferred  to  logarithmic  coordinates  (7).  Such  steam  valve  leakage 
as  has  just  been  described  produces  the  same  apparent  effect  as  reevaporation 
occurring  shortly  after  cut-off.  Leakage  from  the  cyhnder  to  the  exhaust,  occurring 
during  this  period,  produces  the  effect  which  was  formerly  regarded  as  due  to  cylinder 
condensation  immediately  following  cut-off.  In  engines  known  to  have  tight 
exhaust  valves,  this  latter  effect  is  not  found. 

An  engine  may  be  blocked  and  examined  for  leakage  (Trans.  A.  S.  M.  E.,  XXIV, 
719)  but  it  is  difficult  to  ascertain  the  actual  amount  under  running  conditions. 
In  one  test  of  a  small  engine,  leakage  was  found  to  be  300  lb.  per  hour.  Tests  have 
shown  that  with  single  flat  slide  or  piston  valves  the  steam  consumption  increases 
about  15  per  cent  in  from  1  to  5  years,  on  account  of  leakage  alone.  A  large 
number  of  tests  made  on  all  types  of  engine  gave  steam  consumptions  averaging 
5  per  cent  higher  where  leakage  was  apparent  than  where  valves  and  pistons  were 
known  to  be  tight. 

The  Steam  Engine  Cycle  on  the  Entropy  Diagram 

453.  Cylinder  Feed  and  Cushion  Steam.  Fig.  189  has  been  left  incomplete,  for 
reasons  which  are  now  to  be  considered.  It  is  convenient  to  regard  the  working 
fluid  in  the  cylinder  as  made  up  of  two  masses,  —  the  "  cushion  steam,"  which 
alone  fills  the  compression  space  at  the  end  of  each  stroke,  and  is  constantly  present, 
and  the  "  cylinder  feed,"  which  enters  at  the  beginning  of  each  stroke,  and  leaves 
before  the  completion  of  the  next  succeeding  stroke.  In  testing  steam  engines  by 
weighing  the  discharged  and  condensed  steam,  the  cylinder  feed  is  alone  measured ; 
it  alone  is  chargeable  as  heat  consumption  ;  but  for  an  accurate  conception  of  the 
cyclical  relations  in  the  cylinder,  the  influence  of  the  cushion  steam  must  be  con- 
sidered. 
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In  Fig.  196,  let  abcde  be  the  PF  diagram  of  the  mixture  of  cushion  steam  and 
cylinder  feed,  and  let  gh  be  the  expansion  line  of  the  cushion  steam  if  it  alone  were 
present.  The  total  volume  vq  at  any  point  q  of  the  combined  paths  is  made  up 
of  the  cushion  steam  volume  vo  and  the 
cylinder  feed  volume,  obviously  equal  to 
oq.  If  we  wish  to  obtain  a  diagram 
showing  the  behavior  of  the  cylinder 
feed  alone,  we  must  then  deduct  from 
the  volumes  around  ahcde  the  correspond- 
ing volumes  of  cushion  steam.  The  point 
p  is  then  derived  by  making  vp  =  vq  —  vo, 
and  the  point  t  by  making  rt  —  ru  —  rs. 
Proceeding  thus,  we  obtain  the  diagram 
n^Jklm,  representing  the  behavior  of  the 
cylinder  feed.  Along  nz  the  diagram 
coincides  with  the  OP  axis,  indicating 
that  at  this  stage  the  cylinder  contains 
cushion  steam  only. 
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Fig.  196. 


Arts.  453,  457.  —  Elimination  of 
Cushion  Steam. 


454.  The  Indicator  Diagram.  Our  study  of  the  ideal  cycles  in  Chapter  XII  has 
dealt  with  representations  on  a  single  diagram  of  changes  occurring  in  a  given  mass 
of  steam  at  the  boiler,  cylinder,  and  condenser,  the  locality  of  changes  of  condition 
being  ignored.  The  energy  diagram  ahcdcs  of  Fig.  187  does  not  represent  the 
behavior  of  a  definite  quantity  of  steam  working  in  a  closed  cycle.  The  pressure 
and  volume  changes  of  a  varying  quantity  of  fluid  are  depicted.  During  expansion, 
along  he,  the  quantity  remains  constant;  during  compression  along  es,  the  quantity 
is  likewise  constant,  but  different.  Along  sah  the  quantity  increases;  while  along 
cde  it  decreases.  The  quality  or  dryness  of  the  steam  along  es  or  he  may  be  readily 
determined  by  comparing  the  actual  volume  with  the  volume  of  the  same  weight 
of  dry  steam ;  but  no  accurate  information  as  to  quality  can  be  obtained  along  the 
admission  and  release  lines  sah  and  ede.  The  areas  under  these  lines  represent 
work  quantities,  however,  and  it  is  desirable  that  we  draw  an  entropy  diagram 
which  shall  represent  the  corresponding  heat  expenditures.     Such  a  diagram  will 

not  give  the  thermal  history  of  any  definite 
amount  of  steam ;  it  is  a  mere  projection  of 
the  PV  diagram  on  different  coordinates. 
It  tacitly  assumes  the  indicator  diagram  to 
represent  a  reversible  cycle,  whereas  in  fact 
the  operation  of  the  steam  engine  is  neither 
cyclic  nor  reversible. 

455.  Boulvin's  Method.  In  Fig.  197, 
let  abede  be  any  actual  indicator  diagram, 
YZ  the  pressure  temperature  curve  of 
saturated  steam,  and  Q/t  the  curve  of  satu- 
ration, plotted  for  the  total  quantity  of 
Fig.  197.  Art.  455. -Transfer  from  PT  steam  in  the  cylinder  during  expansion. 
to  iV^r Diagram  (Boulvin's  Method).         The  water  line  OS  and  the  saturation  curve 
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MT  are  now  drawn  for  1  lb.  of  steam,  to  any  convenient  scale,  on  the  entropy  plane. 
To  transfer  any  point,  like  B,  to  the  entropy  diagram,  we  draw  BD,  DK,  EH,  KT, 
BA,  AT,  HT,  BG,  and  GF  as  in  Art.  378.  Then  F  is  the  required  point  on  the 
temperature  entropy  diagram.  By  transferring  other  points  in  the  same  way,  we 
obtain  the  area  NVFU.  The  expansion  line  thus  traced  correctly  represents  the 
actual  history  of  a  definite  quantity  of  fluid ;  other  parts  of  the  diagram  are  imaginary. 
It  is  not  safe  to  make  deductions  as  to  the  condition  of  the  substance  from  the  A'^T" 
diagram,  excepting  along  the  expansion  curve.  For  example,  the  diagram  apparently 
indicates  that  the  dryness  is  decreasing  along  the  exhaust  line  SU;  although  we  have 
seen  (Art.  448)  that  at  this  stage  the  dryness  is  usually  increasing  (17). 

456.  Application  in  Practice.  In  order  to  thus  plot  the  entropy  diagram,  it  is 
necessary  to  have  an  average  indicator  card  from  the  engine,  and  to  know  the 
quantity  of  steam  in  the  cylinder.  This  last  is  determined  by  weighing  the  dis- 
charged condensed  steam  during  a  definite  number  of  strokes  and  adding  the 
quantity  of  clearance  steam,  assuming  this  to  be  just  dry  at  the  beginning  of  com- 
pression, an  assumption  fairly  well  substantiated  by  experiment. 

457rt.  Reeve's  Method.  By  a  procedure  similar  to  that  described  in  Art.  453, 
an  indicator  diagram  is  derived  from  that  originally  given,  representing  the  behav- 
ior of  the  cylinder  feed  alone,  on  the  assumption  that  the  clearance  steam  works 
adiabatically  through  the  point  e.  Fig.  196.  This  often  gives  an  entropy  diagram 
in  which  the  compression  path  passes  to  the  left  of  the  water  line,  on  account  of 
the  fact  that  the  actual  path  of  the  cushion  steam  is  not  adiabatic,  but  is  occasion- 
ally less  "  steep." 

The  Reeve  diagram  accurately  depicts  the  process  between  the  points  of  cut- 
off and  release  and  those  of  compression  and  admission  with  reference  to  the  cylinder 
feed  only. 

457Z>.  Preferred  Method.  The  most  satisfactory  method  is  to  make 
no  attempt  to  represent  action  between  the  points  of  admission  and 
cut-off  and  of  release  and  compression.  During  these  two  portions 
of  the  cycle  we  know  neither  the  weight  nor  the  dryness  of  steam 
present  at  an}^  point.  The  method  of  Art.  455  should  be  used  for  the 
expansion  curve  alone.  For  compression,  a  new  curve  corresponding 
with  RQ,  Fig.  197,  should  be  drawn,  representing  the  pv  relation  for 
the  weight  of  clearance  steam  alone.  Points  along  the  compression 
curve  may  then  be  transferred  to  the  upper  right-hand  quadrant  by 
the  same  process  as  that  described  in  Art.  '155.  The  TN  diagram 
then  shows  the  expansion  and  compression  curves,  both  correctly 
located  with  reference  to  the  water  Hne  OS  and  the  dry  steam  curve 
TM,  for  the  respective  weights  of  steam;  and  the  heat  transfers  and 
dryness  changes  during  the  operations  of  expansion  and  compression 
are  perfectly  illustrated. 

468.  Specimen  Diagrams.  Figure  199  shows  the  gain  by  high  initial  pressure 
and  reduced  back  pressure.  The  augmented  work  areas  hefc,  cfho,  are  gained  at  high 
efficiency;  adji  and  adlk  cost  nothing.     The  operation  of  an  engine  at  back  pressure, 


318 


APPLIED  THERMODYNAMICS 


to  permit  of  using  the  exhaust  steam  for  heating  purposes,  results  in  such  losses  as 
adji,  adlk.  Similar  gains  and  losses  may  be  shown  for  non-expansive  cycles.  Figure 
200  shows  four  interesting  diagrams  plotted  from  actual  indicator  cards  from  a  small 

T 


Fig.   199. 


Art.   458.  —  Initial   Pressure 
Back  Pressure. 


and 


Fig.  200.    Art.  458.  —  Effects  of  Jacket- 
ing and  Superheating. 


engine  operated  at  constant  speed,  initial  pressure,  load,  and  ratio  of  expansion 
(18).  Diagrams  A  and  C  were  obtained  with  saturated  steam,  B  and  D  with  super- 
heated steam.  In  A  and  B  the  cylinder  was  unjacketed;  in  C  and  D  it  was  jacketed. 
The  beneficial  influence  of  the  jackets  is  clearly  shown,  but  not  the  expenditure  of 
heat  in  the  jacket.  The  steam  consumption  in  the  four  cases  was  45.6,  28.4,  27.25 
and  20.9  lb.  per  Ihp-hr.,  respectively. 


Multiple  Expansion 

459.  Desirability  of  Complete  Expansion.  It  is  proposed  to  show  that  a  large 
ratio  of  expansion  is  from  every  standpoint  desirable,  excepting  as  it  is  offset  by 
increased  cylinder  condensation ;  and  to  suggest  multiple  expansion  as  a  method 
for  attaining  high  efficiency  by  making  such  large  ratio  practically  possible. 

From  Art.  446,  it  is  obvious  that  the  maximum  work  obtainable  from  a  cylinder  is 
a  function  solely  of  the  initial  pressure,  the  back  pressure,  and  the  ratio  of  expan- 
sion. In  a  non-conducting  cylinder,  maximum  efficiency  would  be  realized  when 
the  ratio  of  expansion  became  a  maximum  between  the  pressure  limits.  Without 
expansion,  increase  of  initial  pressure  very  slightly,  if 
at  all,  increases  the  efficiency.  Thus,  in  Fig.  201, 
the  cyclic  work  areas  ahcd,  aefg,  ahij,  would  all  be 
equal  if  the  line  XY  followed  the  law  pv  =  PV. 
As  the  actual  law  (locus  of  points  representing 
steam  dry  at  cut-off)  is  approximately, 


the  work  areas  increase  slightly  as  the  pressure  in- 
creases;  but  the  necessary  heat  absorption  also 
increases,  and  there  is  no  net  gain.  The  thermody- 
namic advantage  of  high  initial  pressure  is  realized  only 
when  the  ratio  of  expansion  is  large. 

By  condensing  the  steam  as  it  flows  from  the  engine,  its  pressure  may  be  re- 
duced from  that  of  the  atmosphere  to  an  absolute  pressure  possibly  13  lb.  lower. 
The  cyclic  work  area  is  thus  increased ;  and  since  the  reduction  of  pressure  is  ac- 


Fig.  201.     Art.  459.  —  Non- 
expansive  Cycles. 


MULTIPLE  EXPANSION  319 

companied  by   a    reduction   in   temperature,  the  potential  efficiency  is  increased. 

Figure  202  shows,  however,   that  the  percentage  gain  in  efficiency  is  small  with  no 

expansion,  increasing  as  the  expansion  ratio  increases.     Wide  ratios  of  expansion  are 

from  all  of  these  standpoints  essential  to  efficiency. 

We  have  found,  however,  that  wide  ratios  of 
expansion  are  associated  with  such  excessive  losses 
from  condensation  that  a  compromise  is  necessary, 
and  that  in  practice  the  best  efficiency  is  secured 
with  a  rather  limited  ratio.  The  practical  attain- 
ment of  large  expansive  ratios  without  correspond- 
ing losses  by  condensation  is  possible  by  multiple 
expansion.  By  allowing  the  steam  to  pass  suc- 
cessively  through  two   or  more  cylinders,   a  total 

Fig  ^^02     Art  459 —Gain  due     expansion  of  15  to  33  may  be  secured,  with  condensa- 
te Vacuum.  tion  losses  such  as  are  due  to  much  lower  ratios. 

460.  Condensation  Losses  in  Compound  Cylinders.  The  range  of  pres- 
sures, and  consequently  of  temperatures,  in  any  one  cylinder,  is  reduced 
by  compounding.  It  may  appear  that  the  sum  of  the  losses  in  the  two 
cylinders  would  be  equal  to  the  loss  in  a  single  simple  cylinder.  Three 
considerations  may  serve  to  show  why  this  is  ,not  the  case : 

(a)  Steam  reevaporated  during  the  exhaust  stroke  is  rendered  avail- 
able for  doing  work  in  the  succeeding  cylinder,  whereas  in  a  simple 
engine  it  merely  causes  a  resistance  to  the  piston; 

(6)  Initial  condensation  is  decreased  because  of  the  decreased  fluctua- 
tion in  Avail  temperature ; 

(c)  The  range  'of  temperature  in  each  cylinder  is  half  what  it  is  in  the 
simple  cylinder,  but  the  whole  wall  surface  is  not  doubled. 

461.  Classification.  Engines  are  called  simple,  compound,  triple,  or  quadruple, 
according  to  the  number  of  successive  expansive  stages,  ranging  fi-om  one  to  four. 
A  multiple-expansion  engine  may  have  any  number  of  cylinders;  a  triple  expan- 
sion engine  may,  for  example,  have  five  cylinders,  a  single  high-pressure  cylinder 
discharging  its  steam  to  two  succeeding  cylinders,  and  these  to  two  more.  In  a 
multiple-expansion  engine,  the  first  is  called  high-pressure  cylinder  and  the  last 
the  low-pressure  cylinder.  The  second  cylinder  in  a  triple  engine  is  called  the 
intermediate;  in  a  quadruple  engine,  the  second  and  third  are  called  the  first 
intermediate  and  the  second  intermediate  cylinders,  respectively.  Compound  en- 
gines having  the  two  cylinders  placed  end  to  end  are  described  as  tandem;  those 
having  the  cylinders  side  by  side  are  cross-compound.  This  last  is  the  type  most 
commonly  used  in  high-grade  stationary  plants  in  this  country.  The  engines  may 
be  either  horizontal  or  vertical ;  the  latter  is  the  form  generally  used  for  triples  or 
quadruples,  and  in  marine  service.  Sometimes  some  of  the  cylinders  are  horizon- 
tal and  others  vertical,  giving  what,  in  the  two-expansion  type,  has  been  called  the 
angle  compound.  Compounding  may  be  effected  (as  usually)  by  using  cylinders  of 
various  diameters  and  equal  strokes ;  or  of  equal  diameters  and  varying  strokes, 
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or  of   like   dimensions    but    unequal    speeds    (the  cylinders  driving  independent 
shafts),  or  by  a  combination  of  these  methods. 

462.  Incidental  Advantages.  Aside  from  the  decreased  loss  through  cylinder 
condensation,  multiple-expansion  engines  have  the  following  points  of  superiority : 

(1)  The  steam  consumed  in  filling  clearance  spaces  is  less,  because  the  high- 
pressure  cylinder  is  smaller  than  the  cylinder  of  the  equivalent  simple  engine; 

(2)  Compression  in  the  high-pressure  cylinder  may  be  carried  to  as  high  a 
pressure  as  is  desirable  without  beginning  it  so  early  as  to  greatly  reduce  the  work 
area; 

(3)  The  low-pressure  cylinder  need  be  built  to  withstand  a  fraction  only  of 
the  boiler  pressure ;  the  other  cylinders,  which  carry  higher  pressures,  are  com- 
paratively small; 

(4)  In  most  common  types,  the  use  of  two  or  more  cylinders  permits  of  using 
a  greater  number  of  less  powerful  impulses  on  the  piston  than  is  possible  with  a 
single  cylinder,  thus  making  the  rotative  speed  more  uniform; 

(5)  For  the  same  reason,  the  mechanical  stresses  on  the  crank  pin,  shaft,  etc., 
are  lessened  by  compounding. 

These  advantages,  with  that  of  superior  economy  of  steam,  have  led  to  the 
general  use  of  multiple  expansion  in  spite  of  the  higher  initial  cost  which  it  en- 
tails, wherever  steam  pressures  exceed  100  lb. 


463.  Woolf  Engine.  This  was  a  form  of  compound  engine  originated  by  Horn- 
blower,  an  unsuccessful  competitor  of  Watt,  and  revived  by  Woolf  in  1800,  after 
the  expiration  of  Watt's  principal  patent. 
Steam  passed  directly  from  the  high  to  the  * 
low-pressure  cylinder,  entering  the  latter 
while  being  exhausted  from  the  former. 
This  necessitated  having  the  pistons  either 
in  phase  or  a  half  revolution  apart,  and 
there  was  no  improvement  over  any  other 
double-acting  engine  with  regard  to  uni- 
formity of  impulse  on  the  piston.  Figure 
203  represents  the  ideal  indicator  diagrams,  yig.  203.  Arts. 463, 466.— Woolf  Engine. 
A  BCD  is  the  action    in  the   high-pressure 

cylinder,  the  fall  of  pressure  along  CD  being  due  to  the  increase  in  volume  of 
the  steam,  now  passing  into  the  low-pressure  cylinder  and  forcing  its  piston  out- 
ward. EFGH  shows  the  action  in  the  low-pres- 
sure cylinder;  steam  is  entering  continuously 
throughout  the  stroke  along  EF.  By  laying  off 
MP  =  LK,  etc.,  we  obtain  the  diagram  fABRS, 
representing  the  changes  undergone  by  the  steam 
during  its  entire  action.  This  last  area  is  ob- 
viously equal  to  the  sum  of  the  areas  ABCD 
and  EFGH.  Figure  204,  from  Ewing  (19) 
shows  a  pair  of  actual  diagrams  from  a  Woolf 
engine,  the  length  of  the  diagrams  representing 


Fig.  204.    Art.  463,  Prob.  31.  —Dia- 
grams from  Woolf  Engine. 
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the  stroke  of  the  pistons  and  not  actual  steam  volumes.  The  low-pressure  dia- 
gram has  been  reversed  for  convenience.  Some  expansion  in  the  low-pressure 
cylinder  occurs  after  the  closing  of  the  high-pressure  exhaust  valve  at  a.  Some 
loss  of  pressure  by  wiredrawing  in  the  passages  between  the  two  cyhnders  is  clearly 
indicated. 

464<t;.  Receiver  Engine-  In  this  more  modern  form  the  steam  passes 
from  the  high-pressure  cylinder  to  a  closed  chamber  called  the  receiver, 
and  thence  to  the  low-pressure  cyhnder.  The  receiver  is  usually  an 
independent  vessel  connected  by  pipes  with  the  cylinders;  in  some 
cases,  the  intervening  steam  pipe  alone  is  of  sufficient  capacity  to 
constitute  a  receiver.  Receiver  engines  may  have  the  pistons  coin- 
cident in  phase,  as  in  tandem  engines,  or  opposite,  as  in  opposed  heajn 
engines,  or  the  cranks  may  be  at  an  angle  of  90°,  as  in  the  ordinary 
cross -compound.  In  all  cases  the  receiver  engine  has  the  characteristic 
advantage  ov^er  the  Woolf  type  that  the  low-pressure  cylinder  need  not 
receive  steam  during  the  whole  of  the  working  stroke,  but  may  have  a 
definite  point  of  cut-off,  and  work  in  an  expansive  cj^cle.  The  dis- 
tribution of  work  between  the  two  cyhnders,  as  will  be  shown,  may 
be  adjusted  by  varying  the  point  of  cut-off  on  the  low-pressure  cyhnder 
(Art.  467). 

Receiver  volumes  vary  from  J  to  IJ  times  the  high-pressure  cyhnder 
volume. 

464^.  Reheating.  A  considerable  gain  in  economy  is  attained  by 
drying  or  superheating  the   steam   during  its   passage  through  the 
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Figs.  215  and  216.    Art.  4646.— Effect  of  Reheaters  and  Jackets  (25). 


receiver,  by  means  of  pipe  coils  supphed  with  high-pressure  steam  from 
the  boiler,  and  drained  by  a  trap.  The  argument  in  favor  of  reheatin;;- 
is  the  same  as  that  for  the  use  of  superheat  in  any  cyhnder  (Art.  442). 
It  is  not  surprising,  therefore,  that  the  use  of  reheaters  is  only  profit- 
able when  a  considerable  amount  of  intermediate  drying  is  effected. 
Reheating  was  formerly  unpopular,  probably  because  of  the  difficulty 
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of  securing  a  sufficient  amount  of  superheat  with  the  Hmited  amount 
of  coil  surface  when  saturated  steam  was  used  in  the  receiver  coils. 
With  superheated  steam,  this  difficulty  is  obviated.  Reheating  increases 
the  capacity  as  well  as  the  economy  of  the  cyhnders. 

465.  Drop.  The  fall  of  pressure  occurring  at  the  end  of  expansion 
{cd,  Fig.  196)  is  termed  drop.  Its  thermodynamic  disadvantage 
and  practical  justification  have  been  pointed  out  in  Arts.  418,  447. 
In  a  compound  engine,  some  special  considerations  apply.  If  there  is 
no  drop  at  high-pressure  release,  the  diagram  showing  the  whole  expan- 
sion is  substantially  the  same  as  that  for  a  simple  cyhnder.  With 
drop,  the  diagram  is  modifisd,  the  ratio  of  expansion  in  the  high-pressure 
cyhnder  is  decreased,  and  the  ideal  output  is  less. 

The  orthodox  view  is  that  there  should  be  no  drop  in  the  high- 
pressure  cyhnder  (21).  The  cyhnders  of  a  compound  engine  w^ork 
with  less  fluctuation  of  temperature  than  that  of  a  simple  engine,  and 
may  therefore  be  permitted  to  use  higher  ratios  of  expansion  (i.e., 
less  drop)  than  does  the  latter.  In  the  design  method  to  follow,  dimen- 
sions will  be  determined  as  for  no  drop.  Changes  of  load  from  normal 
may  introduce  varying  amounts  of  drop  in  operation. 

466.  Combination  of  Actual  Diagrams:  Diagram  Factor.  Figure  210  shows  the 
high-  and  low-pressure  diagrams  from  a  small  compound  engine.     These  are  again 


b-> 


Fig.  210.    Art.  466. — Compound  Engine 
Diagrams. 


Fig.  211.     Art.  466.— Compound  Engine 
Diagrams  Combined. 


shown  in  Fig.  211,  in  which  the  lengths  of  the  diagrams  are  proportioned  as  are 
the  cyhnder  volumes,  the  pressure  scales  are  made  equal,  and^  the  proper  amounts 
of  setting  off  for  clearance  (distances  a  and  b)  are  regarded.  The  cylinder  feed 
per  single  stroke  was  0.0498  lb.,  the  cushion  steam  in  the  high-pre-ssure  cylinder 
0.0074  lb.,  and  that  in  the  other  cyhnder  0.0022  lb.  No  single  saturation  curve 
is  possible;  the  line  ss  is  drawn  for  0.0572  lb.  of  steam,  and  SS  for  0.0520  lb.  As 
in  Art.  453,  we  may  obtain  equivalent  diagrams  with  the  cushion  steam  ehminated. 


COMBINED  DIAGRAMS 


323 


In  Fig.  212,  the  single  curve  SS  then  represents  saturation  for  0.0498  lb.  of  steam. 

The  areas  of  the  diagrams  are  unaltered,  and  correctly  measure  the  work  done; 

they  may  be  transferred  to  the  entropy  plane  as 

in  Art.  455.     The  moisture  present  at  any  point 

during  expansion  is  still  represented  by  the  dis- " 

tance  cc?, corresponding  with  the  distance  similarly 

marked  in  Fig.  211.     The  ratio  of  the  area  of  the 

combined  actual  diagrams  to  that  of  the  Ran- 

kine  cycle  through  the  same  extreme  limits  of 

pressure  and  with  the   same  ratio  of  expansion 

is  the  diagram  factor,  the    value   of  which  may 

range  up  to  0.95,  being  higher  than  in  simple 

engines  (Art.  459). 


Fig.   212.    Art.    466.  —  Combined 
Diagrams  for  Cylinder  Feed. 


467.  Combined  Diagrams.  Figure  205  shows 
the  ideal  diagrams  from  a  tandem  receiver  engine. 
Along  CD,  as  along  CD  in  Fig.  203,  expansion 

into  the  low-pressure  cylinder  is  taking  place.  The  corresponding  hne  on  the  low- 
pressure  diagram  is  EF.  At  F  the  supply  of  steam  is  cut  off  from  the  low-pressure 
cylinder,    after    which  hyperbohc   expansion   occurs  along   FS.     Meanwhile,   the 
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Fig.  205.    Arts.  467,  475.— Elimination  of  Drop,       Fig.  214.   Art.  468.— Effect  of  Low- 
Tandem  Receiver  Engine.  pressure  Cut-off, 


exhaust  from  the  high-pressure  cyhnder  is  discharged  to  the  receiver;  and  since  a 
constant  quantity  of  steam  must  now  be  contained  in  the  decreasing  space  between 
the  piston  and  the  cylinder  and  receiver  walls,  some  compression  occurs,  giving 
the  line  DE.  The  pressure  of  the  receiver  steam  remains  equal  to  that  at  E 
after  the  high-pressure  exhaust  valve  closes  (at  E)  and  while  the  high-pressure 
cylinder  continues  the  cycle  along  EABC.  If  the  pressure  at  C  exceeds  that  at 
E,  then  there  will  be  some  drop.  As  drawn,  the  diagram  shows  none.  If  cut-ofT 
in  the  low-pressure  cylinder  occurred  later  in  the  stroke,  the  line  DE  would  be 
lowered,  Pc  would  exceed  Pe,  and  drop  would  be  shown. 

An  incidental  advantage  of  the  receiver  engine  is  here  evident.     The  intro- 
duction of  cut-off  in  the  low-pressure  cylinder  raises  the  lower  limit  of  tempera- 
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Fig.  206.    Art.  468.— Effect  of  Changing  Low- 
pressure  Cut-off. 


lure  in  the  high-pressure  cylinder  from  D  in  Fig.  203  to  D  in  Fig.  205.     This  reduced 
range  of  temperature  decreases  cylinder  condensation. 

468.  Governing  Compound  Engines.  Fig.  214  shows  that  delayed 
cut-off  on  the  high-pressure  cylinder  greatly  increases  the  output  of 
the  low-pressure  cylinder  while  (the  receiver  pressure  being  raised) 
scarcely  affecting  its  own  output. 

In  Fig.  206,  is  shown  the  result  of  varying  low-pressure  cut-off  in 
a  tandem  receiver  engine  with  drop,  the  low-pressure  clearance  being 

exaggerated  for  clearness. 
The  high-pressure  diagram 
is  fahcde,  the  low-pressure  is 
ghjkl,  pf  =  pa  =  pg  and  pe  =  Ph' 
Low-pressure  cut-off  occurs  at 
h  (point  e  in  the  high-pressure 
diagram).  If  this  event  occur 
earher,  the  corresponding 
point  on  the  high-pressure 
diagram  is  made  (say)  n,  and 
compression  then  raises  the 
receiver  pressure  to  o  instead 
of  /.  The  result  is  that  the 
drop  decreases  to  cp  instead  of  cd  (Pp=Po)-  The  admission  pressure 
of  the  low-pressure  cyhnd^r  thus  becomes  Pq=Pp=Po  instead  of  Pg, 
and  the  gain  qmg  due  to  such  increased  pressure  more  than  offsets  the 
loss  mhj  due  to  the  fact  that  low-pressure  cut-off  now  occurs  at  p^  = 
Pn.     The  same  results  will  be  found  with  cross-compound  engines. 

The  total  output  of  the  engine  is  very  little  affected  by  changes 
in  low-pressure  cut-off:  but  (contrary  to  the  result  in  simple  cylinders) 
the  output  of  the  low-pressure  cyhnder  varies  directly  as  its  ratio 
of  expansion.  With  delayed  cut-off,  the  low-pressure  cylinder  performs 
a  decreased  proportion  of  the  total  work. 

When  the  load  changes  in  a  compound  engine  which  has  a  fixed 
point  of  low-pressure  cut-off,  equality  of  work  distribution  becomes 
impossible.  The  output  of  the  engine  should  be  varied  by  varying 
the  point  of  high-pressure  cut-off.  Equal  distribution  of  the  work 
should  then  be  accomplished  by  variation  of  low-pressure  cut-off. 
The  two  points  of  cut-off  will  be  changed  in  the  same  direction  as  the 
load  changes.  At  other  than  normal  load,  there  will  then  be  some 
drop.  The  aim  in  design  will  he,  after  fixing  upon  a  suitable  receiver 
pressure,  to  select  a  normal  corresponding  point  of  low-pressure  cut-off  at 
which,  with  the  given  receiver  volume  and  cylinder  ratio,  drop  will  be 
eliminated.     (Arts.  475-478). 
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Design  of  Compound  Engines 

469.  Preliminary  Diagram.  We  first  consider  the  action  as  repre- 
sented in  Fig.  205,  which  shows  the  combined  ideal  diagrams  without 
clearance    or    compression,   and  with 

hyperbolic  expansion.  Losses  or 
gains  between  the  cyhnders  are 
ignored.  The  following  notation  is 
adopted: 

P= initial  absolute   pressure,  lb. 

per  sq.  in.,  along  ah;  -p^^    205.    Arts.  469,  470.  473.-Pre- 

Po^  receiver  absolute  pressure,  lb.      "  liminary  Compound  Engine  Diagram. 

per  sq.  in.,  along  dc; 
p=back  pressure,  absolute,  lb.  per  sq.  in.,  along  gf; 
p^ft=mean  effective  pressure,  lb.  per  sq.  in.,  high-pressure  cyhnder; 
P;;ii=mean  effective  pressure,  lb.  per  sq.  in.,  low-pressure  cylinder; 

—  =7^/,=  ratio  of  expansion,  high-pressure  cyhnder: 

Vb 

—  =i^;  =  ratio  of  expansion,  low-pressure  cyHnder; 

Vc 
V 

—  =R  =  whole  ratio  of  expansion: 

Vb 

—  =C  =  ratio  of  cyhnder  volumes,  or  ''  cyHnder  ratio." 

Vc 

The  following  relations  are  useful: 

PC          7? 
R=RnRi='CRn',     C  =Ri;     p»»ft  = -5- loge  ^ ; 

p 

PmZ=^(H-l0geC)-p. 

470.  Bases  for  Design.  The  values  of  P,  p  and  R  being  given, 
whatever  fixes  the  pressure  or  volume  at  c  determines  the  proportions 
of  the  engine.     We  may  assume  either  * 

(a)  the  receiver  pressure,  jpo] 

V 

(6)   the  cvlinder  ratio,  C  =—: 

Vc 

(c)   equar  division  of  the  temperature  ranges;  that  is, 
Tb-Tc  =  Tc-Tr,     or     T,  =  ^-^^, 

*  Some  designers  of  marine  engines  aim  at  equalization  of  maximum  pressures  on 
the  cranks.     This  requires  careful  consideration  of  clearance  and  compression. 
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and  Po    is  the    pressure    corresponding  with   the  temperature 
^c;  or,    _  ^ 
(d)  equal  division  of  the  work;  that  is,  ahcd  =  dcefg,  attained  when 

Rp 


logeC  =  (\ogeR^^-l)-^2. 


Any  one  of  these  four  assumptions  may  be  made,  but  not  more  than 
one.  Having  made  one,  the  pressures  and  vohimes  at  b,  c,  e  and  / 
are  all  fixed. 


471.  Diagrams  with   Clearance.    We  now  employ  Fig.  213,  in  which 
clearance  is  allowed  for.     The  expansion  curve  is  still  assumed  to  be 
p  a   continuous   hyperbola,   and  inter- 

cylinder   losses  are  ignored.     (These 
last  need  not  be  important.) 

If  dfi  is  the  high-pressure  clearance 
{  =  hd-i-dc,  Fig.  213),  the  apparent  ratio  of 
expansion  in  the  high-pressure  cylinder  is 


Rh' 


dc  _Rh—dhRh 
ah      1  —dfiRh  ' 


Fig.  213.      Arts.  471-473.  —  Design 
Diagram,  Compound  Engine. 


Ri' 


Similarly,  the  apparent  ratio  of  expansion 
in  the  low-pressure  cyhnder  is 

Ri—diRi 
'' 1-diRi' 


hD 


where  di=—j  is  the  low-pressure  clearance.     Engines  are  usually  designed  by 

specifying  the  whole  apparent  ratio  of  expansion,  {dD-\-gf)-T-ab.    In  terms  of  the 
real  ratios,  this  is 

^,^R{l+dh)-Rhdk 

l-\-dh—Rhdh 

The  mean  effective  pressures  in  the  cylinders  are  now 
P      P 

Pmh=lDr+-^(^  +  dh)  loge  Rh-Po, 


and 


Pml  =  ^  +  ^a  +  d,)\0geRl-Pr 

Ri^C  only  when  dh  =  di. 


The  mean  effective  pressures  reached  in  practice  will  differ  from 
these  by  some  small  amount,  the  ratio  of  probable  actual  to  com- 
puted pressure  being  described  as  the  diagram  factor.     Generally  speak- 
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ing,  the  diagram  factor  to  be  used  for  the  cyHnder  of  a  multiple  expan- 
sion engine  of  n  expansion  stages  and  R  ratio  of  expansion  is  the  same 
as  that  for  a  simple  engine  of  expansion  ratio  Rs  when 

472.  Size  and  Horse  Power.  In  general,  diagram  factors,  piston 
speeds  and  strokes  are  the  same  for  all  the  cyhnders  of  the  engine. 
Then  following  Art.  416, 

,         2fLN    ,       ,    ,        , 
^•"^  33000  ^P^'^^^  +  P^^^'^ 

where /= diagram  factor  and  A;,  and  Ai  are  the  areas  of  high  and  low- 
pressure  cylinders  respectively,  in  sq.  in.  Letting  C  denote  the  cyhnder 
ratio, 


2fLNA,/p^.\ 
P-      33000    Iv  C  ^^"T 


in  which  ^  describes  what  is  called  the  "  high-pressure  mean -effective 
pressure  referred  to  the  low-pressure  cylinder." 

473.  Division  of  Work:  Equivalent  Simple  Engine.  The  work 
will  be  divided  between  the  cylinders  in  the  same  ratio  as  the  two  areas 
abed,  Dcefg,  Fig.  213;   or  in  the  ratio, 

When  the  assumption  of  equal  output  is  made  (Art.  469),  the  mean 
effective  pressures  must  be  inversely  as  the  cylinder  areas. 

The  power  of  the  compound  engine  is  very  nearly  the  same  as  that 
which  would  be  obtained  from  a  simple  cyhnder  of  the  same  size  as 
the  low-pressure  cyhnder  of  the  compound,  with  a  ratio  of  expansion 
equal  to  the  whole  ratio  of  expansion  of  the  compound.  This  would 
be  exactly  true  if  the  diagram  factor  were  the  same  for  the  simple  as  for 
the  compound  and  if  the  no-clearance  diagram.  Fig.  213,  were  used  for 
finding  p^.  An  approximate  expression  for  the  area  of  the  low- 
pressure  cyhnder  of  a  compound  is  then 


_2/Liy^(p(l  +  log,fi)        ) 

^'    33000  (       R         ^r 
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474.  Cylinder  Ratio.  Ratio  of  Expansion.  Non-condensing  com- 
pound engines  usually  have  a  cylinder  ratio  C =3  to  4.  With  condensing 
engines,  the  ratio  is  i  or  5,  increasing  with  the  boiler  pressure.  In 
triple  engines,  the  ratios  are  from  1  :  2.0  :  2.0  up  to  1  :  2.5  :  2.5  in  sta- 
tionary practice.  With  quadruple  expansion  the  ratios  are  succes- 
sively from  2.0  to  2.5  :  1. 

Tests  by  Rockwood  (22)  of  a  triple  engine  in  which  the  intermediate 
cylinder  was  cut  out,  permitting  of  running  the  high-  and  low-pressure 
cyhnders  as  a  compound  with  the  high  cylinder  ratio  of  5.7  to  1,  give 
the  surprising  result  that  with  the  same  initial  pressure  and  expansive 
ratio,  the  compound  was  more  economical  than  the  triple.  This  was 
a  small  engine,  with  large  drop.  The  pointing  out  of  the  fact  that  the 
conditions  were  unduly  favorable  to  the  compound  as  compared  with 
the  triple  did  not  explain  the  excellent  economy  of  the  former  as  com- 
pared with  all  engines  of  its  class.  Somewhat  later,  exceptionally 
good  results  were  obtained  by  Barrus  (23)  with  a  compound  engine 
having  the  extraordinary  cylinder  ratio  of  7.2  :  1.0.  Thurston,  mean- 
while, experimented  in  the  same  manner  as  Rockwood,  determining, 
in  addition,  the  economy  of  the  high-pressure  and  intermediate  cylinders 
when  run  together  as  a  compound.  There  were  thus  two  compounds 
of  ratios  3.1  :  1  and  7.13  :  1  and  a  triple  of  ratio  1  :  3.1  :  2.3,  available 
for  test.  The  results  showed  the  7.1  compound  to  be  much  better  than 
the  3.1,  but  less  economical  than  the  triple  (21).  As  the  ratio  of  expan- 
sion decreased,  the  economy  of  the  intermediate  compound  closely 
approached  that  of  the  triple;  and  at  a  very  low  ratio  it  would  probably 
have  equaled  it.  It  is  a  question  whether  the  high  economy  of  these 
"  intermediate  compounds  "  has  not  been  due  primarily  to  the  high 
ratio  of  expansion  which  accompanied  the  high  cylinder  ratio.  The 
best  performances  have  been  reached  by  compounds  and  triples  alike 
at  ratios  of  expansion  not  far  from  30.  Ordinary  compound  engines 
probably  have  the  high-pressure  cylinders  too  large  for  best  economy. 
This  is  due  to  the  aim  toward  overload  capacity.  As  in  a  simple 
engine,  the  less  the  total  ratio  of  expansion,  the  greater  is  the  output: 
but  in  a  compound,  the  lowest  ratio  of  expansion  cannot  be  less  than 
the  cylinder  ratio. 

Values  of  R  for  multiple  expansion  engines  range  normally  from 
12  to  36,  usually  increasing  with  the  number  of  expansive  stages. 
Superheat,  adequate  reheating  or  jacketing  justify  the  higher  values 
The  use  of  compound  (two-stage)  engines  is  common  practice  every- 
where. For  stationary  service,  since  the  development  of  the  turbine, 
the  triple,  even,  is  an  almost  extinct  type.  The  extra  mechanical 
losses  necessitated  by  the  triple  arrangement  often  offset  the  slightly 
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greater  efficiency.  The  gain  by  the  compound  over  the  simple  is  so 
great  (where  condensing  operation  is  possible)  that  excepting  under 
pecuharly  adverse  conditions  of  fuel  cost  or  load  factor  the  compound 
must  be  regarded  as  the  standard  form  of  the  reciprocating  steam 
engine  using  saturated  steam. 

475.  Determination  of  Low-pressure  Cut-off.  Tandem  Compound.  In  Fig. 
205,  let  ABCD  be  a  portion  of  the  indicator  diagram  of  the  high-pressure  cylinder 
of  a  tandem  receiver  engine,  release  occurring  at  C.  At  this  point,  the  whole  volume 
of  steam  consists  of  that  in  the  receiver  plus  that  in  the  high-pressure  cylinder. 
Let  the  receiver  volume  be  represented  by  the  distance  CX.  Then  the  hyperbolic 
curve  XF  may  represent  the  expansion  of  the  steam  between  the  states  C  and  D, 
and  by  deducting  the  constant  volumes  CX,  LR,  MZ,  etc.,  we  obtain  the  curve 
CG,  representing  the  expansion  of  the  steam  in  the  two  cylinders.  For  no  drop, 
the  pressure  at  the  end  of  compression  into  the  receiver  must  be  equal  to  that  at  C. 
We  thus  find  the  point  E,  and  draw  EF,  the  admission  line  of  the  low-pressure 
cyhnder,  such  that  ac-\-ad=ae,  etc.;  the  abscissa  of  cC  being  to  that  of  Ed  in  the 
same  ratio  as  the  respective  cylinder  volumes.  By  plotting  ED  we  find  the  point 
D  at  its  intersection  with  CD.  A  horizontal  projection  from  D  to  EF  gives  F.  The 
point  F  is  then  the  required  point  of  cut-off  in  the  low-pressure  cyhnder.  The 
diagram  EFSHI  msij  be  completed,  the  curve  FS  being  hyperbohc. 

476.  Analytical  Method.  Let  the  volume  of  high-pressure  cyhnder  be  taken 
as  unity,  that  of  the  receiver  as  R,  that  of  the  low-pressure  cylinder  as  L.  Let  x 
be  the  fraction  of  its  stroke  completed  by  the  low-pressure  piston  at  cut-off,  and  let 
p  be  tiie  pressure  at  release  from  the  high-pressure  cyhnder,  equal  to  the  receiver 
pressure  at  the  moment  of  admission  to  the  low-pressure  cyhnder.  The  volume 
of  steam  at  this  moment  is  l-\-R',  at  low-pressure  cut-off,  it  is  l-{-R-\-xL—x.  If 
expansion  follows  the  law  pv  =  PV,  and  P  be  the  pressure  in  the  low-pressure  cyhnder 
at  cut-off, 

l+R 


p(l+R)=Pil+R+xL-x),    or    P  =  p 


1+R+xL-x 


The  remaining  quantity  of  steam  in  the  high-pressure  cylinder  and  receiver  has 
the  volume  l—x-\-R,  which,  at  the  end  of  the  stroke,  will  have  been  reduced  to  R. 
If  the  pressure  at  the  end  of  the  stroke  is  to  be  p,  then 

pR  =  Pa-x+R)    or    P  =  Y^§J^' 
Combining  the  two  values  of  P,  we  find 

^  RL^r 

477.  Cross-compound:  Cranks  at  Right  Angles.  In  Fig.  208,  let  ahC  be  a 
portion  of  the  high-pressure  diagram,  release  occurring  at  C.  Communication  is 
now  opened  with  the  receiver.  Let  the  receiver  volume  be  laid  off  as  Cd,  and  let 
de  be  a  hyperbolic  curve.  Then  the  curve-  Cf,  the  volume  of  which  at  any  pressure 
is  Cd  less  than  that  of  de,  represents  the  path  in  the  high-pressure  cylinder.  This 
continues  until  admission  to  the  low-pressure  cylinder  occurs  at  g.  The  whole 
volume  of  steam  is  now  made  up  of  that  in  the  two  cyhnders  and  the  receiver;  the 
volumes  in  the  cylinders  alone  are  measurable  out  to  fC.  In  Fig.  209,  lay  off  hi  =  lC 
and  jk  so  thai  jk-i- hi  is  equal  to  the  ratio  of  volumes  of  low-  and  high-pressure 
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cylinder.  At  the  point  C  of  the  cycle,  the  high-pressure  crank  is  at  i,  the  low-pres- 
sure'crank  90°  ahead  or  behind  it.  When  the  high-pressure  crank  has  moved  from 
i  to  m,  the  volume  of  steam  in  that  cylinder  is  represented  by  the  distance  hn,  the 
low-pressure  crank  is  at  o  and  the  volume  of  steam  in  the  low-pressure  cylinder  is 
represented  by  pk.  Lay  off  qr,  in  Fig.  208,  distant  from  the  zero  volume  hne  al 
by  an  amount  equal  to  hn-\-pk.  Draw  the  horizontal  line  ts.  Lay  off  tu  =  hn  and 
tv  =  us  =  pk.  Then  w  is  a  point  on  the  high-pressure  exhaust  line  and  v  is  a  point 
on  the  low-pressure  admission  hne.  Similarly,  we  find  corresponding  crank  posi- 
tions w  and  X,  and  steam  volumes  hy  and  zk,  and  lay  off  AB  =  hy+zk,  Ac  =  hy, 
AD  =  cB  =  zk,  determining  the  points  c  and  D,     The  high-pressure  exhaust  line 


Fig.  208.    Arts.  477-479. — Ehmination  of  Drop,  Cross-compound  Engine. 

guc  is  continued  to  some  distance  below  I.  For  no  drop,  this  Hne  must  terminate 
at  some  point  such  that  compression  of  steam  in  the  high-pressure  cyhnder  and 
receiver  will  make  I  the  final  state.  At  I  the  high-pressure  cylinder  steam  volume 
is  zero;  all  the  steam  is  in  the  receiver.  Let  IE  represent  the  receiver  volume 
and  EF  a  hyperboHc  curve.  Draw  IG  so  that  at  any  pressure  its  volumes  are  equal 
to  those  along  EF,  minus  the  constant  volume  IE.  Then  H,  where  IG  intersects 
guc,  is  the  state  of  the  high-pressure  cycle  at  which  cut-off  occurs  in  the  low-pressure 
cj^hnder.  By  drawing  a  horizontal  line  through  H  to  intersect  vD,  we  find  the  point 
of  cut-off  J  on  the  low-pressure  diagram.  If  we  regard  the  initial  state  as  that  when 
admission  occurs  to  the  low-pressure  cyhnder,  then  at  low-pressure  cut-off  the 

high-pressure  cyhnder  will  have  completed  the  — -  proportion  of  a  full  stroke. 

Modifications  of  this  construction  permit  of  determining  the  point  of  cut-off  for  no 
drop  in  triple  or  quadruple  engines  with  any  phase  relation  of  the  cranks. 

478.  Cross-compound  Engine:  Analytical  Method.  In  this  case,  the  fraction 
of  the  stroke  completed  at  low-pressure  cut-off  is  different  for  the  two  cylinders. 
Let  X  be  the  proportion  of  the  high-pressure  stroke  occurring  between  admission  and 
cut-off  in  the  low-pressure  cylinder.  Proceeding  as  before,  the  volume  of  the  steam 
at  low-pressure  admission  is  0.5 +i^,  and  that  at  low-pressure  cut-off  is  0.5— X+R 
-\-xL.  The  volume  of  steam  in  the  high-pressure  cylinder  and  the  receiver  at  the 
end  of  the  high-pressure  exhaust  stroke  is  R;  the  volume  just  after  low-pressure 
cut-off  occurs  is  0.5  —X+R.  The  volume  at  the  beginning  of  exhaust  from  the  high- 
pressure  cylinder  is  l-{-R.  In  Fig.  208,  let  the  pressure  at  C  and  I  be  p;  let  that  at 
g  be  P.    Then 


CROSS-COMPOUND  ENGINE 


331 


p{l  +  R)  =P(0.5  +  R)or  P 
Let  the  pressure  at  H  he  Q:  then 


,1±A 

'0.5 +  i2' 


Q 


P(0.5  +  7?)  =  Q(0.5  -X  +  R-{-  xL), 
p(0.^  +  R)(l  +  R)  _        p(l  +  R) 


{(}.5-X  +  R  +  xL)(0.6-\-R)      0.6-X  +  R-{-xL 


But  pR  ^  Q(0.5  -  X -{- R),     or 


^^^^(0.6-X  +  R) 
R 


(1  +  R)(0.d-X  +  R)  , 


Fig.  209.     Arts.  477,478. — Crank  Circles  and  Piston 
Displacements. 


(jk-xy+ 


'l-J'h§)" 


"  R{0.5  -X  +  R+xL) 
whence, 

X=0.5  +  R-xLR.     (A) 

In  Fig.  209,  we  have  the  crank 
circles  corresponding  to  the 
discussed  movements.  If  Ow 
and  Ox  are  at  right  angles, 
then  for  a  high-pressure  pis- 
ton displacement  Oy,  we  have 
the  corresponding  low-pres- 
sure displacement  kz.  If  these 
displacements  be  taken  as  at 
low-pressure  cut-off,  then 

V      Oy       J  Jcz 

X  =  —^  and  X  =  —  • 
hi  jk 

We  may  also  draw  OwP,  PQ, 

and   write  X  =  —  •      In  the 
Jk 

triangles  OPQ,  Oxz,  0Q  = 
xz  =  jk .  X,  xz" ^  Oz"—  Ox",  and 


'hence  X  =  y/x  —  x'^.     Substituting  this  value  in 


Equation  (A),  we  find  R  (xL  —  1)  =  0.5  —  -y/x  —  x'^  as  the  condition  of  no  drop. 

479.  Practical  Modifications.  The  combined  diagrams  obtained  from  actual 
engines  conform  only  approximately  to  those  of  Figs.  205  and  208.  The  receiver 
spaces  are  usually  so  large,  in  proportion  to  the  volume  of  the  high-pressure 
cylinder,  that  the  fluctuations  of  pressure  along  the  release  lines  are  scarcely  notice- 
able. The  fall  of  pressure  during  admission  to  the  low-pressure  cylinder  is,  how- 
ever, nearly  always  evident.  Marked  irregularities  arise  from  the  angularity  of  the 
connecting  rod  and  from  the  clearance  spaces.  The  graphical  constructions  may 
easily  be  modified  to  take  these  into  account.  In  assuming  crank  positions  and 
piston  displacements  to  correspond,  we  have  tacitly  assumed  the  rod  to  be  of 
infinite  length;  in  practice,  it  seldom  exceeds  five  or  six  times  the  length  of  the 
crank.  We  have  assumed  all  expansive  paths  to  be  hyperboUc;  an  assumption 
not  strictly  justified  for  the  conditions  considered. 

482.   Superheat    and    Jackets.       Since    multiple    expansion     itself 
decreases  cylinder  condensation,  these  refinements  cannot  be  expected 
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to  lead  to  such  large  economies  as  in  simple  engines.  Adequately 
superheated  steam  has,  however,  given  excellent  results,  eliminating 
cyhnder  condensation  so  perfectly  as  to  permit  of  wide  ranges  of  expan- 
sion without  loss  of  economy  and  thus  making  the  efficiency  of  the 
engine,  within  reasonable  limits,  almost  independent  of  its  load.  The 
best  test  records  have  been  obtained  from  jacketed  engines.  A  simple 
engine  with  highly  superheated  steam  (see  Chapter  XV)  will  be  nearly 
as  economical  as  a  compound  with  saturated  steam. 

483.  Binary  Vapor  Engine.  This  was  originated  by  Du  Tremblay  in  1850 
(26).  The  exhaust  steam  from  a  cylinder  passed  through  a  vessel  containing 
coils  filled  with  ether.  The  steam  being  at  a  temperature  of  almost  250°  F., 
while  the  atmospheric  boiling  point  of  ether  is  94"^  F.,  the  latter  was  rapidly 
vaporized  at  a  considerable  pressure,  and  was  then  used  for  performing  work  in 
a  second  cylinder.  Assuming  the  initial  temperature  of  the  steam  to  have  been 
320°  F.,  and  the  final  temperature  of  the  ether  100°  F.,  the  ideal  efficiency  should 
thus  be  increased  from 


320  -  250 
320  +  460 


=  0.09  to 


320  -  100 
320  +  460 


=  0.28, 


a  gain  of  over  200  per  cent.  The  advantage  of  the  binary  vapor  principle  arises 
from  the  low  boiling  point  of  the  binary  fluid.  This  permits  of  a  lower  tempera- 
ture of  heat  emission  than  is  possible  with  water.  Binary  engines  must  be  run 
condensing.  Since  condensing  water  is  generally  not  available  at  temperatures 
below  60°  or  70°  F.,  the  fluid  should  be  one  which  may  be  condensed  at  these  tem- 
peratures. Ether  satisfies  this  requirement,  and  gives,  at  its  initial  temperature 
of,  say,  250°  F.,  a  working  pressure  not  far  from  150  lb.  On  account  of  its  high 
boiling  point,  however,  its  pressure  is  less  than  that  of  the  atmosphere  at  70°  F., 
and  an  air  pump  is  necessary  to  discharge  the  condensed  vapor  from  the  condenser 
just  as  is  the  case  with  condensing  steam  engines.  Sulphur  dioxide  has  a  much 
lower  boiling  point,  and  may  be  used  without  an  air 
pump :  but  its  pressure  at  250°  would  be  excessive,  and 
the  best  results  are  secured  by  allowing  the  steam  cylinder 
to  run  condensing  at  a  final  temperature  as  low  as  pos- 
sible ;  at  104°  F.,  the  pressure  of  sulphur  dioxide  is  only 
90.3  lb.  The  best  steam  engines  have  about  this  lower 
temperature  limit;  the  maximum  gain  due  to  the  use  of  a 
binary  fluid  cannot  exceed  that  corresponding  to  a  reduc- 
tion of  this  temperature  to  about  60°  or  70°  F.,  the  usual 
temperature  of  the  available  supply  of  cooling  water. 

The  steam-ether  engines  of  the  vessel  Bresil  operated 
at  43.2  lb.  boiler  pressure  and  7.6  lb.  back  pressure  of 
ether.  Tlie  cylinders  were  of  equal  size,  and  the  mean 
effective  pressures  were  11.6  and  7. 1  lb.  respectively.  The 
coal  consumption  was  brought  down  to  2.44  lb.  per 
Ihp.-hr. ;  a  less  favorable  resalt  than  that  obtainable  from 
good  steam  engines  of  that  time,     Several  attempts  have 
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been  made  to  revive  the  binarj^  vapor  engine  on  a  small  scale,  the  most  important 
recent  experiments  are  those  of  Josse  (27),  on  a  200-hp.  engine  using  steam 
at  160  lb.  pressure  and  200°  of  superheat,  including  four  cylinders.  The  first  three 
cylinders  constitute  an  ordinary  triple-condensing  steam  engine,  a  vacuum  of  20 
to  25  in.  of  mercury  being  maintained  in  the  low-pressure  cylinder  by  the  circula- 
tion of  sulphur  dioxide  in  the  coils  of  a  surface  condenser.  The  dioxide  then  enters 
the  third  cylinder  at  from  120  to  180  lb.  pressure  and  leaves  it  at  about  35  lb.  pressure. 
The  best  result  obtained  gave  a  consumption  of  167  B.  t.  u.  per  Ihp.  per  minute, 
a  result  scarcely  if  ever  equaled  by  a  high-grade  steam  engine  (Art.  550).  The  ideal 
entropy  cycle  for  this  engine  is  shown  in  Fig.  217,  the  three  steam  cylinders  b.eing 
treated  as  one.  The  steam  diagram  is  abcde,  and  the  heat  delivered  to  the  sulphur 
dioxide  vaporizer  is  aerm.  This  heated  the  binary  liquid  along  hi  and  vaporized 
it  along  if,  giving  the  work  area  hifg.  The  different  liquid  lines  and  saturation  curves 
of  the  two  vapors  should  be  noted.  The  binary  vapor  principle  has  been  suggested 
as  applicable  to  gas  engines,  in  which  the  temperature  of  the  exhaust  may  exceed 
1000°  F. 

Engine  Tests  * 

484.  The  Indicator.  Two  special  instruments  are  of  prime  importance  in 
measuring  the  performance  of  an  engine.  The  first  of  these  is  the  indicator,  one 
of  the  secret  inventions  of  Watt  (28),  M^hich 
shows  the  action  of  the  steam  in  the  cylinder. 
Some  conception  of  the  influence  of  this  device 
on  progress  in  economical  engine  operation  may 
be  formed  from  the  typically  bad  and  good  dia- 
grams of  Fig.  218.  The  indicator  furnishes  a 
method  for  computing  the  mean  effective  pres- 
sure and  the  horse  power  of  any  cylinder. 

Figure  219  shows  one  of  the  many  common 
forms.  Steam  is  admitted  from  the  engine  cylin- 
der through  6  to  the  lower  side  of  the  movable 
piston  8.  The  fluctuations  of  pressure  in  the 
cylinder  cause  this  piston  to  rise  or  fall  to  an  extent  determined  by  the  stiffness 
of  the  accurately  calibrated  spring  above  it.  The  piston  movements  are  trans- 
mitted through  the  rod  10  and  the  parallel  motion  linkage  shown  to  the  pencil 
23,  where  a  perfectly  vertical  movement  is  produced,  in  definite  proportion  to 
the  movement  of  the  piston  8.  By  means  of  a  cord  passing  over  the  sheaves 
37,  27,  a  to-and-fro  movement  is  communicated  from  the  crosshead  of  the  engine 
to  the  drum,  24.  The  movements  of  the  drum,  under  control  of  the  spring,  31, 
are  made  just  proportional  to  those  of  the  piston;  so  that  the  coordinates  of  the 
diagram  traced  by  the  pencil  on  the  paper  are  pressures  and  piston  movements. 

485.  Special  Types.  Various  modifications  are  made  for  special  applications. 
For  gas  engines,  smaller  pistons  are  used  on  account  of  the  high  pressures;  springs 
of  various  stiffnesses  and  pistons  of  various  areas  are  employed  to  permit  of  accu- 
rately studying  the  action  at  different  parts  of  the  cycle,  safety  stops  being  pro- 
vided in  connection  with  the  fighter  springs.  The  Mathot  instrument,  for 
example,  gives  a  continuous  record  of  the  ignition  lines  only  of  a  series  of  suc- 

*  See  Trans.  A.  S.  M.  E.,  XXIV,  713;  Jour.  A.  S.  M.  E.,  XXXIV,  11. 


Fig.  218.     Arts.  484,  486.  — Good 
and  Bad  Indicator  Diagrams. 
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cessive  gas  engine  diagrams.  "  Outside-spring"  indicators  are  a  recent  type,  in 
which  the  spring  is  kept  away  from  the  hot  steam.  The  Ripper  mean-pressure 
indicator  (29)  is  a  device  which  shows  continuously  the  mean  effective  pressure 
in  the  cylinder.  Instruments  are  often  provided  with  pneumatic  or  electrical 
operating  mechanisms,  permitting  one  observer  to  take  exactly  simultaneous  dia- 
grams from  two  or  more  cylinders.  Indicators  for  ammonia  compressors  must 
have  all  internal  parts  of  steel;  special  forms  are  also  constructed  for  heavy  hy- 


FiG.  219.    Art.  484.  — Crosby  Steam  Engine  Indicator. 

draulic  and  ordnance  pressure  measurements.  For  very  high  speeds,  in  which  the 
inertia  of  the  moving  parts  would  distort  the  diagram,  optical  indicators  are  iised. 
These  comprise  a  small  mirror  which  is  moved  about  one  axis  by  the  pressure  and 
about  another  by  the  piston  movement.  The  path  of  the  beam  of  light  is  pre- 
served by  photographing  it.  Indicator  practice  constitutes  an  art  in  itself ;  for 
the  detailed  study  of  the  subject,  with  the  influence  of  drum  reducing  motions, 
methods  of  calibration,  adjustment,  piping,  etc.,  reference  should  be  made  to  such 
works  as  those  of  Carpenter  (30)  or  Low  (31).  In  general,  the  height  of  the  dia- 
gram is  made  of  a  convenient  dimension  by  varying  the  spring  to  suit  the  maxi- 
mum pressure  ;  and  accuracy  depends  upon  a  just  proportion  between  (a)  the 
movements  of  the  drum  and  the  engine  piston  and  (b)  the  movement  of  the  indi- 
cator piston  and  the  fluctuations  in  steam  pressure. 
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486.  Measurement  of  Mean  Effective  Pressure.  This  may  be  accomplished 
by  averaging  a  large  number  of  equidistant  ordinates  across  the  diagram,  oa-, 
mechanically,  by  the  use  of  the  planimeter  (32).  In  usual  practice,  the  indicator  is 
either  piped,  with  intervening  valves,  to  both  ends  of  the  cylinder,  in  which  case  a 
pair  of  diagrams  is  obtained,  as  in  Fig.  218,  one  cycle  after  the  other,  representing 
the  action  on  each  side  of  the  piston ;  or  two  diagrams  are  obtained  by  separate 
indicators.  In  order  that  the  diagrams  may  be  complete,  the  lines  ab,  representing 
the  boiler  pressure,  cd,  of  atmospheric  pressure,  and  ef  oi  vacuum  in  the  condenser, 
should  be  drawn,  together  with  the  line  of  zero  volume  ea,  determined  by  measur- 
ing the  clearance,  and  the  hyperbolic  curve  ?}*,  constructed  as  in  Art.  92.  The 
saturation  curve  gli  for  the  amount  of  steam  actually  in  the  cylinder  is  sometimes 
added.  As  drawn  in  Fig.  218,  the  position  of  the  saturation  curve  indicates  that  the 
steam  is  dry  at  cut-off — scarcely  the  usual  condition  of  things. 

487.  Deductions.  By  taking  a  "  full-load  "  card,  and  then  one  with  the  ex- 
ternal load  wholly  removed,  the  engine  overcoming  its  own  frictional  resistance 
only,  we  at  once  find  the  me- 


tS 


\ 


chanical  efficiency,  the  ratio  of 
power  exerted  at  the  shaft  to 
power  developed  in  the  cylin- 
der; it  is  the  quotient  of  the 
difference  of  the  two  diagrams 
by  the  former.  By  measur- 
ing the  pressure  and  the  vol- 
ume of  the  steam  at  release, 
and  deducting  the  steam  pres- 
ent during  compression,  we 
may  in  a  rough  way  com- 
pute the  steam  consumption 
per  Ihp.-hr.,  on  the  assumption 
that  the  steam  is  at  this  point 
dry;  and,  as  in  Art.  500,  by 
properly  estimating  the  per- 
centage of  wetness,  we  may 
closely  approximate  the  actual 
steam  consumption. 

Some  of  the  applications 
of  the  indicator  are  suggested 
by  the  diagrams  of  Fig.  220. 
In  a,  we  have  admission  oc- 
curing  too  early ;  in  6,  loo 
late.  Excessively  early  cut-off 
is  shown  in  c ;  late  cut-off,  with 
excessive  terminal  drop,  in  <1. 
Figure  e  indicates  too  early 
release ;  the  dotted  curve 
would  give  a  larger  work  area; 

in  /,  release  is  late.    The  bad  effect  of  early  compression  is  indicated  in  g ;  late  com- 
pression gives  a  card  like  that  of  A,  usually  causing  noisiness.    Figure  /  shows  exces- 


D^ 


c 

p 

<1 

'-^  1 

Fig.   220.     Art. 


487.  —  Indicator  Diagrams   aud   Valve 
Adjustment. 
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sive  throttling  during  admission;  j  indicates  excessive  resistance  during  exhaust 
which  may  be  due  to  throttling  or  to  a  poor  vacuum.  The  effect  of  a  small  supply 
pipe  is  shown  in  k,  in  which  the  upper  line  represents  a  diagram  taken  with  the 
indicator  connected  to  the  steam  chest.  The  abrupt  rise  of  pressure  along ^C  is 
due  to  the  cutting  off  of  the  flow  of  steam  from  the  steam  chest  to  the  cylinder. 
Figure  I  shows  the  form  of  card  taken  when  the  drum  is  made  to  derive  its  mo- 
tion from  the  eccentric  instead  of  the  crosshead.  This  is  often  done  in  order  to 
study  more  accurately  the  conditions  near  the  end  of  the  stroke  when  the  piston 
moves  veiy  slowly,  while  the  eccentric  moves  more  rapidly.  Figure  m  is  the  cor- 
responding ordinary  diagram,  and  the  two  diagrams  are  correspondingly  lettei-ed. 
Figure  n  is  an  excellent  card  from  an  air  compressor;  o  shows  a  card  froui  an  air 
pump  with  excessive  port  friction,  particularly  on  the  suction  side.  Figure  p 
shows  what  is  called  a  stroke  card,  the  dotted  line  representing  net  pressures  on 
the  piston,  obtained  by  subtracting  the  back  pressure  as  at  ah  from  the  initial 
pressure  ac,  i.e.  by  making  dc  =  ah.  Figure  q  shows  the  effect  of  varying  the 
point  of  cut-off;  r,  that  of  throttling  the  supply.  JS'egative  loops  like  that  of  g 
must  be  deducted  from  the  remainder  of  the  diagram  in  estimating  the  work  done. 

488.  Measurement  of  Steam  Quality.  The  second  special  instrument  used  in 
engine  testing  is  the  steam  calorimeter,  so  called  because  it  determines  the  percent- 
age of  dryness  of  steam  by  a  series  of  heat  measurements.  Carpenter  (33)  classi- 
fies steam  calorimeters  as  follows  : 

Calorimeters 

( Barrel  or  tank 


(a)  Condensing 


1  Continuous 


{Barrus — Continuous 
Hoadley 
Kent 

,, .    c?         14.-        f  External  —  Barrus 

(b)  Sui3erlieatnig  J  ,       ^    -,     -, 
^^       ^                "^   1  Internal  — Peabody 

,  -    -r. .      ,  r  Separator 

(c)  Direct  {chemical 

489.  Barrel  or  Tank  Calorimeter.  The  steam  is  discharged  directly  into  an 
Insulated  tank  containing  cold  water.  Let  W,  w  be  the  weights  of  steam  and 
water  respectively,  t,  h  the  initial  and  final  temperatures  of  the  water,  correspond- 
ing to  the  heat  quantities  h,  hi ;  and  let  the  steam  pressure  be  Pq,  corresponding 
to  the  latent  heat  Zo  and  heat  of  liquid  ho,  tlie  percentage  of  dryness  being  Xq. 
The  heat  lost  hy  the  steam  is  equal  to  the  heat  gained  by  the  water ;  or,  the  steam  and 
water  attaining  the  same  final  temperature, 

TJ7/   r   1  7      7  N      /7      7\     1  '  7«i(w  +  w)  —  wh  —  ^v^lo 

W  {xoLo  +  ho  -  hi)  =  w(hi  -  h),  whence  .ro  =  -^^^ — -^— • 

The  value  of  W  is  determined  by  weighing  the  water  before  and  after  the  mix- 
ture.    The  radiation  corrections  are  large,  and  any  slight  error  in  the  value  of  W 
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greatly  changes  the  result;  this  form  of  calorimeter  is  therefore  seldom  used,  its 
average  error  even  under  the  best  conditions  ranging  from  2  to  4  per  cent.  Some 
improvement  is  possible  by  causing  condensation  to  become  continuous  and  tak- 
ing the  weights  and  temperatures  at  frequent  intervals,  as  in  the  "  Injector  "  or 
"  Jet  Continuous  "  calorimeter. 

490.  Surface-condensing  Calorimeter.  The  steam  is  in  this  case  condensed 
in  a  coil ;  it  does  not  mingle  with  the  water.  Let  the  final  temperature  of  the 
steam  be  h,  its  heat  contents  h^ ;  then 


W{xqLq  +  Ao  —  111)  =  wQii  —  h)  and  xo 


_  icJn  +  Wh2  -  'H'h  ~  Who 

wu 


More  accurate  measurement  of  W  is  possible  with  this  arrangement.  In  the 
Hoadley  form  (34)  a  propeller  wheel  was  used  to  agitate  the  water  about  the  coils; 
in  the  Kent  instrument,  arrangement  was  made  for  removing  the  coil  to  permit 
of  more  accurately  determining  W.  In  that  of  Barrus,  the  flow  was  continuous 
and  a  series  of  observations  could  be  made  at  short  intervals. 

491.  Superheating  Calorimeters.  The  Peabody  throttling  calorimeter 
is  shown  in  Fig.  221 ;  steam  entering  at  h  through  a  partially  closed  valve 
expands  to  a  lower  steady  pressure  in  A  and  then  flows  into  the  atmos-. 
phere.  Let  Lq,  Jiq,  Xq  be  the  condition  at  b,  and  assume  the  steam  to  be 
superheated  at  A,  its  temperature  being  T,  t  being  the 
temperature  corresponding  to  the  pressure  p,  and  the  cor- 
responding total  heat  at  saturation  H.  Then,  the  total  heat 
at  b  equals  the  total  heat  at  A,  or 

(x,Lo-\-ho)=H+7c{T-t), 

where  k  is  the  mean  specific  heat  of  superheated  steam 
at  the  pressure  p  between  T  and  t;  whence 


Xn  


H-\-k{T-t)-h, 
Lo 


If  we  assume  the  pressure  in  A  to  be  that  of  the  atmos- 
phere, ^=1150.4,  and  superheating  is  possible  only  when 
XqLq  +  //o  exceeds  1150.4.  For  each  initial  pressure,  then, 
there  is  a  corresponding  minimum  value  of  x^J  beyond 
which  measurements  are  impossible;  thus,  for  200  lb., 
iyo  =  843.2,  7^0  =  354.9,  and  x^y  (minimum)  is  0.94.  Aside 
from  this  limitation,  the  throttling  calorimeter  is  exceed- 
ingly accurate  if  the  proper  calibrations,  corrections,  and  methods  of 
sampling  are  adopted.  In  the  Barrus  throttling  calorimeter,  the  valve  at 
b  is  replaced  by  a  diaphragm  through  which  a  fine  hole  is  drilled,  and  the 
range  of  Xq  values  is  increased  by  mechanically  separating  some  of  the 
moisture.  The  same  advantage  is  realized  in  the  Barrus  superheating 
calorimeter  by  initially  and  externally  heating  the  sample  of  steam.    The 


Fig.  221.  Art.  491. 
—  Superheat- 
ing Calorimeter. 
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amount  of  heat  thus  used  is  applied  in  such  a  way  that  it  may  be  ac- 
curately measured.     Let  it  be  called,  say,  Q  per  pound.     Then 


.To/>o  +  /io  +  Q  =  ^+  liiT- 1),  and x^ 


492.  Separating  Calorimeters.  The  water  and  steam  are  mechanically  sepa- 
rated and  separately  weighed.  In  Fig.  222,  steam  enters,  through  6,  the  jacketed 
chamber  shown.  The  water  is  intercepted  by  the  cup 
14,  the  steam  reversing  its  direction  of  flow  at  this 
point  and  entering  the  jacket  space  7,  4,  whence  it  is 
discharged  through  the  small  orifice  8.  The  water  ac- 
cumulates in  3,  its  quantity  being  indicated  by  the 
gauge  glass  10.  T]je  quantity  of  steam  flowing  is  de- 
ter tnined  by  calibration  for  each  reading  of  the  gauge 
at  9.  The  instrument  is  said  to  be  fairly  accurate  un- 
less the  percentage  of  moisture  is  very  small.  The 
steam  may  be,  of  course,  run  off,  condensed,  and 
actually  weighed. 

493-  Chemical  Calorimeter.  This  depends  for  its 
action  on  the  fact  that  water  will  dissolve  certain  salts 
(^e.g.  sodium  chloride)  which  are  insoluble  in  dry 
steam. 

494-  Electric  Calorimeter.  The  Thomas  superheat- 
ing and  throttling  instrument  (35)  consists  of  a  small 
soapstone  cylinder  in  which  are  embedded  coils  of 
German  silver  wire,  constituting  an  electric  heater. 
This  is  inserted  in  a  brass  case  through  which  flows 
a  current  of  steam.  The  electrical  energy  correspond- 
ing to  heat-augmentation  to  any  superheated  condition  being  known,  say,  as 
E  B.  t.  u.  per  pound  (1  B.  t.  u.  per  minute  =  17.59  watts),  w^e  have,  as  in  Art.  491, 

H  +kiT-t)-\-E 


Fig.  222.     Art.  492.— 
rating  Calorimeter 


//  +  lc{T  —  t),  whence  x^^ 


495.  Engine  Trials:  Heat  Measurement.  We  may  ascertain  the  heat 
supplied  in  the  steam  engine  cycle  either  by  direct  measurement,  or  hy 
adding  the  heat  equivalent  of  the  external  ivork  done  to  the  measured  ainouyit 
of  heat  rejected.  In  the  former  case  the  amount  of  water  fed  to  the  boiler 
must  be  determined,  by  weighing,  measuring,  or  (in  approximate  work)  by 
the  use  of  a  water  meter.  The  heat  absorbed  per  pound  of  steam  is  ascer- 
tained from  its  temperature,  quality,  and  pressure,  and  the  temperature  of 
the  water  fed  to  the  boiler.  In  the  latter  case,  the  steam  leaving  the 
engine  is  condensed  and,  in  small  engines,  weighed;  or  in  larger  engines, 
determined  by  metering  or  by  passing  it  over  a  weir.  This  latter  of  the 
two  methods  of  testino-  has  the  advantai^e  with  small  engines  of  greater 
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accuracy  and  of  giving  accurate  results  in  a  test  of  shorter  duration.  Where 
the  engine  is  designed  to  operate  non-condensing,  the  steam  may  be  con- 
densed for  the  purposes  of  the  test  by  passing  it  over  coils  exposed  to 
the  atmosphere,  so  that  no  vacuum  is  produced  by  the  condensation.  If 
jackets  are  used,  the  condensed  steam  from  them  must  be  trapped  off  and 
weighed.  This  water  would  ordinarily  boil  away  when  discharged  at 
atmospheric  pressure,  so  that  provision  must  be  made  for  first  cooling  it. 

496.  Heat  Balance.  By  measuring  hoth  the  heat  supplied  and  that  rejected,  as 
well  as  the  work  done,  it  is  possible  to  draw  up  a  debit  and  credit  account  show- 
ing the  use  made  of  the  heat  and  the  unaccounted  for  losses.  These  last  are  due 
to  the  discharge  of  water  vapor  by  the  air  pump,  to  radiation,  and  to  leakage. 
The  weight  of  steam  condensed  may  easily  be  four  or  five  per  cent  less  than  that 
of  the  water  fed  to  the  boiler.  Let  H,  h,  be  the  heat  contents  of  the  steam  and 
the  heat  in  the  boiler  feed  water  respectively;  the  heat  absorbed  per  pound  is 
then  H  —  h.  Let  Q  be  the  heat  contents  of  the  exhausted  steam  (measured 
above  the  feed  water  temperature)  and  W  the  heat  equivalent  of  the  work  done 
per  pound.  Then  for  a  perfect  heat  balance,  H  —  h  =  Q  +  W.  In  practice,  W 
is  directly  computed  from  the  indicator  diagrams ;  H  and  Q  must  be  corrected 
for  the  quality  of  steam  as  determined  by  the  calorimeter  or  otherwise. 

The  heat  charged  to  the  engine  is  measured  from  the  ideal  faed- 
water  temperature  corresponding  with  the  pressure  of  the  atmosphere 
or  condenser  to  the  condition  of  steam  at  the  throttle:  that  is,  it  is 
(in  general  symbols), 

R  =Q{H-  ho),     B.  t.  u.  per  Ihp.  hr., 

where  Q  represents  the  dry  steam  consumption  in  lb.  per  Ihp.  hr. 
Then  2545  ^i^  is  the  thermal  efficiency  =E.  Let  H^  be  the  total  heat 
above  32°  after  adiabatic  expansion  in  the  Clausius  cycle:  then  the 
ideal  efficiency  is 

H—Hq 

and  the  '^  efficiency  ratio  ''  or  relative  efficiency  is 

""^    Ej    QiH-HoY 
The  efficiency  ratio  referred  to  the  Carnot  cycle  is  correspondingly 

2545^ 


Er 


Q(H-ho)iT-ty 


where   T  and  t  are,   respectively,   the   absolute  temperatures  at  the 
throttle  and  corresponding  with  atmospheric  or  condenser  pressure. 
In  working  up  a  heat  balance,  it  is  convenient  to  measure  all  heat 
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quantities  above  32°.  The  gross  heat  charged  to  the  engine  is  then 
HQ,  less  am^  transmission  losses  between  boiler  and  engine.  If  the 
engine  runs  condensing,  and  Qi  lb.  of  condenser  water  circulated 
rise  from  ti°  to  ^2°  F-,  the  heat  rejected  to  the  circulating  water  is 
Q\{h—ti)  B.  t.  u.  There  are  also  rejected,  in  the  condensed  steam, 
Qh^  B.  t.  u.,  where  /13  is  the  heat  of  liquid  corresponding  with  the  tem- 
perature ^3  of  the  condensed  steam.  (Note  that  ^3  =^2  in  jet  condensing 
engines.)  Some  of  the  heat  thus  rejected  ma}^,  however,  be  returned 
to  the  boiler,  and  should  then  be  credited,  the  amount  of  credit  being 
the  sum  of  the  weights  returned  each  multiphed  by  the  respective 
heat  of  liquid.  Any  steam  condensed  in  the  jackets  is  charged  to  the 
engine,  but  the  heat  rejected  from  the  jackets  (usually  returned  to 
the  boiler)  is  then  credited  as  Q2h  where  Q2  is  the  weight  of  steam  con- 
densed and  h  the  heat  of  liquid  corresponding  with  its  pressure  (usually 
the  throttle  pressure). 

497.  Checks;  Codes.  Where  engines  are  used  to  drive  electrical  generators 
the  measurement  of  the  electrical  energy  gives  a  close  check  on  the  computation 
of  indicated  horse  power.  Let  G  =  generator  output  in  kilowatts,  ^^  =  generator 
efficiency,  jE'wj  =  mechanical  efficiency  of  the  unit, /Z^  =  Ihp.  of  engine:  then  1.34G  = 
HEQEm-  In  locomotive  trials  a  similar  check  is  obtained  by  comparison  of  the 
drawbar  pull  and  speed  (36).  In  turbines,  the  indicator  cannot  be  employed; 
measurement  of  the  mechanical  power  exerted  at  the  shaft  is  effected  by  the  use 
of  the  friction  brake.  Standard  codes  for  the  testing  of  pumping  engines  (37),  and 
of  steam  engines  generally  (38),  have  been  developed  by  the  American  Society  of 
Mechanical  Engineers. 


Fig.  224.     Arts.  498,  499,  500. — Indicator  Cards  from  Compound  Engine. 

498.  Example  of  an  Engine  Test*  Figure  221,  from  Hall  (39),  gives 
the  indicator  diagrams  from  a  30  and  56  by  72-in.  compound  engine  at 
58  r.  p.  m.     The  piston  rods  w^ere  4 J  and  dI  in.  diameter.     The  boiler 

*  Values  from  steam  tables,  used  in  this  article,  do  not  precisely  agree  with  those 
given  on  pp.  287,  288, 
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pressure  was  124.0  lb.  gauge:  the  pressure  in  the  steam  pipe  near  the 
engine,  122.0  lb.  The  temperature  of  jacket  discharge  was  338°  F.  The 
conditions  during  the  calorimetric  test  of  the  inlet  steam  were  Pq  —  122.08 
lb.  gauge,  T  =  302.1°  F.  (Art.  491),  pressure  in  calorimeter  body  (Fig.  221), 
11.36  lb.  (gauge).  The  net  weight  of  boiler  feed  water  in  12  hours  was 
231,861.7  lb. ;  the  weight  of  water  drained  from  the  jackets,  15,369.7  lb. 

From  the  cards,  the  mean  effective  pressures  were  44.26  and  13.295 
lb.  respectively;  and  as  the  average  net  piston  areas  were  697.53  and 
2452.19  square  inches  respectively,  the  total  piston  pressures  were  44.26 
X  697.53  =  30872.7  and  13.295x2452.19=32601.9  lb.  respectively.  These 
were  applied  through  a  distance  of 


^  X  2  X  58  =  696  feet  per  minute : 


whence  the  indicated  horse  power  was 

(30872.7  +  32601.9)  x  696  ^  ^^og  ^2 
33000  *     * 

From  Art.  491,  x^L^^-h^^H+k  {T-t),  or  in  this  case,  866.5 a;  +  322.47 
=  1155.84  +  0.48*  (302.1-242.3)  whence  0^0  =  0.995.  The  weight  of 
cylinder  feed  was  231,861.7-15,369.7  =  216,492.0  lb.  At  its  pressure  of 
136.7  lb.  absolute,  i=866.5,  h  =  S22A.  For  the  ascertained  dryness,  the 
total  heat  per  pound,  above  32°,  is  322.4  -f  (0.995  x  866.5)  =  1184.5  B.  t.  u. 
The  ^heat  left  in  the  steam  at  discharge  from  the  condenser  (at  114°  F.) 
was  82  B.  t.  u. ;  the  net  heat  absorbed  per  pound  of  cylinder  feed  was 
then  1184.5  —  82.0  =  1102.5 ;  for  the  total  weight  of  cylinder  feed  it  was 
1102.5  x  216,492  =  238,682,430  B.  t.  u.  The  total  heat  in  one  pound  of 
jacket  steam  was  also  1184.5  B.  t.  u.  This  was  discharged  at  338°  F. 
(Ji  =  308.8),  whence  the  heat  utilized  in  the  jackets  was  1184.5  —  308.8 
=  875.7  B.  t.  u.  (The  heat  discharged  from  both  jackets  and  cylinders 
was  transferred  to  the  boiler  feed  water,  the  former  at  338°,  the  latter  at 
114°  F.)  The  supply  of  heat  to  the  jackets  was  then  875.7  x  15,369.7 
=13,459,246.29  B.  t.  u :  the  total  to  cylinders  and  jackets  was  this  quan- 
tity plus  238,682,430  B.  t.  u.,  or  252,141,676.29  B.  t.  u.  Dividing  this  by 
60  X 12  we  have  350,196.77  B.  t.  u.  supplied  per  minute. 

499.     Statement  of  Results.     We  have  the  following : 

(a)  Pounds   of   steam  per   Ihp.-hr.  =  231,861.7 -^  12  ^  1338.62  =  14.43. 

(This  is  the  most  common  measure  of  efficiency,  but  is  wholly 
unsatisfactory  when  superheated  steam  is  used.) 

*  Value  taken  for  the  specitic  heat  of  superheated  steam. 
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(b)  Pounds  of  dry  steam  per  Ihp.-hr.  =  14.43  X  0.995  *  =  14.36. 

(c)  Heat  consumed  per  Ihp.  per  minute  =  350,196.77  -^  1338.62  =  261.61 

B.  t.  u. 

{d)  Thermal  efficiency  =  33 o|o ^261.61  =  0.1621. 

(e)    Work  per  pound  of  steam=  ^^^ii^^^^/^'^^  X  ^'^^^1  =  ^^^  ^-  *•  ^- 

231,861 .  / 

(/)  Carnot  efficiency  =  ^^^'^^"^^^   =  0.293. 

^-^^  ^      351.22  +  459.6 


(g)  Clausius  efficiency  (Art.  409),  with  dry  steam, 

810.82 

=  0.265. 


(351.22-114)fl  +  ^?^)_573  6  1o.  ^^^ 
^  ^V       810.827  ^'   573.6 


351.22-114+866.5 
(/i)  Ratio  of  (d)  -  (g)  =  0.1621  -  0.265  =  0.61. 

500.  Steam  Consumption  from  Diagram.  The  inaccuracy  of  sach  estimates 
will  be  shown.  In  the  high-pressure  cards,  Fig.  224,  the  clearance  space  at  each 
end  of  the  cylinder  was  0.932  cu.  ft.  The  piston  displacement  per  stroke  on  the  side 
opposite  the  rod  was  706.86  x  72  -f-  1728  =  29.453  en.  ft. ;  the  cylinder  volume 
on  this  side  was  29.453  +  0.932  =  30.385  cu.  ft.  The  length  of  the  correspond- 
ing card  (a)  is  3.79  in. ;  the  clearance  line  be  is  then  drawn  distant  from  the 
admission  line 

3.79  X  -H??.  =  0.117  in. 
29.453 

At  d,  on  the  release  line,  the  volume  of  steam  is  30.385  cu.  ft.,  and  its  pressure  is 
31.2  lb.  absolute.  From  the  steam  table,  the  weight  of  a  cubic  foot  of  steam  at 
this  pressure  is  0.076362  lb. ;  whence  the  weight  of  steam  present,  assumed  dry,  is 
0.076362  X  30.385  =  2.3203  lb.  At  a  point  just  after  the  beginning  of  compres- 
sion, point  e,  the  volume  of  steam  expressed  as  a  fraction  of  the  stroke  plus  the 
clearance  equivalent  is  0.517  -~  3.907  =  0.1321,  3.907  being  the  length  hg  in  inches. 
The  actual  volume  of  steam  at  e  is  then  0.1321  x  30.385  =  4.038  cu.  ft.,  and  its 
pressure  is  28.3  lb.  absolute,  at  which  the  specific  weight  is  0.069683  lb.  The 
weight  present  at  e  is  then  4.038  x  0.069683  =  0.280  lb.  The  net  weight  of  steam 
used  per  stroke  is  2.3203  -  0.280  =  2.0403  lb.,  or,  per  hour,  2.0403  x  58  x  60  =  7090 
lb.,  for  this  end  of  the  cylinder  only.  For  the  other  end,  the  weight,  similarly 
obtained,  is  7050  lb.;  the  total  weight  is  then  14,140  lb.  The  horse  power 
developed  being  1339,  the  cylinder  feed  per  Ihp.-hr.  from  high-pressure  diagrams 
is  10.6  lb.,  or  26  per  cent  less  than  that  which  the  test  shows.  The  same  process 
may  be  appHed  to  the  low-pressure  diagrams.  It  is  best  to  take  the  points  d  and  e 
just  before  the  beginning  of  release  and  after  the  beginning  of  compression  respec- 

*  The  factor  0.995  does  not  precisely  measure  the  ratio  of  energy  in  the  actual 
steam  to  that  in  the  corresponding  weight  of  dry  steam,  but  the  correction  is  usually 
made  in  this  way. 
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tively.     The  method  is  widely  approximate,  but  may  give  results  of  some  value 
in  the  absence  of  a  standard  trial  (Arts.  448,  4i0). 

i)  V 

501.   General  Expression.     In  Fig.  224a,  let  —  =  5,"— =D.      Let  the  cylinder 

Li  "  L 

area  be  A  sq.  in.,  the  stroke  S  it.,  the  clearance  d  =  m(L—d)=mAS:   and  let  the 
speed  be  n  r.  p.  m.      The  horse  power  of  the  double-      p 
acting  engine  is 

H.P. 


2pmASn 
33,000  ' 


for  pm  lbs.  mean  effective  pressure  per  square  inch. 
The  weight  of  steam  used  per  stroke,  in  pounds,  is 

^,     BAS{l-\-m)      DASa-\'m) 
W  = 


V 

^ 

^^^S^ 

1 

1    ! 

r<— 

-V — >! 

" 

';     ' 

lUxvo  U4:XVo  r "- 1 

,ri 
XVoJ  '       Consumption  from  Diagram. 


AS  {^   ^      \   /  B         D  \       Fig.  224a.    Art.  501.— Steam 


where  Vo  and  Vo  are  the  specific  volumes  of  dry  steam  and  x  and  X  are  the  dryness 
of  the  actual  steam,  at  d  and  e  respectively.  Making  X  =  a:  =  1.0,  we  find  (from 
the  indicator  diagrams  alone)  the  weight  of  steam  consumed  per  Ihp.  hour  to  be 
in  pounds, 

120nW^  13,750(1  +m)  /B_  D  \ 
H.P.    ~  Vm  \Vo      Vol' 

In  applying  this  to  compound  engines,  pm  must  be  taken  as  the  total  equivalent 
mean  effective  pressure  "referred  to"  to  the  cylinder  of  area  A  (Art.  472). 

^X  13.295]  =90.36,  and  the  steam 

.o^.^/l-0317\  /       30.385 4.03S        \  ^.^,  ,, 

^"^''^"V  90.36/  \30.385X13.24     30.385X14.53/      ^^-^  ^'^• 


rate  is 


502.  Measurement  of  Rejected  Heat.  A  common  example  is  in  tests  in 
which  the  steam  is  condensed  by  a  jet  condenser  (Art.  584).  In  a  test 
cited  by  Ewing  (40),  the  heat  absorbed  per  revolution  measured  above  the 
temperature  of  the  boiler  feed  was  1551  B.  t.  u. ;  that  converted  into  work 
was  225  B.  t.  n.  The  exhaust  steam  was  mingled  with  the  condensing 
water,  a  combined  weight  of  51.108  lb.  being  found  per  revolution.  The 
temperature  of  the  entering  water  was  50°  F.,  that  of  the  discharged  mix- 
ture was  73.4°  F.,  and  the  cylinder  feed  amounted  to  1.208  lb.  per  revolu- 
tion. The  temperature  of  the  boiler  feed  water  was  59°  F.  We  may 
compute  the  injection  water  as  51.108  —  1.208  =  49.9  lb.  and  the  heat 
absorbed  by  it  as  approximately  49.9(73.4  —  50)=  1167  B.  t.  u.  The 
1.208  lb.  of  feed  were  discharged  at  73.4°,  whereas  the  boiler  feed  was  at 
59° ;  a  heat  rejection  of  73.4  -  59  =  14.4°  occurred,  or  14.4  x  1.208  =  17.4 
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B.  t.  11.  The  total  heat  rejection  was  then  1167  -f-  17.4  =  1184.4  B.  t.  u., 
to  which  we  must  add  47  B.  t.  u.  from  the  jackets,  giving  a  total  of 
1231.4  B.  t.  u.  Adding  this  to  the  work  done,  we  have  1231.4  +  225  = 
1456.4  B.  t.  u.  accounted , for  of  the  total  1551  B.  t.  u.  supplied;  the 
discrepancy  is  over  6  per  cent. 

Wlien  surface  condensers  are  used,  the  temperatures  of  discharge  of 
the  condensed  steam  and  the  condenser  water  are  different  and  the  weight 
of  water  is  ascertained  directly.  In  other  respects  the  computation 
would  be  as  given.* 

503.  Statements  of  Efficiency.  Engines  are  sometimes  rated  on  the  basis  of 
fuel  consumption.  The  duty  is  the  number  of  foot-pounds  of  work  done  in  the 
cylinder  per  100  pounds  of  coal  burned  (sometimes — and  preferably — the  number 
of  foot-pounds  of  work  -per  1,000,000  B.  t.  u.  consumed  at  coal.  The  efficiency 
of  the  plant  is  the  quotient  of  the  heat  converted  into  work  per  pound  of  coal,  by 
the  heat  units  contained  in  the  pound  of  coal.  In  the  test  in  Art.  498,  the  coal 
consumption  per  Ihp.-hr.  was  2068.84-^1338.62  =  1.54  lb.  In  some  cases,  all  state- 
ments are  based  on  the  brake  horse  power  instead  of  the  indicated  horse  power.  The 
ratio  of  the  two  is  of  course  the  mechanical  efficiency.  It  may  be  noted  that  the 
engine  is  charged  with  steam,  not  at  boiler  pressure,  but  at  the  pressure  in  the  steam 
pipe.  The  difference  between  the  two  pressures  and  qualities  represents  a  loss 
which  may  be  considered  as  dependent  upon  the  transmissive  efficiency.  The  plant 
efficiency  is  obviously  the  product  of  the  efficiencies  of  boiler  (Art.  574),  transmission, 
and  engine. 

504.  Measixrement  of  Heat  Transfers :  Him's  Analysis.  In  the  refined  methods 
of  studying  steam  engine  performance  developed  by  Hirn  (41),  and  expounded  by 

Dwelshauvers-Dery  (42),  the  heat  absorbed 
and  that  rejected  are  both  measured.  Dur- 
ing any  path  of  the  cycle,  the  heat  inter- 
change between  fluid  and  walls  is  computed 
from  the  change  in  internal  energy,  the  heat 
externally  supplied  or  discharged,  and  the 
external  work  done. 

The  internal  energy  of  steam  is,  in  general 
symbols,  h-{-xr.  The  heat  received  being  Q, 
and  the  heat  lost  by  radiation  Q',  we  have 
the  general  form 


Fig.  225.    Art.  504. — Hirn's  Analysis. 


Qn=Q\2+E2-Ex-\-Wn=Qn+W2{h2+x.r2)-Wi{h+Xir{)+Wu, 


where  the  path  is,  for  example,  from  1  to  2,  and  the  weight  of  steam  increases  from 
Wi  to  W2.     Applj'ing  such  equations  to  the  cycle.  Fig,  225,  made  up  of  the  four 

*  It  is  most  logical  to  charge  the  engine  with  the  heat  measured  above  the  tem- 
perature of  heat  rejection.  This,  in  Fig.  182,  for  example,  makes  the  efficiency 
dehc        ..       .,  debc 


idbeZ 


,  rather  than 


YXebZ 


the  ordinate  YX  representing  the  feed- water  temperature. 
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operations  01,  12,  23,  30,  we  have,  Mq  denoting  the  weight  of  clearance  steam  and 
M  that  of  cyhnder  feed,  per  stroke,  in  pounds. 

Eo  =  Mo(ho  +Xoro) ;  '  ^2  =  (Mo+M)  (h  +X2r2)  ; 

^i  =  (Mo+M)(/ii+Xiri);  Es=Mo{h+Xsn). 

Let  Qa,  Qb,  Qc,  Qd,  represent  amounts  of  heat  transferred  to  the  walls  along  the 
paths  a,  h,  c,  d. 

Consider  the  path  a.     Let  the  heat  supplied  by  the  incoming  steam  be  Q.     Then 

Q-Qa  =  Wa  +  {E,-Eo). 

Along  the  path  6,  -Q&  =  TFo  +  (£'2-^i);   along  rf,  -Qa= -Wa  +  {E<,-Ez). 

Along  c,  heat  is  carried  away  by  the  discharged  steam  and  by  the  cooling  water. 
Let  G  denote  the  weight  of  cooHng  water  per  stroke,  h^  and  A4  its  final  and  initial 
heat  contents,  and  h(,  the  heat  contents  of  the  discharged  steam.  The  heat  rejected 
by  the  fluid  per  stroke  is  then  G{h—hi)-\-Mh6.  Then  —Qc  —  G(h—hi)—Mh6  = 
-Wc+{E,-E2),  and  Qc= -G{h-h)-Mh+Wc-{Es-E,). 

Values  for  the  h  and  r  quantities  are  obtained  from  the  steam  table  for  the  pres- 
sures shown  by  the  indicator  diagram.  The  diagram  gives  also  the  work  quantities 
along  each  of  the  four  "  paths."  The  conditions  of  the  test  give  Q,  G,  h^,  h^,  hi, 
and  M.  The  remaining  unknown  quantities  are  Mo  and  the  drynesses.  Mo  is  found 
by  assuming  2-3  ^1.0  (see  Art.  500).  Then  the  dryness  at  any  of  the  remaining 
points  0,  1,  2,  may  be  found  by  writing 

V 

x  =  — , 

wvo 

w^here  v  is  the  volume  shown  by  the  indicator  diagram,  Vo  is  the  specific  volume 
of  dry  steam  and  w  is  the  weight  of  steam  present,  at  the  point  in  question.  The 
quantity  w  will  be  equal  to  Mq  or  (M+Mo)  as  the  case  may  be. 

605.  Graphical  Representation.  In  Fig.  226,  from  the  base  line  xy,  we  may 
lay  off  the  areas  oefs  representing  heat  lost  during  admission,  smba  showing  heat 
gained  during  expansion,  mhcr  showing  heat  gained 
during  release,  and  oakr  showing  heat  lost  during 
compression.  If  there  were  no  radiation  losses 
from  the  walls  to  the  atmosphere,  the  areas  above 
the  Une  xtj  would  just  equal  those  below  it.  Any 
excess  in  upper  areas  represents  radiation  losses. 
Ignoring  these  losses,  Hirn  found  by  comparing  the 
work  done  with  the  value  of  Q—Mh&  —  G(h5—hi) 
an  approximate  value  for  the  mechanical  equivalent 
of  heat  (Art.  32). 

Analytically,  if  Qr  denote  the  loss  by  radiation, 
its  value  is  the  algebraic  sum  of  Qa,  Qb,  Qc,  Qd-  If 
the  heat  Qj  be  supplied  by  a  steam  jacket,  then 
Qr  =  Qj  +  2Qa.  6,  c,  d-  The  heat  transfer  during 
release,  Qc,  regarded  by  Hirn  as  in  a  special  sense  a 

measure  of  wastefulness  of  the  walls,  may  be  expressed  as  Qr  —  Qj  —  ^Qa,  b,  d-  In 
a  non-condensing  engine,  Qr  can  be  determined  only  by  direct  experiment. 


p 

1        '    I                                  \r 

„    r"-n^-i,                    ,„ 

^    '    L !.' 

Fig.  226.     Art.  505. 

Transfers. 


-Heat 


505«.  Testing  of  Regulation.  The  "  regulation  "  of  a  steam  engine  refers  to 
its  variations  in  speed.  In  most  applications  uniformity  of  rotation  is  important. 
This  is  particularly  the  case  when  engines  drive  electric  generators,  and  the  momen- 
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tary  or  periodic  variations  in  speed  must  be  kept  small  regardless  of  fluctuations 
in  initial  pressure,  back  pressure,  load  or  ratio  of  expansion.  This  is  accomplished 
by  using  a  sensitive  governor  and  a  suitably  heavy  fly-wheel.  Regulation  cannot 
be  studied  by  unaided  observation  with  a  revolution  counter  or  by  an  ordinary 
recording  instrument.  An  accurate  indicating  tachometer  or  some  speciaL  optical 
device  must  be  employed  (Trans.  A.  S.  M.  E.,  XXIV,  742). 

Types  of  Steam  Engine 

506.^Special  Engines.  We  need  not  consider  the  commercially  unimportant 
class  of  engines  using  vapors  other  than  steam,  those  experimental  engines  built 
for  educational  institutions  which  belong  to  no  special  type  (43),  engines  of  novel 
and  hmited  appUcation  Uke  those  employed  on  motor  cars  (44),  nor  the  "  fireless  " 
or  stored  hot- water  steam  engines  occasionally  employed  for  locomotion  (45). 

507.  Classification  of  Engines.  Commercially  important  types  may  be  con- 
densing or  non-condensing.  They  are  classified  as  right-hand  or  left-hand,  accord- 
ing as  the  fly  wheel  is  on  the  right  or  left  side  of  the  center  line  of  the  cylinder, 
as  viewed  from  the  back  cylinder  head.      They  may  be  simple  or  multiple-expan- 


FlG.  226.     Art.  507.  — Angle-Compound  Engine.     (American  Ball  Engine  Company.) 
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sion,  with  all  the  successive  stages  and  cylinder  arrangements  made  possible  in 
the  latter  case.  They  may  be  single-acting  or  double-acting ;  the  latter  is  the  far 
more  usual  arrangement.  They  may  be  rotative  or  non-rotative.  The  direct-acting 
pumping  engine  is  an  example  of  the  latter  type ;  the  work  done  consists  in  a 
rectilinear  impulse  at  the  water  cylinders.  In  the  duplex  engine,  simple  cylinders 
are  used  side  by  side.  The  terms  horizontal,  vertical,  and  inclined  refer  to  the  posi- 
tions of  the  center  lines  of  the  cylinders.  The  horizontal  engine,  as  in  Figs.  186 
and  229,  is  mostly  used  in  land  practice ;  the  vertical  engine  is  most  common  at 


Fig.  229.     Art.  507.  —  Automatic  Engine.     (American  Ball  Engine  Company.) 


sea.  Cross-compound  vertical  engines  are  often  direct-connected  to  electric  gen- 
erators. Vertical  engines  have  occasionally  been  built  with  the  cylinder  below 
the  shaft.  This  type,  with  the  inclined  engine,  is  now  rarely  used.  Inclined 
engines  have  been  built  with  oscillating  cylinders,  the  use  of  a  crosshead  and 
connecting  rod  being  avoided  by  mounting  the  cylinder  on  trunnions,  through 
which  the  steam  was  admitted  and  exhausted.     Figure  228  shows  a  section  of 
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the  interesting  angle-compound,  in  which  a  horizontal  high-piessure  cylinder 
exhausts  into  a  vertical  low-pressure  cylinder.  A  different  type  of  engine,  but 
with  a  similar  structural  arrangement,  has  been  used  in  some  of  the  largest 
power  stations. 

Engines  are  locomotive,  stationary,  or  marine.  The  last  belong  in  a  class  by 
themselves,  and  will  not  be  illustrated  here;  their  capacity  ranges  up  to  that  of 
our  largest  stationary  power  plants.  Stationary  engines  are  further  classed  as 
pumping  engines,  mill  engines,  power  plant  engines,  etc.  They  may  be  further 
groupeil  according  to  the  method  of  absorbing  the  power,  as  belted,  direct-con- 
nected, rope  driven,  etc.  An  engine  directly  driving  an  air  compressor  is  shown  in 
Fig.  86.  "  Rolling  mill  engines  "  undergo  enormous 
variations  in  load,  and  must  have  a  correspondingly 
massive  (tangye)  frame.  Power  plant  engines  gen- 
erally must  be  subjected  to  heavy  load  variations ; 
their  frames  are  accordingly  usually  either  tangye  or 
semi- tangye.  Mill  engines  operate  at  steadier  loads, 
and  have  frequently  been  built  witli  light  girder 
frames.  Modern  high  steam  pressures  have,  however, 
led  to  the  general  discontinuance  of  this  frame  in 
favor  of  the  semi-tangye. 

A  slow-speed  engine  may  run  at  any  speed  up  to 
125  r.  p.  m.  From  125  to  200  r.  p.  m.  may  be  re- 
garded as  medium  speed.  Speeds  above  200  r.  p.  m. 
are  regarded  as  high.  Certain  types  of  engine  are 
adapted  only  for  certain  speed  ranges ;  the  ordinary 
slide-valve  engine,  shown  in  Fig.  186,  may  be  oper- 
ated at  almost  any  speed.  For  large  units,  speeds 
range  usually  from  80  to  100  r. p.m.  The  higher- 
speed  engines  are  considered  mechanically  less  re- 
liable, and  their  valves  do  not  lend  themselves  to  quite 
as  economical  a  distribution  of  steam.  An  important 
class  of  medium-speed  engines  has,  however,  been  in- 
troduced, in  which  the  inde]3endent  valve  action  of 
the  Corliss  type  has  been  retained,  and  the  promptness 
of  cut-off  only  attainable  by  a  releasing  gear  has  been 
approximated.  In  some  cheap  high-speed  engines 
governing  is  effected  simply  but  uneconomically  by 
throttling  the  steam  supply.  Such  engines  may  have 
shallow  continuous  frames  or  the  sub-base,  as  in  Fig. 
229,  which  represents  the  large  class  of  automatic 
high-speed  engines  in  which  regulation  is  effected  by 
automatically  varying  the  point  of  cut-off.  Figure  230 
shows  three  sets  of  indicator  diagrams  from  a  com- 
pound engine  of  this  type,  running  non-condensing 
at  various  loads.  Some  of  the  irregulations  of  these 
diagrams  are  without  doubt  due  to  indicator  inertia;  but  they  should  be  care- 
fully compared  with  those  showing  the  steam  distribution  with  a  slow-speed 
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releasing,  gear,  in   Fig.  218.     All  of  the  so-called  "  automatic "  engines   run   at 
medium  or  high  rotative  speeds. 

The  throttling  engine  is  used  only  in  special  or  unimportant  applications.  The 
automatic  type  is  employed  where  the  comparatively  high  speed  is  admissible,  in 
units  of  moderate  size.     Better  distribution  is  afforded  by  the  four-valve  engine,  in 
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which  the  four  events  of  the  stroke  may  be  independently  adjusted,  and  this  type 
is  often  used  at  moderately  high  speeds.  Sharpness  of  cut-off  is  usually  obtainable 
only  with  a  releasing  gear,  in  which  the  mechanism  operating  the  valves  is  discon- 
nected, and  the  steam  valve  is  au- 
tomatically and  instantaneously 
closed.  This  feature  distinguishes 
the  Corliss  type,  most  commonly 
used  in  high-grade  mill  and  power 
plant  service.  AVith  the  releasing 
gear,  usual  speeds  seldom  exceed 
100  r.  p.  m.  The  valve  in  a  Cor- 
liss engine  is  cylindrical,  and  ex- 
tends across  the  cylinder.  Some 
details  of  the  mechanism  are 
shown  in  Fig.  231.  In  very  large 
engines,  the  releasing  principle  is 
sometimes  retained,  but  with 
poppet  or  other  forms  of  valve. 
Figure  232  shows  the  parts  of  a 
typical  Corliss  engine  with  semi- 
tangye  frame. 

507a.  The  Stumpf  Engine.  Re- 
markable reductions  in  cyhnder  loss 
have  been  effected  by  the  unidirec- 
tional-flow piston-exhaust  engine 
of  Stumpf,  shown  in  Fig.  231a. 
The  piston  itself  acts  as  an  exhaust 
valve  by  uncovering  slots  in  the 
barrel  of  the  cylinder  at  t%  strike. 
The  jacketed  heads  form  steam 
chests  for  the  poppet  admission 
valves.  The  piston  is  about  half 
as  long  as  the  cyhnder.  The  ad- 
vantages of  the  engine  are,  very 
shght  piston  leakage,  no  special 
exhaust  valve,  ample  exhaust  ports, 
low  clearance  (1|  to  2  per  cent) 
and  reduced  cylinder  condensation. 
This  last  is  due  to  the  continuous 
flow  of  steam  from  ends  to  center  of 
the  cyhnder,  which  keeps  the  cooled 
and  expanded  steam  from  sweeping 
over  the  heads.  (The  steam  in  an  engine  cylinder  is  by  no  means  in  a  condition 
of  thermal  equihbrium.)  The  condensation  is  so  small  that  very  large  ratios  of 
expansion  are  employed,  and  the  simple  engine  with  either  saturated  or  superheated 
steam'^eems  to  give  an  efficiency  about  equal  to  that  attained  by  a  triple  expan- 
sion engine  of  the  ordinary  type.  Compression  is  necessarily  excessive:  so  much 
so  that  when  the  engine  is  used  non-condensing  a  special  piston  valve,  working  in 
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the  piston,  is  used  to  prolong  the  exhaust  period  during  part  of  the  return  stroke. 
Some  of  the  advantages  are  thereby  sacrificed :  this  modification  is  not  necessary  on 
condensing  engines. 

The  device  has  been  appHed  to  locomotives  on  the  Prussian  state  railways  (Engi- 
neering Magazine,  March,  1912).  The  cylinders  are  of  excessive  lengths:  a  special 
valve  gear,  highly  economical  in  power  consumption,  has  been  developed.  The 
early  compression  (no  supplementary  exhaust  valve  being  used)  requires  large 
clearance:  but  it  is  claimed  that  with  a  concave-ended  hollow  piston  the  wall  surface 
of  the  clearance  space  (which  influences  the  loss)  is  from  40  to  60  per  cent  less  than 
that  in  an  ordinary  locomotive  cyUnder.     Any  initial  condensation  is  automatically 


Fig.  231a.    Art.  507a.— The  Stumpf  Engine. 


discharged  through  holes  in  the  cylinder  waU,  so  that  it  ceases  to  be  a  factor  in 
producing  further  condensation. 

SOSrThe  Steam  Power  Plant.  Figure  233,  from  Heck  (46),  is 
introduced  at  this  point  to  give  a  conception  of  the  various  elements 
composing,  with  the  engine,  the  complete  steam  plant.  Fuel  is  burned 
on  the  grate  1;  the  gases  from  the  fire  follow  the  path  denoted  by  the 
arrows,  and  pass  the  damper  4  to  the  chimney  5.  Water  enters,  from 
the  pump  IV,  the  boiler  through  29,  and  is  evaporated,  the  steam 
passing  through  8  to  the  engine.  The  exhaust  steam  from  the  engine 
goes  through  18  to  the  condenser  III,  to  which  water  is  brought  through 
21.  Steam  to  drive  the  condenser  pump  comes  from  26.  Its  exhaust, 
with  that  of  the  feed  pump  31,  passes  to  the  condenser  through  27.  The 
condensed  steam  and  warmed  water  pass  out  through  23,  and  should,  if 
possible,  be  used  as  a  source  of  supply  for  the  boiler  feed.  The  free 
exhaust  pipe  19  is  used  in  case  of  breakdown  at  the  condenser. 
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509.  The  Locomotive. 

This  is  an  entire  power  plant, 
made  portable.  Figure  234 
shows  a  typical  modern  form. 
The  engine  consists  of  two 
horizontal  double  acting  cyl- 
inders coupled  to  the  ends  of 
the  same  axle  at  right  an- 
gles. These  are  located  un- 
der the  front  end  of  the 
boiler,  which  is  of  the  type 
described  in  Art.  563.  A 
pair  of  heavy  frames  sup- 
ports the  boiler,  the  load  be- 
ing carried  on  the  axles  by 
means  of  an  intervening 
"  spring  rigging."  The  stack 
is  necessarily  short,  so  that 
artificial  draft  is  provided  by 
means  of  an  expanding  noz- 
zle in  the  "smoke  box," 
through  which  the  exhaust 
steam  passes;  live  steam 
may  be  used  when  necessary 
to  supplement  this.  The 
engines  are  non-condensing, 
but  superheating  and  heat- 
ing of  feed  water,  particu- 
larly the  former,  are  being 
introduced  extensively.  The 
water  is  carried  in  an  aux- 
iliary tender,  excepting  in 
light  locomotives,  in  which  a 
"  saddle  "  tank  may  be  built 
over  the  boiler. 

The  ability  of  a  locomo- 
tive to  start  a  load  depends 
upon  the  force  which  it  can 
exert  at  the  rim  of  the  driv- 
ing wheel.  If  d  is  the  cylin- 
der diameter  in  inches,  L  the 
stroke  in  feet,  and  p  the 
maximum  mean  effective 
pressure  of  the  steam  per 
square  inch,  the  work  done 
per  revolution  by  two  equal 
cylinders  is  ird'^Lp.     Assume 
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is  ird-Lp  ^  ttD 


til  is  work  to  be  trans- 
mitted to  the  point  of 
contact  between  wheel 
and  rail  without  loss, 
and  that  the  diameter 
of  the  wheel  is  D  feet, 
then  the  tractive  power, 
the  force  exerted  at 
the  rim  of  the  wheel, 
d-^Lp 
D 

The  value  of  p,  with 
such  valve  gears  as  are 
employed  on  locomo- 
tives, may  be  taken  at 
80  to  85  per  cent  of  the 
boiler  pressure.  The 
actual  tractive  power, 
and  the  pull  on  the 
drawbar,  are  reduced 
by  the  friction  of  the 
mechanism ;  the  latter 
from  5  to  15  per  cent. 
Under  ordinary  con- 
ditions of  rail,  the 
wheels  will  slip  when 
the  tractive  power  ex- 
ceeds 0.22  to  0.25  the 
total  weight  carried  by 
the  driving  wheels. 
This  fraction  of  the 
total  weight  is  called 
the  adhesion,  and  it  is 
useless  to  make  the 
tractive  power  greater. 
In  locomotives  of  cer- 
tain types,  a  "  traction 
increaser  "  is  sometimes 
used.  This  is  a  device 
for  shifting  some  of  the 
weight  of  the  machine 
from  trailer  wheels  to 
driving  wheels.  The 
weight  on  the  drivers 
and  the  adhesion  are 
thereby  increased.  The 
engineman,    upon    ap- 
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proaching  a  heavy  grade,  may  utilize  a  higher  boiler  pressure  or  a  later  cut-off 
than  would  otherwise  be  useful. 

510.  Compounding.  Mallet  compounded  the  two  cylinders  as  early  as  1876. 
The  steam  pipe  between  the  cylinders  wound  through  the  smoke  box,  thus  becom- 
ing a  reheating  receiver.  Mallet  also  proposed  the  use  of  a  pair  of  tandem  compound 
cylinders  on  each  side.  The  Baldwin  type  of  compound  has  two  cylinders  on  each 
side,  the  high  pressure  being  above  the  low  pressure.     Webb  has  used  two  ordinary 

■outside  cylinders  as  high-pressure  elements,  with  a  very  large  low-pressure  cylinder 
placed  under  the  boiler  between  tlie  wheels.  In  the  Cole  compound,  two  outside 
low-pressure  cylinders  receive  steam  from  two  high-pressure  inside  cylinders.  The 
former  are  connected  to  crank  pins,  as  in  ordinary  practice :  the  latter  drive  a 
forward  driving  axle,  involving  the  use  of  a  crank  axle.  The  four  crank  efforts 
differ  in  phase  by  90°.  This  causes  a  very  regular  rotative  impulse,  whence  the 
name  balanced  compound.  Inside  cylinders,  with  crank  axles,  are  almost  exclusively 
used,  even  with  simple  engines,  in  Europe :  two-cylinder  compounds  with  both 
cylinders  inside  have  been  employed.  The  use  of  the  crank  axle  has  been  complicated 
in  some  locomotives  with  a  splitting  of  the  connecting  rod  from  the  inside  cylinders 
to  cause  it  to  clear  the  forward  axle.  Greater  simplicity  follows  the  standard 
method  of  coupling  the  inside  cylinders  to  the  forward  axle. 

511.  Locomotive  Economy.  The  aim  in  locomotive  design  is  not  the  greatest 
economy  of  steam,  but  the  installation  of  the  greatest  possible  power-producing 
capacity  in  a  definitely  limited  space.  Notwithstanding  this,  locomotives  have 
shown  very  fair  efficiencies.  This  is  largely  due  to  the  small  excess  air  supply 
arising  from  the  high  rate  of  fuel  consumption  per  square  foot  of  grate  (Art.  564). 
The  locomotive's  normal  load  is  what  would  be  considered,  in  stationary  practice, 
an  extreme  overload.  Its  mechanical  efficiency  is  therefore  high.  For  the  most 
complete  data  on  locomotive  trials,  the  Pennsylvania  Railroad  RepiDrt  (47)  should 
be  consulted.  The  American  Society  of  Mechanical  Engineers  has  published  a 
code  (48)  ;  Reeve  has  worked  out  the  heat  interchange  in  a  specimen  test  by  Hirn's 
analysis  (49).     (See  Art.  554.) 

(1)  D.  K.  Clark,  Bailway  Machinery.  (2)  Isherwood,  Experimental  Besearches 
in  Steam  Engineering ^  1863.  (3)  De  la  condensation  de  la  vapeur,  etc.,  Ann.  des 
mines,  1877.  (4)  Bull,  de  la  Soc.  Indust.  de  Mulhouse,  1855,  et  seq.  (5)  Proc.  Inst. 
Civ.  Eng.,  CXXXI.  (6)  Peabody,  Thermodynamics,  1907,  233.  (8)  Min.  Proc. 
Inst.  C.  E.,  March,  1888;  April,  1893.  (9)  Op.  cit.  (10)  Engine  Tests,  G.  H. 
Barrus.  (11)  The  Steam  Engine,  1892,  p.  190.  (12)  The  Steam  Engine,  1905, 
109,  119,  120.  (13)  Proc.  Inst.  Mech.  Eng.,  1889,  1892,  1895.  (14)  Ripper,  Steam 
Engine  Theory  and  Practice,  1905,  p.  167.  (15)  Ripper,  op.  cit.,  p.  149.  (16)  Trans. 
A.  S.  M.  E.,  XXVIII,  10.  (17)  For  a  discussion  of  the  interpretation  of  the  Boulvin 
diagram,  see  Berry,  The  Temperature-Entropy  Diagram,  1905.  (18)  Proc.  Inst.  Mech. 
Eng.,  January,  1895,  p.  132.  (19)  The  Steam  Engine,  1906.  (21)  Trans.  A.  S.  M. 
E.,  XV.  (22)  Ibid.,  XIII,  647.  (23)  Ihid.,  XIX,  189.  (24)  lUd.,  loc.  cit.  (25) 
Ihid.,  XXV,  482,  483,  490,  492.  (26)  Manuel  du  Conducteur  des  Machines  Binaires, 
Lyons,  1850-1851.  (27)  Peabody,  Thermodynamics,  1907,  283.  (28)  Thurston, 
Engine  and  Boiler  Trials,  p.  130.  (29)  Ripper,  Steam  Engine  Theory  and  Practice, 
1905,  p.  412.     (30)  Experimental  Engineering,  1907.     (31)  The  Steam  Engine  Indica- 
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tor,  1898.  Reference  should  also  be  made  to  Miller's  and  Hall's  chapters  of  Prac- 
tical Instructions  for  using  the  Steam  Engine  Indicator,  published  by  the  Crosby 
Steam  Gage  and  Valve  Company,  1905.  (32)  Low,  op.  cit.,  pp.  103-107;  Carpen- 
ter, op.  cit.,  pp.  41-55,  531,  780.  (33)  Op.  cit.,  p.  391.  (34)  Trans.  A.  S.  M.  E., 
VI,  716.  (35)  Ihid.,  XXV.  (36)  Ihid.,  1892,  also  XXV,  827.  (37)  Ihid.,  XI. 
(38)  Ihid.,  XXIV,  713.  (39)  Op.  cit.,  144.  (40)  The  Steam  Engine,  p.  212.  (41) 
Bull,  de  la  Soc.  Ind.  de  Mulhou^e,  1873.  (42)  Expose  Succinct,  etc. ;  Revue  Universelle 
des  Mines,  1880.  (43)  Carpenter,  Experimental  Engineering,  1907,  657;  Peabody, 
Thermodynamics,  1907,  225.  (44)  Trans.  A.  S.  M.  E.,  XXVIII,  2,  225.  (45) 
Zeuner,  Technical  Thermodynamics  (Klein),  II,  449.  (46)  The  Steam  Engine,  1905, 
I,  2,  3.  (47)  Locomotive  Tests  and  Exhibits  at  the  Louisiana  Purchase  Exposition^ 
1906.     (48)  Trans.  A.  S,  M.  E.,  1892.     (49)  Ibid.,  XXVIII,  10,  1658. 
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Practical  Modifications  of  the  Bankine  Cycle 

With  valves  moving  instantaneously  at  the  ends  of  the  stroke,  the  engine  would 
operate  in  the  non-expansive  cycle.  The  introduction  of  cut-off  makes  the  cycle 
that  of  Bankine,  modified  as  follows  : 

(1)  Port  friction  reduces  the  pressure  during  admission.  This  causes  a  loss  of  availa- 
bility of  the  heat.     Regulation  by  throttling  is  wasteful. 

(2)  The  expansion  curve  differs  in  shape  and  position  from  that  in  the  ideal  cycle. 
Expansion  is  not  adiabatic.  The  steam  at  the  point  of  cut-of£  contains  from  25 
to  70  per  cent  of  water  on  account  of  initial  condensation.  Further  condensation 
may  occur  very  early  in  the  expansion  stroke,  followed  by  reevaporation  later 
on,  after  the  pressure  has  become  sufficiently  lowered.  The  exponent  of  the 
expansion  curve  is  a  fmiction  of  the  initial  dryness.  The  inner  surfaces  only  of 
the  walls  fluctuate  in  temperature.     Condensation  is  influenced  by 

(a)  the  temperature  range :  wide  limits,  theoretically  desirable,  introduce  some 

practical  losses ; 
(6)  the  size  of  the  engine :  the  exposed  surface  is  proportionately  greater  in 

small  engines ; 

(c)  its  speed :  high  speed  gives  less  time  for  heat  transfers  ; 

(d)  the  ratio  of  expansion:  wide  ratios  increase  condensation  and  decrease 
efficiency,  particularly  because  of  increased  initial  condensation.  Initial 
wetness  facilitates  the  formation  of  further  moisture.  In  good  design,  the 
ratio   should  be  fixed  to  obtain  reasonably  complete  expansion  without 

0  27     (sT 
excessive  condensation,  say  at  ^  or  5  to  1.     M=  -^-\ — .     Values  of  T. 

Steam  jackets  provide  steam  insulation  at  constant  temperature  ;  they  oppose  initial 
condensation  in  the  cylinder  and  are  used  principally  with  slow  speeds  and  high 
ratio  of  expansion.  Some  saving  is  always  shown.  Superheat,  used  under  similar 
conditions,  increases  the  mean  temperature  of  heat  absorption.  Each  75°  of 
superheat  may  increase  the  diyness  at  cut-off  by  10  per  cent.  The  actual  expan- 
sion curve  averages  PV=pv.     M.  E.  P.  =    ^^    '   ^^^^^  —Pj)  with  the  RanMne 
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«  ^1         TT  T^      2XcliaOTam  f  actor Xwi^iiV      _. 

form  of  cycle.      H.P.  = 5 ^ .     Diagram  factor  =0.5  to 

ooUUU 

0.9.     With  poly  tropic  expansion,  M.  E.  P.  =    ^'^    ^.  -Pd-      ^^ 


r{n-\)        ^     rn{n-l) 

(3)  The  exhaust  line  shows  hack  pressure  due  to  friction  of  ports,  the  presence  of  air, 
and  reevaporation.  High  altitudes  increase  the  capacity  of  non-condenshig 
engines. 

(4)  Clearance  varies  from  2  to  15  per  cent.  "Keal"  and  "apparent"  ratios  of 
expansion. 

(5)  Compression  brings  the  piston  to  rest  quietly  ;  though  theoretically  less  desirable 
than  jacketing,  it  may  reduce  initial  condensation. 

(6)  Valve  action  is  not  instantaneous,  and  the  corners  of  the  diagram  are  always 
somewhat  rounded.    Leakage  is  an  important  cause  of  waste. 

The  Steam  Engine  Cycle  on  the  Entropy  Diagram. 

Cushion  steam,  present  throughout  the  cycle,  is  not  included  in  measurements  of 
steam  used. 

Its  volumes  may  be  deducted,  giving  a  diagram  representing  the  behavior  of  the 
cylinder  feed  alone. 

The  indicator  diagram  shows  actions  neither  cyclic  nor  reversible  :  it  depicts  a 
varying  mass  of  steam. 

The  Boulvin  diagram  gives  the  NT  history  correctly  along  the  expansion  curve  only. 

The  Eeeve  diagram  eliminates  the  cushion  steam';  it  correctly  depicts  both  expan- 
sion and  compression  curves,  as  referred  to  the  cylinder  feed. 

The  preferred  diagram  plots  the  expansion  and  compression  curves  separately. 

Diagrams  may  show  (a)  loss  by  condensation,  (b)  gains  by  increased  pressure  and 
decreased  back  pressure,  (c)  gains  by  superheating  and  jacketing. 

Multiple  Expansion 

Increased  initial  pressure  and  decreased  back  pressure  pay  best  with  wide  expansive 
ratios. 

Such  ratios  are  possible,  with  multiple  expansion,  without  excessive  condensation. 

Condensation  is  less  serious  because  of  (a)  the  use  made  of  reevaporated  steam, 
(h)  the  decrease  in  initial  condensation,  and  (c)  the  small  size  of  the  high_ 
pressure  cylinder. 

Several  numbers  and  arrangements  of  cylinders  are  possible  with  expansion  in  two, 
three,  or  four  stages. 

Incidental  advantages :  less  steam  lost  in  clearance  space  ;  compression  begins  later  ; 
the  large  cylinder  is  subjected  to  low  pressure  only ;  more  miiform  speed  and 
moderate  stresses. 

The  Woolf  engine  had  no  receiver ;  the  low-pressure  cylinder  received  steam  through- 
out the  stroke  as  discharged  by  the  high-pressure  cylinder.  The  former,  there- 
fore, worked  without  expansion.     The  piston  phases  coincided  or  differed  by  180°. 

In  the  receiver  engine,  the  pistons  may  have  any  phase  relation  and  the  low-pressure 
cylinder  works  expansively.  Early  cut-off  in  the  low-pressure  cylinder  increases 
its  proportion  of  the  load,  and  is  practically  without  effect  on  the  total  work  of 
the  ensrine. 
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The  approximate  point  of  low-pressure  cut-off  to  eliminate  drop  may  be  graphically 

or  analytically  determined  for  tandem  and  cross-compound  engines. 
In  combining  diagrams,  two  saturation  curves  are  necessary,  unless  the  cushion  steam 

be  deducted. 
The  diagram  factor  has  an  approximate  value  the  same  as  that  in  a  simple  engine  hav- 
ing -^n  expansions,  in  which  n  is  the  number  of  expansions  in  the  compound 
engine  and  c  its  number  of  expansive  stages. 
Cylinder  ratios  are  3  or  4  to  1  if  non-condensing,  4  or  6  to  1  if  condensing,  in  com- 
pounds ;  triples  have  ratios  from  1 :  2.0  :  2.0  to  1  :  2.5  :  2.5.     A  large  high-pressure 
cylinder  gives  high  overload  capacity. 
The  engine  may  be  designed  so  as  to  equalize  work  areas,  or  by  assuming  the  cylinder 

ratio.     "  Equivalent  simple  cylinder."     Values  of  B. 
Governing  should  be  by  varying  the  point  of  cut-off  in  both  cylinders. 
Drop  in  any  but  the  last  cylinder  is  usually  considered  undesirable. 
Exceptionally  high  efficiency  is  shown  by  compounds  having  cylinder  ratios  of  7  to  1. 
The  high-pressure  cylinder  in  ordinary  compounds  is  too  large  for  highest  efficiency. 
The  binary  vapor  engine  employs  the  waste  heat  of  the  exhaust  to  evaporate  a  fluid 
having  a  lower  boiling  point  than  can  be  attained  with  steam.    Additional  work 
may  then  be  evolved  down  to  a  rejection  temperature  of  60  or  70°  F.     The  best 
result  achieved  is  167  B.  t.  u.  per  Ihp.-minute. 

Engine  Tests 

The  indicator  measures  pressures  and  volumes  in  the  cylinder  and  thus  shows  the 

"cycle." 
Its  diagram  gives  the  m.  e.  p.  and  points  out  errors  in  valve  adjustment  or  control. 

n^{iv  +  W)-wh-W1Hi 


Calorimeters :  the  barrel  type  :  Xq 


surface  condensing  :  Xq  = 


ivhi  +  Wh-2  —  ivh  —  Who  ^ 
WU  '' 


superheating :  xo  = ^— ;   limits  of  capacity  ; 

Lo 

Barrus :  Xo  = ^ — ^ — -^ ; 

separating :  direct  weighing  of  the  steam  and  water ; 
chemical :  insolubility  of  salts  in  dry  steam  ; 
electrical :  1  B.  t.  u.  per  minute  =  17.59  watts. 

Engine  trials  :  we  may  measure  either  the  heat  absorbed  or  the  heat  rejected  +  the  work 

done. 
By  measuring  both,  we  obtain  a  heat  balance. 
Results  usually  stated  :  lb.  dry  or  actual  steam  per  Ihp.-hr.;  B.  t.  u.  per  Ihp.-minute  ; 

thermal  efficiency ;   work  per  lb.  f^teara ;   Carnot  efficiency  ;    Clausius  efficiency  ; 

efficiency  ratios. 
By  assuming  the  steam  dry  at  compression  and  cut-off  or  release,  and  knowing  the 

clearance,  we  may  roughly  estimate  steam  consumption  from  the  indicator  diagram. 

Duty=tt.-\h.  of  work  per  100  lb.  coal  (or  per  1,000,000  B.  t.  u.)     Plant  efficiency  = 

B.t. u.  ofwork       ^^    -      .     7    /c  •  Brake  hp. 

Mechanical  ejjiciency  ^ 


B.  t.  u.  in  coal '  Indicated  hp.* 
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Hirn's  analysis:  Ex  =  7^M (hx+XxTx)',  Rx  =  Ex+Wx  ;  heat  transfer  to  and  from 
walls  may  be  computed  from  the  supply  of  heat,  the  change  in  internal  energy, 
and  the  work  done.     The  excess  of  losses  over  gains  represents  radiation. 

Testing  of  regulation  (speed  control). 

Types  of  Steam  Engine 

Standard  engines :  non-condensing  or  condensing  ;  right-hand  or  left-hand  ;  simple 
or  multiple  expansion  ;  single-acting  or  double-acting  ;  rotative  or  non-rotative  ; 
duplex  or  single  ;  horizontal,  vertical,  or  inclined  ;  locomotive,  stationary  (pump- 
ing, mill,  power  plant),  or  marine  ;  belted,  direct-connected,  or  rope-driven  ;  air 
compressors  ;  girder,  tangye,  or  semi-tangye  frames  ;  slow,  medium,  or  high  speed  ; 
throttling,  automatic,  four-valve,  or  releasing  gear.     The  Stumpf  uniflow  engine. 

The  power  plant :  feed  pump,  boiler,  engine,  condenser. 

The  locomotive :  tractive  power  =  ——;    adhesion  =  0.22  to  0.25Xweight  on  drivers; 

two-cylinder  and  four-cylinder  compounds  ;  the  balanced  compound  ;  high  econ- 
omy of  locomotive  engines. 

PROBLEMS 

1.  Show  from  Art.  426  that  the  loss  by  a  throttling  process  is  equal  to  the  prod- 
uct of  the  increase  of  entropy  by  the  absolute  temperature  at  the  end  of  the  process. 

2.  Ignoring  radiation,  how  fast  are  the  walls  gaining  heat  because  of  transfers 
during  expansion  in  an  engine  running  at  100  r,  p.  m.,  in  which  i  pound  of  steam  is 
condensed  per  revolution  at  a  mean  pressure  of  100  lb.,  and  0.30  pound  is  reevaporated 
at  a  mean  pressure  of  42  lb.?     {Ans.,  3637  B.  t.  u.  per  minute). 

3  a.  Plot  curves  representing  the  results  of  the  tests  given  in  Art.  434. 
3  b.  Represent  by  a  curve  the  results  of  the  Barrus  tests,  Art.  436. 

4.  All  other  factors  being  the  same,  how  much  less  initial  condensation,  at  i  cut- 
off, should  be  found  in  an  engine  30i"X48"  than  in  one  7"X7"?     (Art.  437). 

5.  Sketch  a  curve  showing  the  variation  in  engine  efficiency  with  ratio  of  expan- 
sion. 

6.  Find  the  percentage  of  initial  condensation  at  ^  cvit-off  in  a  non-condensing 
engine  using  dry  steam,  running  at  100  r.  p.  m.  with  a  pressure  at  cut-off  of  120  lb. 
the  engine  being  30i"X48"  (Art.  437). 

7.  In  Fig.  193,  assuming  the  initial  pressure  to  have  been  100  lb.,  the  feed-water 
temperature  90°  P.,  find  the  approximate  thermal  efficiencies  with  the  various  amounts 
of  superheat  at  a  load  of  15  lip. 

8.  In  an  ideal  Clausius  cycle  with  initially  dry  steam  between  p  =  140  and  p  =  2 
(Art.  417),  by  what  percentage  would  the  efficiency  be  increased  if  the  initial  pressure 
were  made  160  lb.  ?  By  what  percentage  would  it  be  decreased  if  the  lower  pressure 
were  made  6  lb.  ? 

9.  Pind  the  mean  effective  pressure  in  the  ideal  cycle  with  hyperbolic  expansion 
and  no  clearance  between  pressure  limits  of  120  and  2  lb.,  with  a  ratio  of  expansion 
of  4.     {Ans.,  69.6  lb.) 

10.  Pind  the  probable  indicated  horse  power  of  a  double-acting  engine  with  the 
best  type  of  valve  gear,  jackets,  etc.,  operating  as  in  Problem  9,  at  100  r.  p.  m.,  the 
cylinder  being  30i"X 48".     (Ignore  the  piston  rod.)     {Ans.,  1107  hp.) 
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11.  In  Problem  9,  what  percentage  of  power  is  lost  if  the  lower  pressure  is  raised 
to  3i  lb.  ?     {Ans.,  3.2  per  cent.) 

12.  By  what  percentage  would  the  capacity  of  an  engine  be  increased  at  an  altitude 
of  10,000  ft.  as  compared  with  sea  level,  at  120  lb.  initial  gauge  pressure  and  a  back 
pressure  1  lb.  greater  than  that  of  the  atmosphere,  the  ratio  of  expansion  being  4  ? 
(Atmospheric  pressure  decreases  |  lb.  per  1000  ft.  of  height.) 

3.  An  engine  has  an  apparent  ratio  of  expansion  of  4,  and  a  clearance  amounting 
to  0.05  of  the  piston  displacement.     What  is  its  real  ratio  of  expansion  ?     [Ans.^  3.5.) 

14.  In  the  diy  steam  Clausius  cycle  of  Problem  8,  by  what  percentage  are  the  ca- 
pacity and  efficiency  affected  if  expansion  is  hyperbolic  instead  of  adiabatic  ?  Discuss 
the  results. 

15.  In  an  engine  having  a  clearance  volume  of  1.0  and  a  back  pressure  of  2  lb. 
the  pressure  at  the  end  of  compression  is  40  lb.  If  the  compressien  curve  is  P  F  i  -03  =  c 
what  is  the  volume  at  the  beginning  of  compression  ?     (Ans.,  18.28.) 

16.  An  engine  works  between  120  and  2  lb.  pressure,  the  piston  displacement 
being  20  cu.  ft.,  clearance  5  per  cent,  and  apparent  ratio  of  expansion  4.  The  expan- 
sion curve  is  PV^-^^  =  c,  the  compression  curve  PFi-03=c,  and  the  final  compression 
pressure  is  40  lb.  Plot  the  PF  diagram  with  actual  volumes  of  the  cushion  steam 
eliminated. 

17.  In  Problem  16, 1.825  lb.  of  steam  are  present  per  cycle.  Plot  the  entropy  dia- 
gram from  the  indicator  card  by  Boulvin's  method. 

18.  In  Problems  16  and  17,  compute  and  plot  the  entropy  diagram  by  Reeve's 
method,  assuming  the  steam  dry  at  the  beginning  of  compression.  (See  Art.  457.) 
Discuss  any  differences  between  this  diagram  and  that  obtained  in  Problem  17. 

19.  In  a  non-expansive  cycle,  find  the  theoretical  changes  in  capacity  and  economy 
by  raising  the  initial  pressure  from  100  to  120  lb.,  the  back  pressure  being  2  lb. 

{Ans.,  1.2  per  cent  gain  in  capacity  :  8.5  per  cent  increase  in  efficiency.) 

20.  A  non-expansive  engine  with  limiting  volumes  of  1  and  6  cu.  ft.  and  an  initial 
pressure  of  120  lb.,  without  compression,  has  its  back  pressure  decreased  from  4  to  2  lb. 
Find  the  changes  in  capacity  and  efficiency.  The  same  steam  is  now  allowed  to  expand 
hyperbolically  to  a  volume  of  21  cu.  ft.  Find  the  effects  following  the  reduction  of 
back  pressure  in  this  case.     The  steam  is  in  each  case  dry  at  the  point  of  cut-off. 

{Ans.,  (a)   1.7  per  cent  increase  in  capacity  and  efficiency;    (6)   3.2  per  cent 
increase  in  capacity  and  efficiency. 

21.  Find  the  cylinder  dimensions  of  an  automatic  engine  to  develop  30  horse 
power  at  300  r.  p.  m.,  non-condensing,  at  i  cut-off,  the  initial  pressure  being  100  lb. 
and  the  piston  speed  300  ft.  per  minute.     The  engine  is  double-acting. 

22.  Sketch  a  possible  cylinder  arrangement  for  a  quadruple-expansion  engine  with 
seven  cylinders,  three  of  which  are  vertical  and  four  horizontal,  showing  the  receivers 
and  pipe  connections. 

23.  Using  the  ideal  combined  diagram  for  a  compound  engine  with  a  constant 
receiver  pressure,  clearance  being  ignored,  what  must  that  receiver  pressure  be  to 
divide  the  diagram  area  equally,  the  pressure  limits  being  120  and  2  and  the  ratio  of 
expansion  16  ? 

24.  Consider  a  simple  engine  30i"X48''  and  a  compound  engine  ISi"  and 
30^"X48",  all  cylinders  having  5  per  cent  of  clearance  and  no  compression.  What 
are  the  amounts  of  steam  theoretically  wasted  in  filling  clearance  spaces  in  the  simple 
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engine  and  in  the  high-pressure  cylinder  of  the  compound,  the  pressures  being  as  in 
Problem  23  ? 

25.  Take  the  same  engines.  The  simple  engine  has  a  real  ratio  of  expansion  of  4; 
the  compound  is  as  in  Problems  23  and  24.  Compression  is  to  be  carried  to  40.1b.  in 
the  simple  engine  and  to  60  lb.  in  the  compound  in  order  to  prevent  waste  of 
steam.  By  what  percentages  are  the  work  areas  reduced  in  the  two  engines  under 
consideration  ? 

26.  A  cross-compound  double-acting  engine  operates  between  pressure  limits  of 
120  and  2  lb.  at  100  r.  p.  m.  and  800  ft.  piston  speed,  developing  1000  hp.  Find  the 
sizes  of  the  cylinders  under  the  following  assumptions,  there  being  no  drop  :  (a)  dia- 
gram factor  0.85,  20  expansions,  receiver  pressure  24  lb.  ;  (6)  diagram  factor  0.85, 
20  expansions,  work  equally  divided  ;  (c)  diagram  factor  0.85,  20  expansions,  cylinder 
ratio  5:1;  (d)  diagram  factor  0.83,  32  expansions,  work  equally  divided.  Find  the 
power  developed  by  each  cylinder  in  (a)  and  (c).  Find  the  size  of  the  cylinder  of  the 
equivalent  simple  engine  having  a  diagram  factor  of  0.80  with  20  expansions.  Draw 
up  a  tabular  statement  of  the  five  designs  and  discuss  their  comparative  merits. 

27.  In  Problem  26,  Case  (a),  the  receiver  volume  being  equal  to  that  of  the  low- 
pressure  cylinder,  find  graphically  and  analytically  the  point  of  cut-off  on  the  low- 
pressure  cylinder. 

28.  Trace  the  combined  diagram  for  one  end  of  the  cylinder  from  the  first  set  of 
cards  in  Fig.  230,  assuming  the  clearance  in  each  cylinder  to  have  been  15  per  cent 
of  the  piston  displacement,  the  cylinder  ratio  3  to  1,  and  the  pressure  scales  of  both 
cards  to  be  the  same. 

29.  Show  on  the  entropy  diagram  the  effect  of  reheating. 

30.  In  Art.  483,  what  was  the  Camot  efficiency  of  the  Josse  engine  ?  Assuming 
it  to  have  been  used  in  combination  with  a  gas  engine,  the  maximum  temperature  in 
the  latter  being  3000°  F.,  by  what  approximate  amount  might  the  Carnot  efficiency 
of  the  former  have  been  increased  ?  (The  temperature  of  saturated  sulphur  dioxide 
at  35  lb.  pressure  is  52°  F.) 

31.  An  indicator  diagram  has  an  area  of  82,192.5  foot-pounds.  What  is  the 
mean  effective  pressure  if  the  engine  is  30i"x48"  ?  What  is  the  horse  power  of  this 
engine  if  it  runs  double-acting  at  100  r.  p.  m.  ?     (Ans.,  28.1  lb. ;  498  hp.) 

32.  Given  points  1,  2  on  a  hyperbolic  curve,  such  that  V2  —  Vi  =  lo,  Pi=120, 
P2  =  34.3,  find  the  OP-axis. 

33.  An  engine  develops  500  hp.  at  full  load,  and  62  hp.  when  merely  rotating  its 
wheel  without  external  load.     What  is  its  mechanical  efficiency  ?     (Ans.,  0.876.) 

34.  Steam  at  100  lb.  pressure  is  mixed  with  water  at  100°.  The  weight  of  water 
increases  from  10  to  11  lb.,  and  its  temperature  rises  to  197^°.  What  was  the  per- 
centage of  dryness  of  the  steam  ?     {Ans.,  95  per  cent.) 

35.  The  same  steam  is  condensed  in  and  discharged  from  a  coil,  its  temperature 
becoming  210°,  and  10  lb.  of  surrounding  water  rise  in  temperature  from  100°  to  204^°. 
Find  the  quality  of  the  steam.  What  would  have  been  an  easier  way  of  determining 
the  quality  ? 

36.  What  is  the  maximum  percentage  of  wetness  that  can  be  measured  in  a  throt- 
tling calorimeter  in  steam  at  100  lb.  pressure,  if  the  discharge  pressure  is  30  lb.  ? 

{Ans.,  2.5  per  cent.) 

37.  Steam  at  100  lb.  pressure  has  added  to  it  from  an  external  source  30  B.  t,  u. 
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per  pound.     It  is  throttled  to  30   lb.   pressure,   its   temperature   becoming  270  3° 
What  was  its  dryness  ?     {Ans.,  0.955.) 

38.  Under  the  pressure  and  temperature  conditions  of  Problem  37,  the  added  heat 
is  from  an  electric  current  of  5  amperes  provided  for  one  minute,  the  voltage  falling 
from  220  to  110.  What  was  the  amount  of  heat  added  and  the  percentage  of  diyness 
of  the  steam  ?     (See  Art.  494.)     (A71S.,  95.4  per  cent.) 

39.  An  engine  consumes  10,000  lb.  of  dry  steam  per  hour,  the  moisture  having 
been  completely  eliminated  by  a  receiver  separator  which  at  the  end  of  one  hour  is 
fomid  to  contain  285  lb.  of  water.  What  was  the  dryness  of  the  steam  entering  the 
separator  ?    {Ans.,  97.2  per  cent.) 


A  double-acting  engine  at  100  r.  p.  m.  and  a  piston  speed  of  800  feet  per  minute 
.gives  an  indicator  diagram  in  which  the  pressure  limits  are  120  and  2  lb.,  the  volume 
limits  1  and  21  cu.  ft.  The  apparent  ratio  of  expansion  is  4.  The  expansion  curve 
follows  the  law PFi-02  =  c.  Compression  is  to  40  lb.,  according  to  the  law  PV^-^^  =  c. 
Disregard  rounded  corners.  The  boiler  pressure  is  130  lb.,  the  steam  leaving  the 
boiler  is  dry,  the  steam  at  the  throttle  being  95  per  cent  dry  and  at  120  lb.  pressure. 
The  boiler  evaporates  26,500  lb.  of  steam  per  hour  ;  2000  lb.  of  steam  are  supplied  to 
the  jackets  at  120  lb.  pressure.  The  engine  runs  jet-condensing,  the  inlet  water 
weighing  530,000  lb.  per  hour  at  43. 85"^  F.,  the  outlet  weighing  554,000  lb.  at  90°  F. 
The  coal  burned  is  2700  lb.  per  hour,  its  average  heat  value  being  14,000  B.  t.  u. 
Compute  as  follows : 

40.  The  mean  effective  pressure  and  indicated  horse  power.  (Note.  The  work 
quantities  under  the  curves  must  be  computed  with  much  accuracy.) 

(^ns.,  68.57  1b.;   1196.8  hp.) 

41.  The  cylinder  dimensions  of  the  engine.     {Ans.,  30.24  by  48  in.) 

42.  The  heat  supplied  at  the  throttle  per  pound  of  cylinder  and  jacket  steam,  and 
the  B.  t.  u.  consumed  per  Ilip.  per  minute  ;  the  engine  being  charged  with  heat  above 
the  temperatures  of  the  respective  discharges  (Art.  502).     (Ans.,  (a)  1145.6;  (b)  394.) 

43.  The  dry  steam  consumption  per  Ihp.-hr.,  thermal  efficiency,  and  work  per 
pound  of  dry  steam.     (Ans.,  (a)  20.6;  (6)  0.108;  (c)  123B.  t.u.) 

44.  The  Carnot  efficiency,  the  Clausius  efficiency,  and  the  efficiency  ratio,  taking 
the  limiting  conditions  as  at  the  throttle  and  the  condenser  outlet. 

{Ans.,  (a)  0.31,  {b)  0.27,  (c)  0.39  (as  compared  with  the  Clausius  cycle).) 

45.  The  cylinder  feed  steam  consumption  computed  as  in  Art.  500  ;  the  consump- 
tion thus  computed  but  assuming  x  =  0.80  at  release,  x=1.00  at  compression.  Com- 
pare with  Problem  43. 

46.  The  percentage  of  steam  lost  by  leakage  (all  leakage  occurring  betw^een  the 
boiler  and  the  engine) ;  the  transmissive  efficiency  ;  the  unaccounted-for  losses. 

{Ans.,  {a)  1.89  ;  (6)  94.3  per  cent  (loss=  1,774,860  B.  t.  u.);  (c)  250,375  B.  t.  u.) 

47.  The  duty,  the  efficiency  of  the  plant,  and  the  boiler  efficiency. 

48.  The  heat  transfers  and  the  loss  of  heat  by  radiation,  as  in  Art.  504,  assuming 
x=  1.00  at  compression.  Compare  the  latter  with  the  unaccomited-for  heat  obtained 
In  Problem  46. 

49.  The  value  of  the  mechanical  equivalent  of  heat  which  might  be  computed 
from  the  experiment.     {Jus.,  720.) 
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50.  Explain  the  meaning  of  the  figure  2068.84  in  Art.  503. 

51.  Kevise  Tig.  233,  showing  the  arrangement  of  machinery  and  piping  if  a  sur- 
face condenser  is  used. 

52.  A  locomotive  weighing  200,000  lb.  carries,  normally,  60  per  cent  of  its  weight 
on  its  drivers.  The  cylinders  are  19"X26",  the  wheels  66"  in  diameter.  What  is 
the  maximum  boiler  pressure  that  can  be  profitably  utilized  ?  If  the  engine  has  a 
traction  increaser  that  may  put  12,000  lb.  additional  weight  on  the  drivers,  what 
maximum  boiler  pressure  may  then  be  utilized  ? 

53.  Eepresent  Fig.  217  on  the  PV  diagram. 

54.  Find  the  steam  consumption  in  lb.  per  Ihp.-hr.  of  an  ideal  engine  working  in 
the  Clausius  cycle  between  absolute  pressures  of  150  lb.  and  2  lb.,  the  steam  contain- 
ing 2  per  cent  of  moisture  at  the  throttle.     What  is  the  thermal  efficiency  ? 

55.  What  horse  power  vsdll  be  given  by  the  engine  in  Problem  10  if  the  ratio  of 
expansion  is  made  (a)  5,  (6)  3  ? 

56.  If  an  engine  use  dry  steam  at  150  lb.  absolute  pressure,  what  change  in 
efficiency  occurs  when  the  back  pressure  is  reduced  from  2  to  |  lb.  absolute,  if  the 
ratio  of  expansion  is  30  ?     If  the  ratio  of  expansion  is  100  ? 


Fig.  235.     Arts.  512,  52i,  536.  — De  Laval  Turbine 
"Wheel  and  Nozzles. 


CHAPTER   XIV 

THE   STEAM   TURBINE 

512.  The  Turbine  Principle.  Figure  235  shows  the  method  of  using  steam  in 
a  typical  impulse  turbine.  The  expanding  nozzles  discharge  a  jet  of  steam  at  high 
velocity  and  low  pressure  against 
the  blades  or  buckets,  the  im- 
pulse of  the  steam  causing  ro- 
tation. We  have  here,  not 
expansion  of  high  pressure  steam 
against  a  piston,  as  in  the  ordi- 
nary engine,  but  utilization  of 
the  kinetic  energy  of  a  rapidly 
flowing  stream  to  produce  move- 
ment. One  of  the  assumptions 
of  Art.  11  can  now  no  longer 
hold.  All  of  the  expansion  oc- 
6\irs  in  the  nozzle  ;  the  expansion 
produces  velocity,  the  velocity  does 
work.  The  lower  the  pressure 
at  which  the  steam  leaves  the  nozzle,  the  greater  is  the  velocity  attained.  It  will 
presently  be  shown  that  to  fully  utilize  the  energy  of  velocity,  the  buckets  must 
themselves  move  at  a  speed  proportionate  to  that  of  the  steam.  This  involves  ex- 
tremely high  rotative  speeds. 

The  steps  in  the  design  of  an  impulse  turbine  are  (a)  determination 
of  the  velocity  produced  by  expansion,  (6)  computation  of  the  nozzle 
dimensions  necessary  to  give  the  desired  expansion,  and  (c)  the  propor- 
tioning of  the  buckets. 

513.  Expansive  Path.  There  is  a  gradual  fall  of  pressure  while  the 
steam  passes  through  the  nozzle.  With  a  given  initial  pressure,  the  pres- 
sure and  temperature  at  any  stated  point  along  the  nozzle  should  never 
change.  There  is,  therefore,  no  tendency  toward  a  transfer  of  heat  be- 
tween steam  and  walls.  Further,  the  extreme  rapidity  of  the  movement 
gives  no  time  for  such  transfer ;  so  that  the  process  in  the  nozzle  is  truly 
adiabatic,  although  friction  renders  it  non-isentropic.  The  first  problem 
of  turbine  design  is  then  to  determine  the  changes  of  velocity,  volume, 
temperature  or  dryness,  and  pressure,  during  such  adiabatic  expansion, 
for  a  vapor  mitially  wet,  dry,  or  superheated ;  the  method  may  be  accu- 
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rate,  apj)roximate  (exponential),  or  graphical.  The  results  obtained  are 
to  include  the  effect  of  nozzle  friction. 

514.  The  Turbine  Cycle.  Taking  expansion  in  the  turbine  as  adiabatic 
and  as  carried  down  to  the  condenser  pressure,  the  cycle  is  that  of  Clausius, 
and  is  theoretically  more  efficient  than  that  of  any  ordinary  steam  engine 
working  through  the  same  range.  The  turhine  is  free  from  losses  due  to 
interchange  of  heat  icith  the  ivcdls.     The  practical  losses  are  four: 

(a)  Friction  in  the  nozzles,  causing  a  fall  of  temperature  without  the 
performance  of  work ; 

(5)  Incomplete  utilization  of  the  kinetic  energy  by  reason  of  the 
assumed  blade  angles  and  residual  velocity  of  the  emerging  jet  (Art.  528); 

(c)  Friction  along  the  buckets,  increasing  as  some  power  of  the  stream 
speed ; 

(d)  Mechanical  friction  of  journals  and  gearing,  and  friction  between 
steam  and  rotor  as  a  whole. 

515.  HeatXoss  and  Velocity.  In  Fig.  236,  let  a  fluid  flow  adiabatically 
from  the  vessel  a  through  the  frictionless  orifice  b.  Let  the  internal  en- 
ergy of  the  substance  be  e  in  a  and  E  in  6;  the 
velocities  v  and  V;  the  pressures  p  and  P;  and 
the  specific  volumes  lo  and  W.  If  the  velocities 
could  be  ignored,  as  in  previous  computations, 
the  volume  of  each  pound  of  fluid  in  a  would 
decrease  by  tv  in  passing  out  at  the  constant 
pressure  j9;    and  the    volume  of  each  pound  of 

Fig.  2^6.    Art.  515.  — Flow     fl^^^^j  ji^  ^  would  increase  by  W  at  the  constant 
"  '  pressure  P.     The  net  external  work  done  would 

be  Pir— ^9ic,  the  net  loss  of  internal  energy  e  —  E,  and  these  two  quan- 
tities would  be  equal.  With  appreciable  velocity  effects,  we  must  also 
consider  the  kinetic  energies  in  a  and  h ;  these  are 


and  we  now  have 


—  and  — ; 
2^  2^ 


H=T^I-\-  W+V, 

(^-6)  +  (PlF-pz.)+g-g)  =  0, 


or 


E  +  PW-\-l  -- 

=  e  -\-i)w  -f 

Yl 

^'^  _ 

-pio  - 

.pW+e- 

-E, 

2^ 

"2(/ 
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Let  X,  Z7,  -ff,  R^  and  x^  u,  h,  r,  be  the  dryness,  increase  of  vol- 
ume during  vaporization,  heat  of  liquid,  and  internal  latent  heat,  at 
PWiindpw  respectively  ;  let  s  be  the  specific  volume  of  water ;  then 
for  expansion  of  a  vapor  from  pw  to  PIT  within  the  saturated  region, 

^  -^  =  p(xu  +  s)-FCXU+  s-)+h-{-xr-II-XE 

=  q-Q  +  s(p-F), 

in  which  q,  Q  represent  total  heats  of  wet  vapor  above  32  degrees. 
If  expansion  proceeds  from  the  superheated  to  the  saturated  region^ 


V 


^9     ^9 


^:^  =  p\(uJ^s)  +  (w-7i)\-P{^XU-\-s)  +  h  +  r 


+^Oi^_jr_XB, 


in  which  7i  =  u-\-  s  is  the  volume  of  saturated  steam  at  the  pressure  p, 
w  is  the  volume  of  superheated  steam,  and 

p(w  —  n) 

is  the  internal  energy  measured  above  saturation.*  This  also  re- 
duces to  q—  Q  +  s(^p  —  P),  where  q  is  the  total  heat  in  the  super- 
heated steam,  and  the  same  form  of 
expression  will  be  found  to  apply  to 
expansion  wholly  in  the  superheated 
region.  The  gain  in  kinetic  energy 
of  a  jet  due  to  adiabatic  expansion  to 
a  lower  pressure  is  thus  equivalent  to 
the  decrease  in  the  total  heat  of  the 
steam  plus  the  work  which  would  be 
required  to  force  the  liquid  back 
against  the  same  pressure  head.  In 
P^ig.  237,  let  ab^  AB,  01)^  represent  the  three  paths.  Then  the 
losses  of  heat  are  represented  by  the  areas  dabc,  deABc^  deCDfc. 

*  For  any  gas  treated  as  perfect,  the  gain  ©f  internal  energy  from  tio  T  is 


Fig.  237. 


Art.  515.  —  Adiabatic  Heat 
DroiD. 


y 


E 


(T-t) 


PV—pv 


or  in  this  case,  since  internal  energy  is  gained  at  constant  pressure, 

_  p(tv  —  n) 

"    y-i    ' 
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The  term  s(j)—P)  being  ordinarily  negligible,  these  areas  also  rep- 
resent the  kinetic  energy  acquired,  which  may  be  written 

In  the  turbine  nozzle,  the  initial  velocity  may  also,  without  serious 
error,  be  regarded  as  negligible;  whence 

y2  

—  =q-Qov  7  =  V50103.2(g  -Q)=223MVq~Q  feet  per  second. 

516.  Computation  of  Heat  Drop.  The^value oi  q—  Q  may  be  determined 
for  an  adiabatic  path  between  stated  limits  from  the  entropy  diagram, 
Fig.  175,  or  from  the  Mollier  diagram,  Fig.  177.  Thus,  from  the  last 
named,  steam  at  100  lb.  absolute  pressure  and  at  500°  F.  contains  1273 
B.  t.  u.  per  pound;  steam  85  per  cent  dry  at  3  lb.  absolute  pressure 
contains  973  B.  t.  u.  Steam  at  150  lb.  absolute  pressure  and  600°  F.  con- 
tains 1317  B.  t.  u.  If  it  expand  adiabatically  to  2.5  lb.  absolute  pressure, 
its  condition  becomes  88  per  cent  dry,  its  heat  contents  1000  B.  t.  u.,  and 
the  velocity  produced  is 

223.84 V3l7  =  4000  ft.  per  second. 

517.  Vacuum  and  Superheat.  The  entropy  diagram  indicates  the  nota- 
ble gain  due  to  high  vacua  and  superheat.  Comparing  dry  steam  expanded 
from  150  lb.  to  4  lb.  absolute  pressure  with  the  same  steam  superheated 
to  600°  and  expanded  to  2.5  lbs.  absolute  pressure,  we  find  q  —  Q  in  the 
former  case  to  be  63  B.  t.  u.,  and  in  the  latter,  317  B.  t.  u.  The  corre- 
sponding values  of  Fare  1770  and  4000  ft.  per  second.  The  turbine  is 
pecuharly  adapted  to  realize  the  advantages  of  wide  ratios  of  expansion. 
These  do  not  lead  to  an  abnormally  large  cylinder,  as  in  ordinary  engines; 
the  "  toe "  of  the  Clausius  diagram.  Fig.  184,  is  gained  by  allowing  the 
steam  to  leave  the  nozzle  at  the  condenser  pressure.  Superheat,  also,  is 
not  utilized  merely  in  overcoming  cylinder  condensation;  it  increases  the 
available  "  fall "  of  heat,  practically  without  diminution. 

518.  Eifect  of  Friction.  If  the  steam  emerging  from  the  nozzle  were  brought 
back  to  rest  in  a  closed  chamber,  the  kinetic  energy  would  be  reconverted  into 
heat,  as  in  a  wiredrawing  process,  and  the  expanded  steam  would  become  super- 
heated. Watkinson  has,  in  fact,  suggested  this  (1)  as  a  method  of  superheating 
steam,  the  water  being  mechanically  removed  at  the  end  of  expansion,  before  re- 
conversion to  heat  began.  In  the  nozzle,  in  practice,  the  friction  of  the  steam 
against  the  walls  does  partially  convert  the  velocity  energy  back  to  heat,  and  the 
heat  drop  and  velocity  are  both  less  than  in  the  ideal  case. 

The  eJSiciencies  of  nozzles  vary  according  to  the  design  from  0.90  to  0.97.     The 
corresponding  variation  in  ratio  of  actual  to  ideal  velocity  is  0.95  to  0.99o 
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In   Fig.  238,  for  adiabatic  expansion  from  p,  v,  q,  to  P,   V,  Q,  the 
velocity  imparted  is 

223.84  V(7^^.  ^ 

During  expansion  from  p,  v,  q,  to  Pj,  Vi,  Qi, 

the  velocity  imparted  is 


223.84  Vg-Qi. 

Since  Vi  exceeds  V,  the  steam  is  more  nearly 
dry  at  Fi;  i.e.  Q^  exceeds  Q.  The  loss  of 
energy  due  to  the  path  pvq  —  PiViQi  as 
compared  with  pvq  —  PVQ,  is 


,p,»,^ 


P>V,Q, 


'r,W 


2g 


Qi-Q, 


Fig.  238.  Art.  518.— Abiabatic 
Expansion  with  and  without 
Friction. 


in  which  X^  is  the  difference  of  the  squares  of  the  velocities  at  Q  and  Q^. 

This  gives  X''  =  50103.2  (Q^  -  Q).     In  Fig.  239,  let  NA  be  the  adiabatic 

path,  JSfX  the  modified  path  due  to  fric- 
tion. NZ  represents  a  curve  of  constant 
total  heat ;  along  this,  no  work  would  be 
done,  but  the  heat  would  steadily  lose  its 
availability.  As  NX  recedes  from  J^A 
toward  XZ,  the  work  done  during  expan- 
sion decreases.  Along  XA,  all  of  the  heat 
lost  (area  FHXA)  is  transformed  into 
work;  along  NZ,  no  heat  is  lost  and  no 
work  is  done,  the  areas  BFHXC  and 
BFZD  being  equal.     Along  NX,  the  heat 

transformed    into    work    is   BFHXC  -  BFXE  =  FHXA  —  CAXE,  less 

than  that  during  adiabatic  expansion  by  the  amount  of  work  converted 

back  to  heat.     Considering  expansion  from  X  to  Z, 


I 

/h        n 

\ 

1 

\\ 

1 

c 

!e  id 

Fig.    239.        Art.    518 

Path  as  Modified  by  Friction. 


N 
Expansive 


F=  223.84 Vg-  Qi=0, 

since  q  =  Q^.     Nozzle  friction   decreases  the  heat   drop,   the   final   velocity 
attained,  and  the  external  work  done. 


519.  Allowance  for  Friction  Loss.  For  the  present,  we  will  assume 
nozzle  friction  to  reduce  the  heat  drop  by  10  per  cent.  In  Fig.  240,  which 
is  an  enlarged  view  of  a  portion  of  Fig.  177,  let  AB  represent  adiabatic 
(isentropic)  expansion  from  the  condition  A  to  the  state  B.     Lay  off 


BC 


AB 

10' 
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and  draw  the  line  of  constant  heat  CD.     Then  D  is  the  equivalent  final 
H  state  at  the  same  pressure 

as  that  existing  at  B,  and 
AC    represents    the     heat 
drop  corrected  for  friction. 
Similarly  by  laying  off 
AH 


HG  = 


10 


Fig.  240.    Arts.  519,  524,  525,  532,  534. 
of  the  Turbine. 


and  drawing  GE  to  inter- 
sect the  35-lb.  pressure 
line,  we  find  the  point  E 
on  the  path  AD  of  the 
steam  through  the  nozzle. 
We  may  use  the  new  heat 
drop  thus  obtained  in  de- 
termining F;  or  generally, 

-N   if  m  is  the  friction  loss, 

The  Steam  Path  -j-^g 

^  =  (l-m)(9-Q) 


and 

If  m  =  0.10,  F=  212.42  Vg 


V=  223.84  Vl  -m^q-  Q. 


Q> 


520.  Analytical  Relations.  The  influence  of  friction  in  determining  the  final 
condition  of  the  steam  may  be  examined  analytically.  For  example,  let  the  initial 
condition  be  wet  or  dry ;  then  friction  will  not  ordinarily  cause  superheating,  so 
that  the  steam  will  remain  saturated  throughout  expansion.  Without  friction,  the 
final  dryness  Xq  would  be  given  by  the  equation  (Art.  392), 

Friction  causes  a  return  to  the  steam  of  the  quantity  of  heat  m{q  —  Q).     This  in- 


creases the  final  dryness  by 


m{q- 


making  it 


x„  = 


r{log4  +  f|+m(?-G) 


If  the  initial  condition  is  superheated  to  tg,  and  the  final  condition  saturated, 
adiabatic  expansion  would  give 

t       I 


l0,£ 


T^-t 


Hog/^==^, 


and  friction  would  make  the  final  condition 


^0  = 


T'jlog.^+l+i-log,^! +»,(,-  Q) 
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If  the  steam  is  superheated  throughout  expansion,  we  have  for  the  final  tem- 
perature Tg,  without  friction, 


t       I 


ts_h 


in  which  the  value  of  k^  must  be  obtained  by  successive  approximations. 


521.  Rate  of  Flow.     For  a  flow  of  G  pounds  per  second  at  the  velocity  F,  when 

GW 
the  specific  volume  is  W,  the  necessary  cross-sectional  area  of  nozzle  is  i^  =  — ^. 

The  values  of  W  and  V  may  be 
read  or  inferred  from  the  heat  *^^„ 

chart  or  the  formulas  just  given. 
In  Fig.  241  (2),  let  ah  represent 
frictionless  adiabatic  expansion 
on  the  TN  plane,  a'h'  the  same 
process  on  the  PV  plane.  By 
finding  qa  and  values  of  Q  at 
various  points  along  ab,  we  may 
obtain  a  series  of  successive 
values  of  V.  The  correspond- 
ing values  of  W  being  read  from 
a  chart  or  computed,  we  plot  the 
curve  MN^  representing  the  re- 
lation of  specific  volume  and 
velocity  throughout  the  expan- 
sion. Draw  2^?/' parallel  to  OW, 
making  Oy  =  G,  to  some  con- 
venient scale.     Draw  any  line  OD  from  O  to  AIN,  intersecting  yy'  at  k.     From 

G  W 
similar  triangles,  yk  \yO'.:  On:  nD,  or  yk  =       -  —F. 

To  find  the  pressure  at  any  specified  point  on  the  nozzle,  lay  oif  yk  =  F,  draw 
OkD,  Dn,  and  project  z  to  the  PT  plane.  The  minimum  value  of  F  is  reached 
when  OD  is  tangent  to  MN.  It  becomes  infinite  when  V  =  0.  The  conclusion 
that  the  cross-F:ectional  area  of  the  nozzle  reaches  a  minimum  at  a  certain  stage  in  the 
expansion  will  be  presently  verified. 

522.  Maximum  Flow  (2a).     For  a  perfect  gas, 


Art.   521.  —  Graphical  Determination  of 
Nozzle  Area. 


pw 


E  = 


PW 


If  the  initial  velocity  be  negligible,  we  have,  as  the  equation  of  flow  (Art.  515), 


j)w PW y_ 

y-1      y -1      y -1 


~=ino  -PW+^^-~-^-^  =  .-lL^(pw  -  PIF)  ; 


2td 


and  since 

pwy^PW'^,  PW^pwl'^'-X     =pw(-)  ' 
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Then 

From  Art.  521, 

Taking  the  value  of  V  at 


we  obtain 


w^^^^t-© 


y-1 


y+1 


This  reaches  a  maximum,  for  air,  when  P  ^p  =  0.5274  (3).     The  velocity  is  then 

equal  to  that  of  sound.     For  dry  steam,  on  the  assumption  that  y  —  1.135,  and 

that  the  above  relations  apply,  the  ratio  for  maximum  flow  is  0.577. 

Using  the  value  just  given  for  the  ratio  P  ^  J9,  with  y  -  1.402,  the  equation 

for  G  simplifies  to  {^^ 

G=0A91Fpy^-g, 

the  equation  of  flow  of  a  permanent  gas,  which  has  been  closely  confirmed  by. 
experiment.  With  steam,  the  ratio  of  the  specific  heats  is  more  variable,  and  the 
ratio  of  pressures  has  not  been  as  well  confirmed  experimentally.  Close  approxi- 
mations have  been  made.  Clarke  (4),  for  example,  shows  maximum  flow  with 
saturated  steam  to  occur  at  an  average  ratio  of  0.56.  The  pressure  of  maximum 
flow  determines  the  minimum  or  throat  diameter  of  the  nozzle,  which  is  independ- 
ent of  the  discharge  pressure.  The  emerging  velocity  may  be  greater  than  that 
in  the  throat  if  the  steam  is  allowed  to  further  expand  after  passing  the  throat. 
The  nozzle  should  in  all  cases  continue  beyond  the  throat,  either  straight  or  ex- 
panding, if  the  kinetic  energy  is  all  to  be  utilized  in  the  direction  of  flow. 

In  all  cases,  the  steam  velocity  theoretically  attained  at  the  throat  of  the  nozzle 
will  be  1450  ft.  per  second. 

523.  Experiments.  Many  experiments  have  been  made  on  the  flow  of  fluids 
through  nozzles  and  orifices.  Those  of  Jones  and  Rathbone  (5),  Rosenhain  (6), 
Gutermuth  (7),  Napier  (8),  Rateau  (9),  Hall  (10),  Wilson  (11),  Kunhardt  (12), 
Buchner  (13),  Kneass  (14),  Lewicki  (15),  Durley  (16),  and  chiefly,  perhaps,  those 
of  Stodola  (17),  should  be  studied.  There  is  room  for  further  advance  in  our 
knowledge  of  the  friction  losses  in  nozzles  of  various  proportions.  There  are  sev- 
eral methods  of  experimentation:  the  steam,  after  passing  the  orifice,  may  be  con- 
densed and  weighed;  the  pressure  at  various  points  in  the  nozzle  may  be  measured 
by  side  orifices  or  by  a  searching  tube  ;  or  the  reaction  or  the  impulse  of  the  steam 
at  its  escape  may  be  measured.     The  velocity  cannot  be  measured  directly. 
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^^ 


Fig.  242.  Art. 
523.— Diverg- 
ing Orifice. 


A  greater  rate  of  flow  is  obtainable  through  an  orifice  in  a  thin  plate  (Fig. 
242)  than  through  an  expanding  nozzle  (Fig.  243).  For  pressures  under  80  lb., 
with  discharge  into  the  atmosphere,  the  plain  orifice  is  more  efficient 
in  producing  velocity.  For  wider  pi-essure  ranges,  a  divergent 
nozzle  is  necessary  to  avoid  deferred  expansion  occurring  after 
emergence.  Expansion  should  not,  however,  be  carried  to  a  pres- 
sure lower  than  that  of  discharge.  The  rate  of  flow,  but  not  the 
emerging  velocity,  depends  upon  the  shape  of  the  inlet;  a  slightly" 
rounded  edge  (Fig.  243)  gives  the  greatest  rate;  a  greater  amount 
of  rounding  may  be  less  desirable.     The  experimentally  observed 

critical   pressure  ratio   (— ,  Art.  522  J  ranges   with  various   fluids 

from  0.50  to  0.85.  Maximum  flow  occurs  at  the  lower  ratios  with  rather  sharp 
corners  at  the  entrance,  and  at  the  higher  ratios  when  a  long  divergence  occurs 
beyond  the  throat,  as  in  Fig.  243.  The  "  most  efficient " 
nozzle  will  have  different  proportions  for  different  pressure 
ranges.  The  pressure  is,  in  general,  greater  at  all  points 
along  the  nozzle  than  theory  would  indicate,  on  account  of 
Fig.  243,  Arts.  523,  friction  ;  the  excess  is  at  first  slight,  but  increases  more  and 
^  .—  xpanding  j-^-,Qj.g  rapidly  during  the  passage.  Most  experiments  have 
necessarily  been  made  on  very  small  orifices,  discharging  to 
the  atmosphere.  The  friction  losses  in  larger  orifices  are  probably  less.  The 
experimental  method  should  include  at  least  two  of  the  measurements  above 
mentioned,  these  checking  each  other.  The  theory  of  the  action  in  the  nozzle 
has  been  presented  by  Heck  (18).  Zeuner  (19)  has  discussed  the  flow  of  gases  to 
and  from  the  atmosphere  (20),  both  under  adiabatic  and  actual  conditions,  and 
the  efflux  of  gases  in  general  through  orifices  and  long  pipes. 
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524.  Types  of  Turbine.  The  single  stage  impulse  turbine  of  Fig. 
235  is  that  of  De  Laval.  Its  action  is  illustrated  in  Fig.  244.  The 
pressure  falls  in  the  nozzle,  and   remains 

PRESSURES 

constant  in  the  buckets.     The  Curtis  and 

..„„     Rateau    turbines 

use  a  series  of 
wheels,  with  ex- 
panding nozzles 
between  the  va- 
rious series  (Figs. 

245,  246).     The  steam  is  only  partially  ex- 
Art.  524.  — Curtis  panded  in  each  nozzle,  until  it  reaches  the 
last  one.     Such  turbines  are  of  the  multi- 
stage impulse  type.      During  passage  through  the  blades,  the   ve- 
locity decreases,   while   the   pressure    remains   unchanged.     In  the 
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Fig.  244. 


Art.  524. 
Turbine. 


De  Laval 


Fig 
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Fig.   246.      Art.   524. 
Tarbine. 
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Fig.  247. 


Arts.  524,  533. 
Turbine. 


Parsons 


pressure  turbine  of  Parsons,  there  are   no  expanding   nozzles  ;    the 
steam  passes  successively  through  the  stationary  guide  vanes  G-,  g, 

and  movable  wheel  buckets,  W,  w,  Fig.  247. 
A  gradual  fall  of  pressure  occurs,  the  buck- 

ets   being  at  all   times  full  of   steam.     In 

impulse   turbines,  the  buckets  need  not  be 
full  of  steam,  and  the  pressure  drop  occurs 
Rateau   in  the  nozzle  only. 

A  lower  rotative  speed  results  from  the 
use  of  several  pressure  stages  with  expanding  nozzles.  Let  the 
total  heat  drop  of  317  B.  t.  u.,  in  Art. 
516,  be  divided  into  three  stages  by  three 
sets  of  nozzles.  The  exit  velocity  from 
each  nozzle,  corrected  for  friction,  is 
then  212.42 V^^^  =  2180  ft.  per  sec- 
ond, instead  of  3790  ft.  per  second  ;  lay- 
ing off  in  Fig.  240  the  three  equal  heat 
drops,  we  find  that  the  nozzles  expand  between  150  and  50,  50  and 
13,  and  13  and  2.5  lb.  respectively.  The  rotative  speeds  of  the  wheels 
(proportional  to  the  emerging  velocities),  Art.  528,  are  thus  reduced. 

525.  Nozzle  Proportions ;  Volumes.  The  specific  volume  W  of  the 
steam  at  any  point  along  the  path  AD,  Fig.  240,  having  been  obtained 
from  inspection  of  the  entropy  chart,  or  from  the  equation  of  condition, 
and  the  velocity   V  at  the  same  point  having  been  computed  from  the 

heat  drop,  the  cross-sectional  area  of  the  nozzle,  in  square  feet,  is  i^=  • ■ 

(Art.  521).  Finding  values  of  F  for  various  points  along  the  expansive 
path,  we  may  plot  the  nozzle  as  in  Fig.  243,  making  the  horizontal  inter- 
vals, ah,  he,  cd,  etc.,  such  that  the  angle  between  the  diverging  sides  is 
about  10°,  iollovving  standard  practice.*  It  has  been  shown  that  F  reaches 
a  minimum  value  when  the  pressure  is  about  0.57  of  the  initial  pres- 
sure, and  then  increases  as  the  pressure  falls  further.  If  the  lowest 
pressure  exceeds  0,57  of  the  initial  pressure,  the  nozzle  converges  toward 
the  outlet.  Otherwise,  the  nozzle  converges  and  afterwards  expands,  as 
in  Fig.  243.  Let,  in  such  case,  o  be  the  minimum  diameter,  0  the  outlet 
diameter,  L  the  length  between  these  diameters ;    then  for  an  angle  of 

10°  between  the  sides,  ^  -  ^  =  i  tan  5°,  or  L  =  5.715(0  -  o). 

*  A  variable  taper  may  be  used  to  give  constant  acceleration  of  the  steam 
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526.  Work  Done.  The  work  done  in  the  ideal  cycle  per  pound 
of  steam  is  778(^  —  Q)  foot-pounds.  Since  1  horse  power  =  1,980,000 
foot-pounds  per  hour,  the  steam  consumption  per  hp.-hr.  is  theoreti- 
cally 1,980,000  -f-  71S(q  -  Q)  =  2545  -f-  (g  -  Q).  If  U  is  the  effi- 
ciency ratio  of  the  turbine,  from  steam  to  buckets,  and  e  the 
efficiency  from  steam  to  shaft,  then  the  actual'  steam  consumption 
per  indicated  horse  power  is  2545  -r-  E(^q  —  §),  and  per  brake  horse 
power  is  2545  -^  e(g  —  §)  pounds.  The  modifying  influences  of  nozzle 
and  bucket  friction  in  determining  E  are  still  to  be  considered. 

527.  Relative  Velocities.  In  Fig.  248,  let  a  jet  of  steam  strike 
the  bucket  A  at  the  velocity  v^  the  bucket  itself  moving  at  the  speed 
u.  The  velocity  of  the  steam  rela- 
tive to  the  bucket  is  then  repre- 
sented in  magnitude  and  direction 
by  V.  The  angles  a  and  e  made 
with  the  plane  of  rotation  of  the 
bucket  wheel  are  called  the  absolute 
entering  and  relative  entering  angles 
respectively.  Analytically,  sin  e  =  v 
sin  a-^V.  The  stream  traverses 
the  surface  of  the  bucket,  leaving  it  with  the  relative  velocity  x\ 
which  for  convenience  is  drawn  as  x  from  the  point  0.     Without 

bucket  friction,  x  =  V.  The 
angle  /  is  the  relative  angle  of 
exit.  Laying  off  w,  from  2,  we 
find  Y  as  the  absolute  exit  ve- 
locity, with  g  as  the  absolute 
angle  of  exit.  Then,  if  x  =  V^ 
sin  g  z=  Y  sin  f  -~  Y. 

To  include  the  effect  of  nozzle 
and  bucket  friction,  we  proceed 
as  in  Fig.  249,  decreasing  v  to 
VI  —  m  of  its  original  value 
(Art.  519),  and  making  x  less  than  Vhj  from  5  to  20  per  cent,  as 
in  ordinary  practice.  As  before,  ^m  e  =  v  sin  a-i-V;  but  for  a  bucket 
friction  of  10  per  cent,  sin^  =  0.9  Fsin/-T-  Y. 


Fig.  248.    Art.  527.  —  Velocity  Diagram. 


Fig.  249.     Arts.  527,  53'2,  534.  —  Velocity 
Corrected  for  Friction. 
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528.  Bucket  Angles  and  Work  Done.  In  Fig.  250,  the  absolute 
velocities  v  and  Y  may  be  resolved  into  components  ab  and  db  in  the 
direction  of  rotation,  and  ae  and  de  at  right 
angles  to  this  direction.  The  former  compo- 
nents are  those  which  move  the  wheel ;  the  lat- 
ter produce  an  end  thrust  on  the  shaft.  Now 
ab  4-  bd  (Jyd  being  negative)  is  the  change  in 
velocity  of  the  fluid  in  the  direction  of  rotation  ; 
it  is  the  acceleration ;  the  force  exerted  per 
jjound  is  then 

(ab  ^bd)-^g=  (ab  ^  bd)  -r-  32. 2 

=  (vcos  a+  I^cos^)  -V-  32.2. 

This  force   is   exerted  through  the   distance  u 

the    work    done  2jer   pound   of    steam    is    then 

This,  from  Art.  526,  equals 


Fig.  250.  Arts.  528,  529.— 
Rotative  and  Thrust 
Componeuts. 


feet    per    second  ; 

u(v  COS  a  -\-  Ycos  g')  -j-  32.2  foot-pounds. 

778  E  (q—  Q)  whence 

E=  u(v  cos  a  +  Zcos^)  --  25051. 6(^  -  $). 

The  efficiency  is  thus  directl}^  related  to  the  bucket  angles. 

To  avoid  splashing,  the  entrance  angle  of  the  bucket  is  usually 
made  equal  to  the  relative  entering  angle  of  the  jet,  as  in  Fig.  251. 
(These  formulas  hold  only  when  the  sides  of  the 
buckets  are  enclosed  to  prevent  the  lateral 
spreading  of  the  stream.)  In  actual  turbines, 
bd  (Fig.  250)  is  often  not  negative,  on  account 
of  the  extreme  reversal  of  direction  that  would 
be  necessary.  With  positive  value.^  of  bd^  the 
maximum  work  is  obtained  as  its  value  ap- 
proaches zero,  and  ultimately  it  is  uv  cos  «^32.2. 


Since  the  kinetic  energy  of  the  jet  is   — — ,  the 
efficiency  E  from  steam  to  buckets  then  becomes 

In  designing,  we  may  either  select  an  exit  bucket  angle 


Fig.    251.     Art.    528.— 
Velocities  aud  Bucket 

Angles. 


2  -  cos  a 


which  shall  make  bd  equal  to  zero  (the  relative  exit  velocity  being 
tangential  to  the  surface  of  the  bucket),  or  we  may  choose  such  an 
angle  that  the  end  thrust  components  de  and  ea^  Fig.  250,  shall  bal- 
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ance.  In  marine  service,  some  end  thrust  is  advantageous  ;  in 
stationary  work,  an  effort  is  made  to  eliminate  it.  This  would  be 
accomplished  by  making  the  entrance  and  exit  bucket  angles  equal, 
for  a  zero  retardation  by  friction.  With  friction  considered,  the 
angle  of  exit  K^  in  Fig.  251,  must  be  greater  than  the  entering  an- 
gle e.  In  any  case,  where  end  thrust  is  to  be  eliminated,  the  rota- 
tive component  of  the  absolute  exit  velocity  must  be  so  adjusted  as 
to  have  a  detrimental  effect  on  the  economv- 


529.  Effect  of  Stream  Direction  on  Efficiency.  Let  the  stream  strike 
the  bucket  in  the  direction  of  rotation,  so  that  the  angle  a  =  0,  Fig.  250, 
the  relative  exit  velocity  being  perpendicular 
to  the  plane  of  the  wheel.     The  work  done  is 

2 

u    ~  ^\  while  the  kinetic  energy  is—-     The 
efficiency,   2u — :r- ,  becomes    a   maximum   at 


V- 


0.50  when  u  = 


With  a  cup-shaped  vane,  as 


in  the  Pelton  wheel,  Fig.  252,  complete  reversal  ^^_ 

of  the  jet  occurs;    the  absolute  exit  velocity, 

iLmoring   friction,  \^  v  —  2  u.      The  chans^e  in  ^^^-  ^^^'    ^^^^-  ^^^'  ^'^^• 

1      •.      •  \.  r./  X  -,  .1  1  ton  Bucket, 

velocity  IS  v-\-v  —  Zu  =  2{v -~ ?t),  and  the  work 


Pel- 


is  2u{^—  u)  -^  g,  whence  the  efficiency. 


4:u(v—  u) 


becomes  a  maximum 


at  100  per  cent  when  u 
practicable. 


Complete  reversal  in  turbine  buckets  is  im- 


530.    Single-stage  Impulse  Turbine.     The  absolute  velocity  of  steam  enter- 
ing the  buckets  is  computed  from  the  heat  drop  and  nozzle  friction  losses.     In  a 

turbine  of  this  type,  the  speed  of  the 
buckets  can  scarcely  be  made  equal 
to  half  that  of  the  steam ;  a  more 
usual  proportion  is  0.3.  The  velocity 
u  thus  seldom  exceeds  1400  ft.  per 
second.  Fixing  the  bucket  speed  and 
the  absolute  entering  angle  of  the 
steam  (usually  20°)  we  determine 
graphically  the  entering  angle  of  the 
bucket.  The  bucket  may  now  be  de- 
signed with  equal  angles,  which  would 
eliminate  end  thrust  if  there  were  no 
Fig.  253.    Art.  530.  — Bucket  Outline.  friction,  or,  allowance  being  made  for 


376 


APPLIED  THERMODYNAMICS 


friction,  either  end  thrust  or  the  rotative  component  of  the  absolute  exit  velocity 
may  be  eliminated.    The  normals  to  the  tangents  at  the  edges  of  the  buckets  being 

drawn,  as  ec,  Fig.  253, 
the  radius  r  is  made 
equal  to  about  0.965  ec. 
The  thickness  t  may 
be  made  equal  to  0.2 
times  the  width  kl. 
The  bucket  as  thus 
drawn  is  to  a  scale  as 
yet  undetermined; 
the  widths  kl  vary  in 
practice  from  0.2  to 
1.0  inch.  (P'orastudy 
of  steam  trajectories 
and  the  relation  there- 
of to  bucket  design, 
see  Roe,  Steam  Tur- 
bines, 1911.) 

It  should  be  noted 
that  the  hack,  rather 
than  the  front,  of  the 
bucket  is  made  tan- 
gent to  the  relative 
velocity  V.  The  work, 
per  pound  of  steam 
being  computed  from 
the  velocity  diagram, 
and  the  steam  con- 
sumption estimated 
for  the  assumed  out- 
put, we  are  now  in  a 
position  to  design  the 
nozzle. 

531.      Multi-stage 
Impulse  Turbine.     If 
the  number    of    pres- 
sure stages  is  few,  as 
in  the  Curtis  type,  the 
heat  drop  may  be  di- 
vided equally  between 
the     stages.     In     the 
Rateau  type,   wath   a 
large   number   of 
Fig.  254.     Art.  531.  —  Curtis  Turbine.     (General  Electric  Company.)    Stages,    a    proportion- 
ately greater  heat  drop 
occurs  in  the  low-pressure  stages.     The  corresponding  intermediate  pressures  are 
determined  from  the  heat  diagram,  and  the  various  stages  are  then  designed  as 
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separate  single-stage  impulse  turbines,  all  having  the  same  rotative  speed.  The 
entrance  angles  of  the  fixed  intermediate  blades  in  the  Curtis  turbine  are  equal  to 
those  of  the  absolute  exit  velocities  of  the  steam.  Their  exit  angles  may  be 
adjusted  as  desired;  they  may  be  equal  to  the  entrance  angles  if  the  latter  are  not 
too  acute.  The  greater  the  number  of  pressure  stages,  the  lower  is  the  economical 
limit  of  circumferential  speed;  and  if  the  number  of  revolutions  is  fixed,  the  smaller 
will  be  the  wheel.  Figure  254  shows  a  form  of  Curtis  turbine,  with  five  pressure 
stages,  each  containing  two  rows  of  moving  buckets.  The  electric  generator  is  at 
the  top. 

532.  Problem.  Preliminary  Calculations  for  a  Multi-stage  Impulse  Turbine. 
To  design  a  1000  (brake)  hp.  impulse  turbine  with  three  pressure  stages,  having 
two  moving  wheels  in  each  pressure  stage.  Initial  pressure,  150  lb.  absolute; 
temperature,  600''  F. ;  final  pressure,  2  lb.  absolute;  entering  stream  angles,  20°; 
peripheral  velocity,  500  ft.  per  second  ;  1200  revolutions  per  minute. 

By  reproducing  as  in  Fig.  240  a  portion  of  the  Mollier  heat  chart,  we  obtain 
the  expansive  path  .4i?,  and  the  heat  drop  is  1316.6  -  987.5  =  329.1  B.  t.  u.  Divid- 
ing this  into  three  equal  parts,  the  heat  drop  per  stage  becomes  329.1  -^  3  =  109.7 
B.  t.  u.  This  is  without  correction  for  friction,  and  we  may  expect  a  somewhat 
unequal  division  to  appear  as  friction  is  considered.  To  include  friction  in  deter- 
mining the  change  of  condition  during  flow  through  the  nozzle,  we  lay  off,  in  Fig- 

240,  AH=  109.7,  HG  =^^^,  and  project  GE,  finding  j9  =  50,  ^  =  380°,  at  the  out- 
lets of  the  first  set  of  nozzles.  The  velocity  attained  (with  10  per  cent  loss  of 
available  heat  by  friction)  is  y  =  212.42  V109.7  =  2225  ft.  per  second. 


T"      n      '11  f 

Fig.  255.    Art.  532.  —  Multi-stage  Velocity  Diagram. 

We   now  lay  ofT   the   velocity   diagram,    Fig.    249,    making   a  =  20°,    w  =  5U0, 
y  =  2225.     The  exit  velocity  x  may  be  variously  drawn;   we  will  assume  it  so  that 
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the  relative  angles  e  and /are  equal,  and,  allowing  10  per  cent  for  bucket  friction, 
will  make  x  =  0.9  V.  For  the  second  wheel,  the  angle  a'  is  again  20°,  while  v',  on 
account  of  friction  along  the  stationary  or  guide  blades,  is  0.9  Y.  After  locating 
V'f  if  the  angles  e'  and/'  were  made  equal,  there  would  in  some  cases  be  a  back- 
ward impulse  upon  the  wheel,  tending  to  stop  it,  at  the  emergence  of  the  jet  aloDg 
Y'.  On  the  other  hand,  if  the  angle/'  were  made  too  acute,  the  stream  would  be 
unable  to  get  away  from  the  moving  buckets.  With  the  particular  angles  and 
velocities  chosen,  some  backward  impulse  is  inevitable.  We  will  limit  it  by  mak- 
ing/' =  30°.  The  rotative  components  of  the  absolute  velocities  may  be  computed 
as  follows,  the  values  being  checked  as  noted  from  the  complete  graphical  solution 
of  Fig.  255 : 

ab=v  cos  20°  =  2225  x  0.93969  =  2090.81.     (2080) 

cd  =  cz~dz  =  0.9  Vcosf-  u  =  0.9  Fcose  -u  =  0.9(2090.81  -  .500)-  500  =  931.73. 

(925) 
ef  =  eg  cos  20°  =  0.9  eg  *  cos  20°  =  0.9  x  1158  x  0.93969  =  979.     (975) 

Jcl  =  km  -lm  =  500  -  x'  cos  30°  =  500  -  0.9  F'  cos  30° 

=  500  -  (0.9  X  596.2  f  x  0.86603)  =  36. 

„,           1                   A    f   ^         •    ^u       fab  +  cd  +  ef-m        3966x500      ^.^^^ 
The  work  per  pound  oi  steam  is  then  (  ^^90  )  ^^  ~ q^To ~  61500 

foot-pounds,  in  the  first  stage.  This  is  equivalent  to  61,500  -4-  778  =  79.2  B.  t.  u. 
The  heat  drop  assumed  for  this  stage  w^as  109.7  B.  t.  u.  The  heat  not  converted 
into  work  exists  as  residual  velocity  or  has  been  expended  in  overcoming  nozzle 
and  bucket  friction  and  thus  indirectly  in  superheating  the  steam.  It  amounts 
to  109.7  -  79.2  =  30.5  B.  t.  u. 

Returning  to  the  construction  of  Fig.  240,  we  lay  off  in  Fig.  256  an  =  79.2 
B.  t.  u.  and  project  no  to  ko,  finding  the  condition  of  the  steam  after  passing  the 
first  stage  buckets.  Bucket  friction  has  moved  the  state  point  from  m  to  o,  at 
which  latter  point  Q  =  1237.2,  p  =  50,  ^  =  414°.  This  is  the  condition  of  the  steam 
which  is  to  enter  the  second  set  of  nozzles.  These  nozzles  are  to  expand  the  steam 
down  to  that  pressure  at  which  the  ideal  (adiabatic)  heat  drop  from  the  initial 
condition  is  2  x  109.7  =  219.4  B.  t.  u.  Lay  off  ae  =  219.4,  and  find  the  line  eg  of 
12  lb.  absolute  pressure.  Drawing  the  adiabatic  op  to  intersect  eg,  we  find  the 
heat  drop  for  the  second  stage,  without  friction,  to  be  1237.2  —  1120  =  117.2  B.  t.  u., 
giving  a  velocity  of  212.42  VTTf^  =  2299.66  ft.  per  second. 

*  To  find  eg,  we  have 

cb  =  Fcos  e  =  2090.81  -  500  =  1590.81,  bj  =  v  sin  a  =  2225  x  0.34202  =  760.99, 


V=^cb^  -f  bf  =  ^1590.81^  -f  760.99^  =  1765,  x  =  0.9  F=  0.9  x  1765  =  1588.5, 

ch  =  x  sin/  =  1588.5  sin  e  =  1588. 5^  =  1588.5 1^^^  =  685, 
-^  F  1765 


eg  =  ^ch^  +  h?  =  ^685^  +  931.73^  =  1158. 
t  To  find  F ',  we  have 
gf=  v'sin  20°  =  0.9  rsin20°  =  0.9  x  1158  x  0.34202  =  355, 


w/=  e/-  w  =  979  -  500  =  479,  F'  =  ^ nf  +  gf  =  ^479^  +  355^  =  596.2. 
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169. 


The  complete  velocity  diagram  must  now  be  drawn  for  the  second  stage,  fol- 
lowing the  method  of  Fig.  255.  This  gives  for  the  rotative  components,  ah  =  2160.97, 
cd  =  994.87,  ef=  1032.59,  U  =  8.06.  (There  is  no  backward  impulse  from  kl  in 
this  case.)     The  work  per  pound  of  steam  is 

500(2160.97  +  994.87  +  1032.59  +  8.06)  ^  gg^jgg  fo„^p„„„d,_ 
32.2 

or  83.76  B.  t.  u.  Of  the  available  heat  drop,  117.2  B.  t.  u.,  33.44  have  been  ex- 
pended in  friction,  etc.  Laying  off,  in  Fig.  256,  pq  =  33.44,  and  projecting  qr  to 
meet  pr,  we  have  r  as  the  state  point 
for  steam  entering  the  third  set  of  nozzles. 
Here  p  =  12,  <i=223°,  Q'l  =1153.44.  In 
expanding  to  the  final  condenser  pressure, 
the  ideal  path  is  rs,  terminating  at  2  lb. 
absolute,  and  giving  an  uncorrected  heat 
drop  of  Q,-Q5  =  1153.44-1039  =  114.44 
B.  t.  u.  The  velocity  attained  is 
212.42V'l  14.44  =  2271 .83  feet  per  second. 
A  third  velocity  diagram  shows  the 
work  per  pound  of  steam  for  this 
stage  to  be  63,823  foot-pounds,  or  82.04 
B.t.  u.  We  are  not  at  present  con- 
cerned with  determining  the  condition 
of  the  steam  at  its  exit  from  the  third 
stage. 

The  whole  work  obtained  from  a 
pound  of  steam  passing  through  the  three 
stages  is  then  79.2+83.76+82.04  =  245.0 
B.  t.  u.  (20a).  The  horse  power  required 
is  1000  at  the  brake  or  say  1000^0.8  = 


^x- 
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X 
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n 
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k 
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<^^    \  ^y  "^ 

^^                     V"  ^Q„=1039 
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y' 
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1250  hp.  at  the  buckets. 


Fig.  256.    Art.  532.— Steam  Path,  Multi- 
stage Turbine. 

rr.,  .     .  .      ,  1980000 

This  IS  eqmvalent  to  1250X-^; =3,181,250  B.  t.  u. 

778 

per  hour.     The  pounds  of  steam  necessary  per  hour  are  3,181,250-^245.0  =  12,974. 

This  is  equivalent  to  10.38  lb.  per  brake  hp.-hr.,  a  result  sufficiently  well  confirmed 

by  the  test  results  given  in  Chapter  XV. 

GW 
Proceeding  now  to  the  nozzle  design,  we  adopt  the  formula  F  =  — —  from  Art. 

521.  It  will  be  sufficiently  accurate  to  compute  cross-sectional  areas  at  throats 
and  outlets  only.  The  path  of  the  steam,  in  Fig.  256,  is  as  follows:  through  the 
firsst  set  of  nozzles,  along  am\  through  the  corresponding  buckets,  along  mo\  thence 
alternately  through  nozzles  and  buckets  along  ou,  ur,  rv,  vt.  The  points  u,  v,  etc., 
are  found  as  in  Fig.  240.  It  is  not  necessary  to  plot  accurately  the  whole  of  the 
paths  am,  ou,  rv,  but  the  condition  of  the  steam  must  be  determined,  for  each 
nozzle,  at  that  point  at  which  the  pressure  is  0.57  the  initial  pressure  (Art.  522). 
The  three  initial  pressures  are  150,  50,  and  12;  the  corresponding  throat  pressures 
are  85.5,  28.5.  and  6.84.  Drawing  these  lines  of  pressure,  we  lay  off,  for  example, 
wx  =  10  aw,  project  xy  to  wy,  and  thus  determine  the  state  y  at  the  throats  of  the 
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first  set  ot   nozzles.     The   corresponding  states  are  similarly  determined  for  the 
other  nozzles.     We  thus  find, 

at  y,  p  =  85.5,  t  =  474°,  at  m,  p  =  50,  t  =  380°, 
q  =  1260.5  ;  q=  1217.87  ; 

atA,p  =  28.5,  t  =  313°,  3itu,p  =  12,  x  =  0.989, 
(7=1192;  ^  =  1131.72; 

3i.tB,p  =  6.84,  a:  =  0.9835,  at  v,  p  =  2,  x  =  0.932, 
^  =  1118;  5  ==1050.44. 

We  now  tabulate  the  corresponding  velocities  and  specific  volumes,  as  below. 
The  former  are  obtained  by  taking  V  =  223.84  V^^  —  q^ ;  the  latter  are  computed  f  roui 


the  Tumlirz  formula,  W 


0.5963  -  -  0.256.     Thus,  at  the  throat  of  the  first  nozzle, 


1260.5  =  1683  ;  while  W  =  0.5963  ^^^^  +  ^""^  -  0.256  =  6.26. 

85.5 


V  =  223.84  V1316.6 

In  the   wet  region,  the  Tumlirz  formula   is   used    to    obtain    the  volume  of  clri/ 
steam  at  the  stated  pressure  and  the  tabular  corresponding  temperature ;  this  is 
applied  to  the  wet  vapor :     W^  =  0.017  +  x(Wq-  0.017).     The  tabulation  follows. 
Aty,  V=  1683,  W  =  6.26 ;  at  m,  V  =  2225,  W  =  9.724  : 

SitAV=  1507,  W  =  15.92 ;  at  u,  V  =  2299,  W  =  32.24 ; 

at  i^,  V=  1330,  W  =  53.92 ;  at  y,   F  =  2271,  W  =  162.62. 

The  value  of  G,  the  weight  of  steam  flowing  per  second,  is  12,974  -=-  3600  =  3.604  lb. 
For  reasonable  proportions,  we  will  assume  the  number  of  nozzles  to  be  16  in  the 
first  stage,  42  in  the  second,  and  180  in  the  third.  The  values  of  G  per  nozzle  for 
the  successive  stages  are  then  3.604  --  16  =  0.22525,  3.604  --  42  =  0.08581  and 
3.604  -f-  180  =  0.02002.     We  find  values  of  F  as  follows  : 


Aty, 
at  m, 
at  A, 


0.22.525  X  6.26 

1683 

0.22525  X  9.724 

2225 

0.08581  X  15.92 

1507 


=  0.000839;  at  w, 
=  0.000989;  at  B, 
=  0.000903 ;    at  v, 


0.08581  X  32.24 

2299 
0.02002  X  53.92 

1330 
0.02002  X  162.62 

2271 


=  0.001205; 
=  0.000809; 
=  0.00144. 


Completing  the  computation  as  to  the  last  set  of  nozzles  only,  the  throat 
area  is  0.000809  sq.  ft.,  that  at  the  outlet  being  0.00144  sq.  ft.  These  corre- 
spond to  diameters  of  0.385  and 
0.515  in.  The  taper  may  be  uniform 
from  throat  to  outlet,  the  sides  mak- 
ing an  angle  of  10°.  This  requires 
a  length  from  throat  to  outlet  of 
(0.515  -  0.385)  --  2  tan  5°  =  0.742  in. 
The  length  from  inlet  to  throat  may 
be  one  fourth  this,  or   0.186  in.,  the 

edge    of   the    inlet    being   rounded. 
Third  Stage  Nozzle.  „,^  i     •      i,  •     -r>-      o-^r 

The  nozzle  is  shown  ni  1  ig.  2o7. 

The  diameter  of  the  bucket  wheels  at  mid-height  is  obtained  from  the  rotative 

speed  and  peripheral  velocity.     If  d  be  the  diameter, 

3.1416  d  X  1200  =  60  X  500,  or  d  =  7.98  feet. 


Fig.  257.    Art.  532. 
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The  forms  of  bucket  are  derived  from  the  velocity  diagrams.  For  the  first 
stage,  we  proceed  as  in  Art.  530,  using  the  relatice  angles  e  and/ given  in  Fig.  255 
for  determining  the  angles  of  the  backs  of  the  moving  blades,  and  the  absolute 
angles  for  determining  those  of  the  stationary  blades. 

533.  Utilization  of  Pressure  Energy.  Besides  the  energy  of  impulse 
against  the  wheel,  unaccompanied  by  changes  in  pressure,  the  steam  may 
expand  while  traversing  the  buckets,  producing  work  by  reaction.  This 
involves  incomplete  expansion  in  the  nozzle,  and  makes  the  velocities  of 
the  discharged  jets  much,  less  than  in  a  pure  impulse  turbine.  Lower 
rotative  speeds  are  therefore  practicable.  Loss  of  efficiency  is  avoided  by 
carrying  the  ultimate  expansion  down  to  the  condenser  pressure.  In  the 
pure  pressure  turbine  of  Parsons,  there  are  no  expanding  nozzles ;  all  of 
the  expansion  occurs  in  the  buckets  (Art.  524).  (See  Fig.  247.)  Here 
the  whole  useful  effort  is  produced  by  the  reaction  of  the  expanding  steam 
as  it  emerges  from  the  working  blades  to  the  guide  blades.  No  velocity  is 
given  up  during  the  passage  of  the  steam ;  the  velocity  is,  in  fact,  increasing, 
hence  the  name  reaction  turbine.  The  impulse  turbine,  on  the  contrary, 
performs  work  solely  because  of  the  force  with  which,  the  swiftly  moving 
jet  strikes  the  vane.  It  is  sometimes  called  the  velocity  turbine.  Turbines 
are  further  clasgified  as  horizontal  or  vertical,  according  to  the  position  of 
the  shaft,  and  as  radial  flow  or  axial  flow,  according  to  the  location  of  the 
successive  rows  of  buckets.  Most  pressure  turbines  are  of  the  axial  flow 
type. 

634.  Design  of  Pressure  Turbine.  The  number  of  stages  is  now  large.  The 
heat  drop  in  any  stage  is  so  small  that  the  entering  velocity  is  no  longer  negligible. 
The  velocity  of  the  steam  will  increase  continually  throughout  the  machine,  being 
augmented  by  expansion  more  rapidly  than  it  is  decreased  by  friction.  If  the 
effective  velocity  at  entrance  to  a  row  of  moving  blades  is  Fi,  increasing  to  V%  by 
reason  of  expansion  occurring  in  the  blades,  the  energy  of  reaction,  available  for 

performing  work,  is .     The  effective  velocity  entering  the  stationary  blades 

2g 

being  Fs,  and  increasing  to  F4  by  expansion  therein,  energy  is  produced  equal  to 

— ,  which  is  given  up  to  the  following  set  of  moving  blades,  in  the  shape  of  an 

impulse.  Each  moving  blade  thus  receives  an  impulse  at  its  entrance  end  and  a 
reaction  at  its  outlet  end.  By  making  the  forms  and  angles  of  fixed  and  moving 
blades  the  same,  the  work  done  by  impulse  equals  the  work  done  by  reaction,  or 

2^  2g       ' 

In  Fig.  259,  lay  off  the  horizontal  distance  FO,  representing  the  aggregate  axial 
length  of  four  drums  composing  a  pressure  turbine.  The  peripheral  speeds  of 
drums  vary  from  100  to  350  ft.  per  sec,  increasing  as  the  pressure  decreases  and 
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as  the  size  of  the  machine  increases,  and  being  generally  less  in  marine  than  in 
stationary  service.  The  successive  drum  diameters  and  peripheral  speeds  frequently 
have  the  ratio  \J2  :  1  (21).     Assume,  in  this  case,  that  the  peripheral  speed  of  the 

first  drum  is  130  ft.  per  sec,  and  that 
of  the  last  drum  350  ft.  per  sec.  The 
usual  plan  is  to  increase  the  successive 
drum  speeds  at  constant  ratio.  This 
makes  the  speeds  of  the  blades  on  the 
intermediate  drums  181  and  251  ft.  per 
sec,  respectively. 

The  steam  velocity  will  be  usually 

between  1|  and  3  times  the  blade  ve- 

locitv:  it  will  increase  more  rapidly  as 

Art.    534,    Prob.    17. -Design   of  ^he  lower  pressures  are  reached.     The 

Pressure  Turbine.  ,         c,,.        -•      i,      u  i_  ^ 

value  of  this  ratio  should  vary  between 

about  the  same  limits  for  each  drum. 

The  curve  EA  is  sketched  to  represent  steam  velocities  assumed:  the  ordinate 
FE  may  be  130X2  =  260  ft.  per  second,  and  the  ordinate  OA  say  973  ft.  per  sec. 
The  shape  of  this  curve  is  approximately  hyperbolic. 

It  is  now  desirable  to  lay  off  on  the  axis  FO  distances  representing  approximately 
the  lengths  of  the  various  drums.     An  empirical  formula  which  facilitates  this  is 


Fig 


n=- 


C 


where  n  =  number  of  rows  of  blades  when  the  blade  speed  is  it  ft.  per  sec, 

C  =  a  constant,  =1,500,000  for  marine  turbines,  =2,600,000  for  turbo-generators. 

When  (as  in  our  case)  u  is  different  for  different  drums,  we  have 

Ml  being  the  number  of  stages  on  a  drum  of  blade  velocity  Ui,  developing  the  s  pro- 
portion of  the  total  power.  The  power  developed  by  the  successive  drums  increases 
toward  the  exhaust  end :  let  the  division  in  this  case  be  i,  i,  j,  f ,  of  the  total  respect- 
ively.    Then  for  C  =  2,600,000, 


2,600,000  ^^r  _ 


Th 


2,600.000  _1 


181^ 


X: 


16, 


2,600,000     1_ 
""'"      25P      ^4~^"' 


_  2,600,000  ^3  _  o 
'''-~^502~~><8  ~  ^• 


The  total  number  of  stages  is  then  approximately  60.     The  distances  FC,  CD,  DB, 


BO,  are  then  laid  off,  equal  respectively  to  eo, 


and  Wo  of  FO.     At  any  point 


like  G,  then,  the  steam  velocity  is  ZG  and  the  blade  velocity  is  that  for  the  drum 
in  question:  for  G,  for  example,  it  is  181  ft.  per  sec 

Knowing  the  steam  velocity  and  peripheral  velocity  for  any  state  like  G,  we 
construct  a  velocity  diagram  as  in  Fig.  249,  choosing  appropriate  angles  of  entrance 
and  exit.     In  ordinary  practice,  the  expansion  in  the  buckets  is  sufficient,  not- 
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withstanding  friction,  to  make  the  relative  exit  and  absolute  entrance  angles  and 
velocities  about  equal.  (This  equalizes  the  amounts  of  work  done  by  impact 
and  by  reaction.)  In  such  case,  we  have  the  simple  graphical  construction  of 
Fig.  260. 

Since  ah  =  he,  dh  =  he,  and  ad  =  ec,  we  ob- 
tain 

u(ah-\-he)      adQic  -\-hd) 


work=- 


32.2 


32.2 


Drop  the  perpendicular  hh,  and  with  h  as 
a  center  describe  the  arc  aj.  Draw  dg  per- 
pendicular to  ac.     Then 

dg^  =  ady.dc  =  ad{dh+hc),     and 


■1-2 

work  =  ^^  foot-pounds,  or 


Vl58.3/ 


B.t. 


Fia.  260.    Art.  534,  Prob.  18.  — Velocity 
Diagram,  Pressure  Turbine. 


heat  be  laid  off  to  some  convenient 
other  states  give  the  heat  drop  curve 


This  result  represents  the  heat  converted 
into  work  at  a  stage  located  vertically  in 
line  with  the  point  G,  Fig.  259.  Let  this 
scale,  as  GH.  Similar  determinations  for 
IJKHLMNOP.  The  average  ordinate  of  this  curve  is  the  average  heat  drop  or 
work  done  per  stage.  If  we  divide  the  total  heat  drop  obtained  by  the  average 
drop  per  stage,  we  have  the  number  of  stages,  the  nearest  whole  number  being  taken.* 

Suppose  the  machine  to  he  required  to  drive  a  2000  kw.  generator  (2400  kiv.  overload 
capacity)  at  175  lb.  initial  absolute  pressure  and  50°  of  superheat,  the  condenser  pressure 
being  1  lb.  absolute,  the  r.  p.  m.  3600,  the  generator  efficiency  0.94  and  the  losses  as  follows: 
steam  friction,  0.25;  leakage,  0.06;  windage  and  bearings,  0.16;  residual  velocity  in 
exhaust,  0.03.  The  theoretical  heat  drop  is  1227-890  =  337  B.  t.  u.  The  drop 
corrected  for  steam  friction  is  337X0.75=253  B.  t.  u.  The  average  ordinate  of  the 
heat  drop  curve  in  Fig.  259  being  4.16  B.  t.  u.,  the  corrected  number  of  stages  is 

253 

- —  =61  (nearest  whole  number)  instead  of  60.     The  curve  of  heat  drops  may  now 
4.16 

be  corrected  for  the  necessary  revised  numbers  of  stages  in  the  various  drums :  thus, 

253 
the  whole  heat  drop  being  253  B.  t.  u.,  that  in  the  first  drum  must  be  — -  =42.2 

6 

B.t.  u.     The  average  heat  drop  per  stage  for  the  first  drum  being  (average  ordinate 

42.2 
of  IJ)  1.56  B.  t.  u.,  the  number  of  stages  on  that  drum  is  — 7=27  (instead  of  26). 

1.56 

For  the  other  drums,  proceeding  in  the  same  way,  the  numbers  of  stages  work  out 

as  before,  16,  10  and  8. 

The  aggregate  of  losses  exclusive  of  steam  friction  is  0.25.     The  heat  available 

for  producing  power  is  then  253X0.75  =  190  B.  t.  u.  per  lb.  of  steam.     With  the 

given  generator  efficiency,  the  weight  of  steam  required  per  kw.-hr.  is 


2545X1.34 


19.0. 


190X0.94 

*  Dividing  the  total  heat  drop  at  a  state  in  a  vertical  line  through  C  by  the  average 
drop  per  stage  f  ropa  F  to  C,  we  have  the  number  of  stages  on  the  first  drum. 
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At  normal  rate,  the  weight  of  steam  used  cU  the  overload  condition  is 
19.0X2400 


3600 


=  12.67  lb.  per  sec. 


535.  Specimen  Case.  To  determine  the  general  characteristics  of  a  pressure 
turbine  operating  between  pressures  of  100  and  3.5  lb.,  with  an  initial  superheat 
of  300°  F.,  the  heat  drop  being  reduced  25  per  cent  by  friction.  There  are  to  be 
3  drums,  and  the  heat  drop  is  to  be  equally  divided  between  the  drums.  The  per- 
ipheral speeds  of  the  successive  drums  are  160,  240,  320  ft.  per  second.  The  rela- 
tive entrance  and  absolute  exit  velocities  and  angles  are  equal;  the  absolute  entrance 
angle  is  20°.  The  turbine  makes  3000  r,  p.  m.  and  develops  2500  kw.  with  losses 
between  buckets  and  generator  output  of  65  per  cent. 
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Fig.  2G0a.    Art.  535.  — Expansion  Path,  Pressure  Turbine. 
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In  Fig.  260  a,  the  expansive  path  is  plotted  on  a  portion  of  the  total  heat- 
entropy  diagram.  The  total  heat  drop  is  shown  to  be  1342  —  1130  =  212  B.  t.  u., 
and  the  heat  drop  per  drum  is  212  ^  3  =  70f  B.  t.  u.  In  Fig.  260  h,  lay  off  to  any 
scale  the  equal  distances  ab,  be,  cd,  and  the  vertical  distances  ae,  bg,  ci,  rep- 
resenting the  drum  speeds.  Lay  off  also  ak,  bm,  co,  equal  respectively  to 
li  X  (ae,  bg,  ci),  and  al,  bn,  cp,  equal  respectively 
to   31    times    these    drum 


b  c 

Fig.  260 h.    Art.  535.  —Elements  of  Pressure  Turbine. 


of  entrance  absolute  velocities  is  now  assumed,  so  as  to  lie  wholly  within  the  area 
Hsntpuvowmx .  Figure  260  c  shows  the  essential  parts  of  the  velocity  diagram 
for  the  stages  on  the  first  drum.     Here  ab  represents  aq  in  Fig.  260  b,  ad  represents 

ae,  the  angle  bad  is  20°,  and  (-^f-Vrz  [^ZMV^s.io  B.  t.  u.  is  the  heat  drop 

\lo8.3/         \158.3/ 

for  the  first  stage  in  the  turbine.     Making  ac  represent  by  and  drawing  dc,  ch,  af, 


we  find 


df 
158.3 


/  304.7 
V158.3 


3.70  B.  t.  u.  as  the  heat  drop  for  the  last  stage  on 


the  first  drum.     For  intermediate  stages  between  these  two,  we  find, 


Initial  Absolute 
Velocity 

Ordinate  from 
d 

Heat  Drop, 

B.  T.  TJ. 

ab  =  350 

de  =  279.7 

3.12 

3561 

282.8 

3.20 

3621 

285.9 

3.26 

368f 

289.0 

3.34 

375 

2.92.1 

3.40 

3811 

295.3 

3.48 

387-1 

298.4 

3.56 

393 1 

301.5 

3.63 

ac  =  400 

df=  304.7 

3.70 
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In  Fig.  260  6,  we  now  divide  the  distance  ah  into  8  equal  parts  and  lay  off  to 
any  convenient  vertical  scale  the  heat  drops  just  found,  obtaining  the  heat  drop 
curve  zA.  The  average  ordinate  of  this  curve  is  3.41  and  the  number  of  stages  on 
3.41  =  21  (nearest  whole  number).     The  number  of  stages 


the  first  drum  is  70| 


Fig.  260  c.    Art.  535.  —  Velocity  Diagram,  Pressure  Turbine. 


on  the  other  drums  is  found  in  the  same  way,  the  peripheral  velocity  ad,  Fig. 
260  c,  being  different  for  the  diiferent  drums.  The  diameter  d  of  the  first  drum  is 
given  by  the  expression 

3000  x^  =  60  X  160  or  d  =  3  ui^xsqoq  =  1-02  ft. 

The  weight  of  steam  flowing  per  second  is 

2500  X  1.34  X  2545 


0.65  X  212  X  3600 


17.1  lb. 
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In  the  first  stage  of  the  first  drum,  the  condition  of  the  steam  at  entrance  to 
the  guide  blades  is  (Fig.  260  a)  /Z'  =  1342,  p  =  lOO;  at  exit  from  the  moving  blades, 
it  is  //  =  1338.59,  p  =  98.  From  the  total  heat-pressure  diagram,  or  by  computa- 
tion, the  corresponding  specific  volumes  are  6.5  and  6.6.  The  volumes  of  steam 
flowing  are  then  6.5X17.1  =  111  and  6.6X17.1  =113  cu.  ft.  per  second.  The  absolute 
steam  velocities  are  (Fig.  260  b)  350  and  356i  ft.  per  second.  The  axial  components 
of  these  velocities  (entrance  angle  20°)  are  0.34202X350  =  120,  and  0.34202 X356i 
=  122.  The  drum  periphery  is  1.02  X3. 1416  =  3.2  ft.  If  the  blade  thicknesses  occupy 
i  this  periphery  and  the  width  for  steam  passage  between  the  buckets  is  constant, 
the  width  for  passage  of  steam  is  f  X3.2=2.133  ft.,  and  the  necessary  height  of  fixed 

buckets  is =  0.434  ft.  or  5.2  in.  at  the  beginning  of  the  stage  and  — 

2.133X120  &         &  fe  2.133X122 

=  0.434  ft.  or  5.2  in.  at  the  end.  The  fixed  blade  angles  are  determined  by  the 
velocities  be  and  ab,  Fig.  260;  those  of  the  moving  blades  by  bd  and  be.  There  is 
no  serious  error  involved  in  taking  the  velocity  and  specific 'volume  as  constant 
throughout  a  blade.  The  height  of  the  moving  buckets  should  of  course  not  be  less 
than  that  of  the  guide  blades;  this  may  be  accomphshed  by  increasing  the  thick- 
ness of  the  former.  The  blade  heights  should  be  at  least  3  per  cent  of  the  drum 
diameter,  if  excessive  leakage  over  tips  is  to  be  avoided.  The  clearance  over  tips 
varies  from  0.008  to  0.01  inch  per  foot  of  drum  diameter.  Blade  widths  vary  from 
I  to  IJ  in.,  with  center-to-center  spacing  from  1|  to  4  ins. 

The  method  of  laying  out  the  blades  is  suggested  in  Fig.  260  d.  Let  ab  be  the 
absolute  steam  velocity  at  entrance  to  a  row  of  moving  blades,  cb  the  blade  velocity. 
Then  the  relative  velocity  ac  determines  the  enter- 
ing angles  at  c  and  c.  The  moving  blade  is  made 
with  a  long  straight  tapering  tail,  in  which  expan- 
sion occurs  after  the  steam  passes  the  point  r.  Let 
hj,  parallel  with  the  center  hne  of  the   expanding 

portion  of  the  blade    (fg),  represent  the  velocity  ^w-e\        '^b 

attained  at  the  outlet  of  this  blade,  and  let  jk  again 

represent  the  blade  velocity.     Then  M- represents  /-^jijfii^  r^^f^  moving  blades 

the  absolute  velocity  of  exit  and  determines  the 
entering  angles  of  the  following  fixed  blades,  on  and 
ml  being  parallel  with  hk.  Finally,  since  the  steam 
must  emerge  from  the  fixed  blades  with  a  velocity 

parallel   with   ab,    we   draw   pq   parallel    with   ab,  ...  ^^ 

determining  the  direction  of  the  expanding  posi-  FiG.2Q0d.  Art.  535.— Blading 
tion  (beyond  s)  of  the  fixed  blade.     The  angles  abe  of  Pressure  Turbine, 

and  hjk  are  made  equal,  and  range  between  20° 
and  30°. 

It  should  be  noted  that  the  velocities  indicated  by  the  curve  qr,  Fig.  260  b,  are 
those  of  the  steam  at  exit  from  the  fixed  blades  and  entrance  to  the  moving  blades. 
The  diagram  of  Fig.  260  gives  the  absolute  velocity  of  the  steam  entering  the  next  set 
cf  fixed  blades. 

Commercial  Forms  of  Turbine. 

536.  De  Laval;  Stumpf.  Figure  235  illustrates  the  principle  of  the  De  Laval 
machine,  the  working  parts  of  which  are  shown  in  Fig.  261.  Entering  through 
divergent  nozzles,  the  steam  strikes  the  buckets  around  the  periphery  of  the  wheel 
b.  The  shaft  c  transmits  power  through  the  helical  pinions  a,  a,  which  drive  the 
gears  e,  e,  e,  e,  on  the  working  shafts  /,  /.     The  wheel  is  housed  with  the  iron  cas- 
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ins;  ^.     This  is  a  horizontal  single-stage  impulse  turbine  with  a  single  wheel.     Its 
lotative  speed  is  consequently  high;  in  small  units,  it  reaches  30,000  r.  p.  m.     It  is 


built    principally    in  small   sizes,  from  5   to  300  h.p.     The  nozzles  make  angles 
of  20°  with  the  plane  of  the  wheel;    the  buckets  are  symmetrical,  and  their  angles 
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range  from  32°  to  36°,  increasing  with  the  size  of  the  unit.  For  these  proportions, 
tlie  most  efficient  values  of  u  would  be  about  950  and  2100  for  absolute  steam  veloci- 
ties of  2000  and  4400  feet  per  second,  respectively ;  in  practice,  these  speeds  are 
not  attained,  u  ranging  from  500  to  1400  feet  per  second,  according  to  the  size. 
The  high  rotative  speeds  require  the  use  of  gearing  for  most  applications.  The 
helical  gears  used  are  quiet,  and  being  cut  right-  and  left-hand  respectively  they 
practically  eliminate  end  thrust  on  the  shaft.  The  speed  is  usually  reduced  in  the 
proportion  of  1  to  10.  The  high  rotative  speeds  also  prevent  satisfactory  balanc- 
ing, and  the  shaft  is,  therefore,  made  flexible  ;  for  »  5-hp.  turbine,  it  is  only  f 
inch  in  diameter.  The  bearings  A,  /  are  also  arranged  so  as  to  permit  of  some 
movement.  The  pressure  of  steam  in  the  wheel  case  is  that  of  the  atmosphere  or 
condenser,  all  expansion  occurring  in  the  nozzle.  A  centrifugal  governor  controls 
the  speed  by  throttling  the  steam  supply  and  by  opening  communication  between 
the  wheel  case  and  atmosphere  when  necessary. 

The  nozzles  of  the  De  Laval  turbine  are  located  as  in  Fig.  235.  Those  of  the 
Stumpf,  another  turbine  of  this  class,  are  tangential,  while  the  buckets  are  of  the 
Pelton  form  (Fig.  252),  and  are  milled  in  the  periphery  of  the  wheel.  A  very 
large  wheel  is  employed,  the  rotative  speeds  being  thus  reduced.  In  a  late  form 
of  the  Stumpf  machine,  a  second  stage  is  added.  The  reversals  of  direction  are  so 
extreme  that  the  fluid  friction  must  be  excessive. 


537. 

operation 


Curtis  Turbine.     This  is  a  multi-stage  impulse  turbine,  the  principle  of 
having  been  shown  in  Fig.  245.     In  most  cases,  it  is  vertical ;  for  marine 

applications,  it  is  necessarily  made 
horizontal.  Figure  262  illustrates 
the  stationary  and  moving  blades 
and  nozzles.  Steam  enters  through 
the  nozzle  A ,  strikes  a  row  of  mov- 
ing vanes  at  a,  passes  from  them 
through  stationary  vanes  B  to 
another  row  of  moving  vanes  at  e, 
then  passes  through  a  second  set 
of  expanding  nozzles  at  h  to  the 
next  pressure  stage.  This  particu- 
lar machine  has  four  pressure 
stages  with  two  sets  of  moving 
buckets  in  each  stage.  The  direc- 
tion of  flow  is  axial.  The  number 
of  pressure  stages  may  range  from 
two  to  seven.  From  two  to  four 
velocity  stages  (rows  of  moving 
buckets)  are  used  in  each  pressure 
stage.  In  the  two-stage  machine, 
the  second  stage  is  disconnected 
when  the  turbine  runs  non-con- 
densing, the  exhaust  from  the  first 
stage  being  discharged  to  the  at- 
mosphere.    Governing  is  effected 


Fig.  262.     Art.  537.  —  Curtis  Turbine. 
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by  automatically  varying  the  number  of  nozzles  in  use  for  admitting  steam  to  the 
first  stage.  A  step  bearing  carries  the  whole  weight  of  the  machine,  and  must  be 
supplied  with  lubricant  under  heavy  pressure ;  an  hydraulic  accumulator  system  is 
commonly  employed. 

538.  Rateau  Turbine.  This  is  a  horizontal,  axial  flow,  multi-stage  impulse 
turbine.  The  number  of  pressure  stages  is  very  large  —  from  twenty-five  upward. 
There  is  one  velocity  stage  in  each  pressure  stage.  Yery  low  speeds  are,  therefore, 
possible.  Figure  263  shows  the  general  arrangement;  the  trarwerse  partitions  e,  e 
form  cells,  in  w^hich  revolve  the  wheels/,  /:  the  nozzles  are  merely  slots  in  the 
partitions.  The  blades  are  pressed  out  of  sheet  steel  and  riveted  to  the  wheel. 
The  wheels  themselves  are  of  thin  pressed  steel. 


Fig.  20,3.     Art.  538.  -Rateau  Turbine. 


539.  Westinghouse-Parsons  Turbine.  This  is  of  the  axial  flow  pressure  type, 
and  horizontal.  The  steam  expands  through  a  large  number  of  successive  fixed 
and  moving  blades.  In  Fig.  264,  the  steam  enters  at  A  and  passes  along  the  vari- 
ous blades  toward  the  left;  the  movable  buckets  are  mounted  on  the  three  drums, 
and  the  fixed  buckets  project  inward  from  the  casings.  The  diameters  of  the 
drums  increase  by  steps ;  the  increasing  volume  of  the  steam  within  any  section  is 
accommodated  by  varying  the  bucket  heights.  Tlie  balance  pistons  P,  P,  P  are 
used  to  counteract  end  thrust.  The  speed  is  fairly  high,  and  special  provision 
must  be  made  for  it  in  the  design  of  the  bearings.  Governing  is  effected  by  inter-^ 
mittently  opening  the  valve  T';  this  valve  is  wide  open  whenever  open  at  all. 

The  length  of  this  machine  is  sometimes  too  great  for  convenience.  To  over- 
come this,  the  "  double-flow  "  turbine  receives  steam  near  its  center,  through 
expanding  nozzles  which  supply-  a  simple  Pelton  impulse  wheel.  This  utilizes 
a  large  proportion  of  the  energy,  and  the  steam  then  flows  in  both  directions 
axially,  through  a  series  of  fixed  and  moving  expanding  buckets.  Besides  reduc- 
ing the  length,  this  arrangement  practically  eliminates  end  thrust  and  the  neces- 
sity for  balance  pistons. 
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540.  Applications  of  Turbines.  Turbo-locoraotives  have  been  experimented 
with  in  Germany ;  the  direct  connection  of  the  steam  turbine  to  high-pressure 
rotary  air  compressors  has  been  accomplished.  In  stationary  work,  the  direct 
driving  of  generators  by  turbines  is  common,  and  the  high  rotative  speeds  of  the 
latter  have  cheapened  the  former.  At  high  speeds,  difficulties  may  be  experi- 
enced with  commutation;  so  that  the  turbine  is  most  successful  with  alternating- 
current  machines.  When  driving  pumps,  turbines  permit  of  exceptionally  high 
lifts  with  good  efficiencies  for  the  centrifugal  type,  and  low  first  costs.  For  low- 
pressure,  high-speed  blowers,  the  turbine  is  an  ideal  motor.  (See  Art.  239.)  The 
outlook  for  a  gas  turbine  is  not  promising,  any  gas  cycle  involving  combustion  at 
constant  pressure  being  both  practically  and  thermodynamically  inefficient. 

The  objections  to  the  turbine  in  marine  application  have  arisen  from  the  high 
speed  and  the  difficulty  of  reversing.  A  separate  reversing  wheel  may  be  em- 
ployed, and  graduation  of  speed  is  generally  attained  by  installing  turbines  in 
pairs.  A  small  reciprocating  engine  is  sometimes  employed  for  maneuvering  at 
or  near  docks.  Since  turbines  are  not  well  adapted  to  low  rotative  speeds,  they 
are  not  recommended  for  vessels  rated  under  15  or  16  knots.  The  advantages  of 
turbo-operation,  in  decreased  vibration,  greater  simplicity,  smaller  and  more  deeply 
immersed  propellers,  lower  center  of  gravity  of  engine-room  machinery,  decreased 
size,  lower  first  cost,  and  greater  unit  capacity  without  excessive  size,  have  led  to 
extended  marine  application.  The  most  conspicuous  examples  are  in  the  Cunard 
liners  Lusitania  and  Mauretania.  The  former  has  two  high-pressure  and  two  low- 
pressure  main  turbines,  and  two  astern  turbines,  all  of  the  Parsons  type  (22). 
The  drum  diameters  are  respectively  96, 140,  and  104  in.  An  output  of  70,000  hp. 
is  attained  at  fuR  speed. 

541.  The  Exhaust-steam  Turbine.  From  the  heat  chart.  Fig.  177,  it  is 
obvious  that  steam  expanding  adiabatically  from  150  lb.  absolute  pressure  and 
600°  F.  to  1.0  lb.  absolute  pressure  transforms  into  work  365  B.  t.  u.  It  has  been 
shown  that  in  the  ordinary  reciprocating  engine  such  complete  expansion  is  unde- 
sirable, on  account  of  condensation  losses.  The  final  pressure  is  rarely  below  7  lb. 
absolute,  at  which  the  heat  converted  into  work  in  the  above  illustration  is  only 
252  B.  t.  u.  The  turbine  is  particularly  fitted  to  utilize  the  remaining  113  B.  t.  u. 
of  available  heat.  The  use  of  low-pressure  turbines  to  receive  the  exhaust  steam 
from  reciprocating  engines,  has,  therefore,  been  suggested.  Some  progress  has 
been  made  in  applying  this  principle  in  plants  where  the  engine  load  is  intermit- 
tent and  condensation  of  the  exhaust  would  scarcely  pay.  With  steel  mill  en- 
gines, steam  hammers,  and  similar  equipment,  the  introduction  of  a  low-pressure 
turbine  is  decidedly  profitable.  The  variations  in  supply  of  steam  to  the  turbine 
are  offset  by  the  use  of  a  regenerator  or  accumulator,  a  cast-iron,  water-sprayed 
chamber  having  a  large  storage  capacity,  constituting  a  "  fly  wheel  for  heat,"  and 
by  admitting  live  steam  to  the  turbine  through  a  reducing  valve.  When  a  sur- 
plus of  steam  reaches  the  accumulator,  the  pressure  rises ;  as  soon  as  this  falls, 
some  of  the  water  is  evaporated.  The  maximum  pressure  is  kept  low  to  avoid 
back  pressure  at  the  engines.  A  steam  consumption  by  the  turbine  as  low  as 
35  lb.  per  brake  hp.-hr.  has  been  claimed,  with  15  lb.  initial  absolute  pressure  and 
a  final  vacuum  of  26  in.  Other  good  results  have  been  shown  in  various  trials 
(23).     (See  Art.  552.)     Wait  (24)  has  described  a  plant  at  South  Chicago,  111.,  in 
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which  a  42  by  60  inch  double  cylinder,  reversible  rolling-mill  engine  exhausts  to  an 
accumulator  at  a  pressure  2  or  3  lb.  above  that  of  the  atmosphere.  This  delivers 
steam  at  about  atmospheric  pressure  to  a  500  kw.  Rateau  turbine  operated  with 
a  28-in.  vacuum.  The  steam  consumption  of  the  turbine  was  about  35  lb.  per 
electrical  hp.-hr.,  delivered  at  the  switchboard. 

The  S.S.  Turhinia,  in  1897,  was  fitted  with  low-pressure  turbines  receiving  the 
exhaust  from  reciprocating  engines  and  operating  between  9  lb.  and  1  lb.  absolute. 
One  third  of  the  total  power  of  the  vessel  was  developed  by  the  turbines,  although 
the  initial  pressure  was  160  lb. 

542.  Commercial  Considerations.  The  best  turbines,  in  spite  of  their  thermo- 
dynamically  superior  cycle,  have  not  yet  equalled  in  thermal  efficiency  the  best 
reciprocating  engines,  both  operating  at  full  load.  (This  refers  to  work  at  the  cylinder. 
The  heat  consumption  referred  to  work  at  the  shaft  has  probably  been  brought  as 
low,  with  the  turbine,  as  with  any  form  of  reciprocating  engine.)  The  combination 
of  reciprocating  engine  and  turbine  (Art.  552)  has  probably  given  the  lowest  con- 
sumption ever  reported  for  a  vapor  engine.  The  average  turbine  is  more  economical 
than  the  average  engine;  and  since  the  mechanical  and  fluid  friction  losses  are 
disproportionately  large,  it  seems  reasonable  to  expect  improved  efficiencies  as 
experimental  knowledge  accumulates. 

The  turbine  is  cheaper  than  the  engine;  it  weighs  less,  has  no  fly  wheel,  requires 
less  space  and  very  much  less  foundation.  It  can  be  built  in  larger  units  than  a 
reciprocating  cyhnder.  Power  house  buildings  are  cheapened  by  its  use;  the 
cost  of  attendance  and  of  sundry  operating  suppHes  is  reduced.  It  probably  depre- 
ciates less  rapidly  than  the  engine.  The  wide  range  of  expansion  makes  a  high 
vacuum  desirable;  this  leads  to  excessive  cost  of  condensing  apparatus.  Similarly, 
superheat  is  so  thoroughly  beneficial  in  reducing  steam  friction  losses  that  a  con- 
siderable investment  in  superheaters  is  necessary.  The  choice  as  between  the 
turbine  and  the  engine  must  be  determined  with  reference  to  all  of  the  conditions, 
technical  and  commercial,  including  that  of  load  factor.  Turbine  economy  cannot 
be  measured  by  the  indicator,  but  must  be  determined  at  the  brake  or  switchboard, 
and  should  be  expressed  on  the  heat  unit  basis  (B.  t.  u.  consumed  per  unit  of  output 
per  minute). 

For  results  of  trials  of  steam  turbines,  see  Chapter  XV. 

(1)  Trans.  Inst.  Engrs.  and  Shipbuilders  in  Scotland,  XLVI,  V.     (2)  Berry, 

The  Temperature-Entropy  Diagram,   1905.     (2  a)  For  the  general  theory  of  fluid 

flow,  see  Cardullo,   Practical    Thermodynamics,    1911,    Arts.    55-60;    Goodenough, 

Principles  of  Thermodynamics,  1911,  Arts.  148-150,   153;    for  empirical  formulas, 

see  Goodenough,  op.  cit.,  Art.   154.     (3)    To  show  this,  put  the    expression    in 

y 

the  brace  equal  to  m,  and  make  -t-=0;  then  —  =  \    c,  ~)        ,  which  may  be  solved 

for  any  given  value  of  y.  (4)  Thesis,  Polytechnic  Institute  of  Brooklyn,  1905. 
(5)  Thomas,  Steam  Turbines,  1906,  89.  (6)  Proc.  Inst.  Civ.  Eng.,  CXL,  199. 
(7)  Zeits.  Ver.  Deutsch.  Ing.,  Jan.  16,.  1904.  (8)  Rankine,  The  Steam  Engine,  1897, 
344.  (9)  Experimental  Researches  on  the  Flow  of  Steam,  Brydon  tr.;  Thomas,  op.  cit., 
106.  (10)  Thomas,  op.  cit.,  123.  (11)  Engineering,  XIII  (1872).  (12)  Trans. 
A.  S.  M.  E.,  XI,  187.  (13)  Mitteil.  liber  Forschungsarb.,  XVIII,  47.  (14)  Practice 
and    Theory   of  the   Injector,    1894.     (15)  Peabody,    Thermodynamics,    1907,    443, 
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(16)  Trans.  A.  S.  M.  E.,  XXVII,  081.  (17)  Stodola,  Steam  Turbines.  (18)  The 
Steam  Engine,  1905,  I,  170.  (19)  Technical  Thermodynamics,  Klein  tr,,  1907:  I, 
225;  II,  153.  (20)  Trans.  A.  S.  M.  E.,  XXVII,  081.  (20  a)  For  a  method  for 
equalizing  the  three  quantities  of  work,  see  Cardullo's  paper,  ''  Energy  and  Pressure 
Drop  in  Compound  Steam  Turbines,"  Jour.  A.  S.  M.  E.,  XXXIlf,  2.  (21)  See 
H.  F.  Schmidt,  in  The  Engineer  (Chicago),  Dec.  16,  1907;  Trans.  Inst.  Engrs.  and 
Shipbuilders  in  Scotland,  XLXIX.  (22)  Power,  November,  1907,  770.  (23)  Trans. 
A.  S.  M.  E.,  XXV,  817;  Ibid,  XXXII,  3,  315.     (24)  Proc.  A.  I.  E.  E.,  1907. 


OUTLINE   OF   CHAPTER   XIV 

The  turbine  utilizes  the  velocity  energy  of  a  jet  or  stream  of  steam. 

Expansion  in  a  nozzle  is  adiabatic,  but  not  isentropic  ;  the  losses  in  a  turbine  are  due 

to  residual  velocity,  friction  of  steam  through  nozzles  and  buckets  and  mechanical 

friction. 

E  -\-  PW-] =e+  piu  H ^,  or  —  =  q—  Q,  approximately  ; 

2(7  2g  2g 

whence  F=  223.84  Vg-  Q. 

The  complete  expansion  secured  in  the  turbine  warrants  the  use  of  exceptionally  high 

vacuum. 
Nozzle  friction   decreases  the  heat  converted  into  work  and  the  velocity  attained  ; 

V=  212.42  Vq-  Q. 
The  heat  expended  in  overcoming  friction  reappears  in  drying  or  superheating  the 

steam. 

W  P 

F=  G  — ,  which  reaches  a  minimum  at  a  definite  value  of  —  •     For  steam,  this  value 
V  p 

is  about  0.57.    If  the  discharge  pressure  is  less  than  0.57  p,  the  nozzle  converges  to 

a  "throat"  and  afterward  diverges. 
The  multi-stage  impulse  turbine  uses  lower  rotative  speeds  than  the  single  stage. 
The  diverging  sides  of  the  nozzle  form  an  angle  of  10°  ;  the  converging  portion  may  be 

one  fourth  as  long. 
Steam  consumption  per  Ihp.-hr.  =  2545  -^  E(q  —  Q). 
The  rotative  components  of  the  absolute  velocities  determine  the  work ;  the  relative 

velocities  determine  the  (moving)  bucket  angles.    Bucket  friction  may  decrease 

relative  velocities  by  10  per  cent  during  passage.      WoTk  =  (v  cosa±Ycosg) -. 

Efficiency  =  E  =  Work  ^  778 (g  —  Q).  Bucket  angles  may  be  adjusted  to  equalize 
end  thrust,  to  secure  maximum  work,  or  may  be  made  equal. 

For  a  right-angled  stream  change,  maximum  efficiency  is  0.50 ;  with  complete  reversal, 
it  is  1.00.     With  practicable  buckets,  it  is  always  less  than  1.0. 

The  backs  of  moving  buckets  are  made  tangent  to  the  relative  stream  velocities. 

The  angles  of  fixed  blades  are  determined  by  the  absolute  velocities. 

In  the  pure  pressure  turbine,  expansion  occurs  in  the  buckets.     No  nozzles  are  used. 

Turbines  may  be  horizontal  or  vertical,  radial  or  axial  flow,  impulse  or  pressure  type. 

In  designing  a  pressure  turbine,  -=  0.33  to  0.67.      The  heat  drop  at  any  stage  may 

V 

equal  (  — ^ )  ,  Fig.  260.    The  number  of  stages  is  the  quotient  of  the  whole  heat 
V  158.3/ 
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drop,  corrected  for  friction;  by  tlie  mean  value  of  tliis  quantity.    Friction  through 
buckets  may  be  from  20  to  30  per  cent.     The  accumulated  lieat  drop  to  any  stage 
is  ascertained  and  the  condition  of  the  steam  found  as  in  Fig.  240.     Typical 
design,  Arts.  534,  535. 
Commercial  forms  include  the  De  Laval,  single-stage  impulse  : 

Stumpf,  single-  or  two-stage  impulse,  with  Pelton  buckets. 
Curtis,  multi-stage  impulse,  usually  vertical,  axial  flow. 
Kateau,  multi-stage  impulse,  axial  flow,  horizontal,  many  stages. 
Westinghouse-Parsons,  pressure  type,  axial  flow,  horizontal ;  sometimes  of  the 
"  double  flow  "'  form. 
Marine  applications  involve  some  difficulty,  but  have  been  satisfactory  at  high  speeds. 
The  turbine  may  utilize  economically  the  heat  rejected  by  a  reciprocating  engine.     A 

regenerator  is  sometimes  employed. 
The  best  recorded  thermal  economy  has  been  attained  by  the  reciprocating  engine ; 
but  commercially  the  turbine  has  many  points  of  superiority. 

PROBLEMS 

1.  Show  on  the  TX  diagram  the  ideal  cycle  for  a  turbine  operating  between  pressure 
limits  of  140  lb.  and  2  lb.,  with  an  initial  temperature  of  500°  F.  and  adiabatic 
(isentropic)  expansion.     AVhat  is  the  efficiency  of  this  cycle  ? 

{Ans.^  efficiency  is  0.24.) 

2.  In  Problem  1,  what  is  the  loss  of  heat  contents  and  the  velocity  ideally 
attained  ? 

3.  In  Problem  1,  how  will  the  efficiency  and  velocity  be  affected  if  the  initial 
pressure  is  150  lb.?    If  the  initial  temperature  is  600°  F.?    If  the  final  pressure  is  1  lb.  ? 

4.  Solve  Problems  1,  2,  and  3,  making  allowance  for  friction  as  in  Art.  519. 

5.  Compute  analytically,  in  Problem  3,  first  case,  the  condition  of  the  steam  after 
expansion,  as  m  Art.  520,  assuming  the  heat  drop  to  have  been  decreased  10  per  cent 
by  friction,     (^ns.,  dryness  =  0.877.) 

6.  An  ideal  reciprocating  engine  receives  steam  at  150  lb.  pressure  and  550^"  F., 
and  expands  it  adiabatically  to  7  lb.  pressure.  By  what  percentage  would  t-'o 
efficiency  be  increased  if  the  steam  were  af  terw^ard  expanded  adibatically  in  a  turLino 
to  1.5  lb.  pressure.     {Atis.,  47  per  cent.) 

7.  Steam  at  100  lb.  pressure,  92  per  cent  diy,  expands  to  16  lb.  pressure.  The 
heat  drop  is  reduced  10  per  cent  by  friction.  Compute  the  final  condition  and  the 
velocity  attained.     (JL>is.,  dryness  =  0.846  ;  velocity  =  2375  ft.  per  sec.) 

8.  In  Problem  5,  find  the  throat  and  outlet  diameters  of  a  nozzle  to  discharge 
1000  lb.  of  steam  per  hour,  and  sketch  the  nozzle. 

(J.)is.,  throat  diamete.T  =0.416  in.) 

p 

9.  Check  the  value —  =  0.5274  for  maximum  flow  in  Art.  522. 
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10.  Check  the  equation  of  .flow  of  a  permanent  gas,  in  Art.  522. 

11.  If  the  efficiency  in  Problem  5,  from  steam  to  shaft,  is  0.60,  find  the  steam 
consumption  per  brake  hp.-hr.,  and  tlie  thermal  efficiency. 

12.  In  Problem  5,  let  the  peripheral  speed  be  w  =  480,  the  angle  a  =  20°,  and  find 
the  work  done  per  pound  of  steam  in  a  single-stage  impulse  turbine  (a)  with  end 
thrust  eliminated,  (6)  with  equal  relative  angles.  Allow  a  10  per  cent  reduction  of 
relative  velocity  for  bucket  friction. 

13.  In  Problem  12,  Case  (6),  what  is  the  efficiency  from  steam  to  work  at  the 
buckets  ?     (Item  E^  Art.  526.)     Find  the  ideal  steam  consumption  per  Ihp.-hr. 

14.  Sketch  the  bucket  in  Problem  12,  Case  (6),  as  in  Art.  530. 

15.  Compute  the  wheel  diameters  and  design  the  first-stage  nozzles  and  buckets 
for  a  two-stage  impulse  turbine,  with  two  moving  wheels  in  each  stage,  as  in  Art.  532, 
operating  under  the  conditions  of  Problem  5,  the  capacity  to  be  1500  kw.,  the  enter- 
ing stream  angles  20°,  the  peripheral  speed  600  ft.  per  second,  the  speed  1500  r.  p.  m., 
the  heat  drop  reduced  0.10  by  nozzle  friction.  Arrange  the  bucket  angles  to  give  the 
highest  practicable  efficiency,*  the  stream  velocities  to  be  reduced  10  per  cent  by 
bucket  friction.     State  "the  heat  unit  consumption  per  kw.-minute. 

16.  In  Problem  5,  plot  by  stages  of  about  10  B.  t.  u.  the  NT  expansion  path  in  a 
pressure  turbine  in  which  the  heat  drop  is  decreased  0.25  by  bucket  friction. 

17.  In  Problem  16,  the  drums  have  peripheral  speeds  of  150,  250,  350.  Construct 
a  reasonable  curve  of  steam  velocities,  as  in  Pig.  259,  the  velocity  of  the  steam  enter- 
ing the  first  stage  being  400  ft.  per  second,  and  the  outputs  of  the  three  drums 

^S    6,    3,    2' 

18.  In  Problem  17,  let  the  absolute  entrance  angles  be  20°,  and  let  the  velocity 
diagram  be  as  in  Pig.  260.  Find  the  work  done  in  each  of  six  stages  along  each  drum. 
Find  the  average  heat  drop  per  stage,  and  the  number  of  stages  in  each  drum,  the 
total  heat  drop  per  drum  having  been  obtained  from  Problem  16. 

19.  The  speed  of  the  turbine  in  Problem  18  is  400  r.  p.  m.  Find  the  diameter  of 
each  drum. 

20.  In  Problems  16-19,  the  blades  are  spaced  2"  centers.  The  turbine  develops 
1500  kw.  Find  the  heights  of  the  moving  blades  for  one  expansive  state,  assuming 
losses  between  buckets  and  generator  of  45  per  cent.     Design  the  moving  bucket. 

21.  Sketch  the  arrangement  of  a  turbine  in  which  the  steam  first  strikes  a  Pel  ton 
impulse  wheel  and  then  divides  ;  one  portion  traveling  through  a  three-drum  pressure 
rotor  axially,  the  other  through  a  two-pressure  stage  velocity  rotor  with  three  rows  of 
moving  buckets  in  each  pressure  stage,  also  axially,  the  shaft  of  the  velocity  turbine 
being  vertical. 

22.  Compare  as  to  effect  on  thermal  efficiency  the  methods  of  governing  the 
De  Laval,  Curtis,  and  Westinghouse-Parsons  turbines. 

23.  Determine  whether  the  result  given  in  Art.  541,  reported  for  the  S.S. 
Turbinia,  is  credible. 

*  The  angle  /  must  not  be  less  than  24°  in  any  case. 


CHAPTER  XV 

RESULTS  OF  TRIALS  OF   STEAM  ENGINES  AND  STEAM  TURBINES 

543.  Sources.  The  most  reliable  original  sources  of  information  as  to  con- 
temporaneous steam  economy  are  the  Transactions  or  Proceedings  of  the  various 
national  mechanical  engineering  societies  (1).  The  reports  of  the  Committee  of 
the  Institution  of  Mechanical  Engineers  on  Marine  Engine  Trials  are  of  special 
interest  (2).  The  Alsatian  experiments  on  superheating  have  already  been  re- 
ferred to  (Art.  443).  The  works  of  Barrus  (3)  and  of  Thomas  (4)  present  a  mass 
of  results  obtained  on  reciprocating  engines  and  turbines  respectively.  The 
investigations  of  Isherwood  are  still  studied  (5).  The  Code  of  the  American  Society 
of  Mechanical  Engineers  {Trans.  A.  S.  M.  E.,  XXIV)  should  be  examined. 

543,1^.  Steam  Engine  Evolution.  The  Cornish  simple  pumping  engines  (9) 
which  developed  from  those  of  the  original  Watt  type  had  by  1840  shown  dry  steam 
rates  between  16^  and  24  lb.  per  Ihp.-hr.  They  ran  condensing,  with  about  30  lb. 
initial  pressure,  and  ratios  of  expansion  between  3^  and  1|,  and  were  un jacketed. 
Excessive  wiredrawing  and  the  single-acting  balanced  exhaust  (which  produced 
almost  the  temperature  conditions  of  a  compound  engine)  led  to  a  virtual  absence 
of  cylinder  condensation. 

The  advantage  of  a  large  ratio  of  expansion  was  understood,  and  was  supposed 
to  be  without  definite  limit  until  Isherwood  (1860)  demonstrated  that  expansion 
might  be  too  long  continued,  and  that  increased  condensation  might  arise  from 
excessive  ratios.  Early  compound  engines,  without  any  increase  in  expansion 
over  the  ratios  common  in  simple  engines,  failed  to  produce  any  improvement, 
steam  rates  attained  being  around  19  lb.  As  higher  boiler  pressures  (150  lb.) 
became  possible,  the  ratio  of  expansion  of  14,  then  adopted  for  compounds,  promptly 
reduced  steam  rates  to  15  lb.  These  have  been  gradually  brought  down  to  12  lb. 
in  good  practice.  The  5400  hp.  Westinghouse  compound  of  the  New  York  Edison 
Co.,  with  a  5.8  :  1  cyhnder  ratio,  185  lb.  steam  pressure  and  29  expansions,  reached 
the  rate  of  11.93  lb. 

Triple  engines,  using  still  higher  ratios  of  expansion,  soon  attained  steam  rates 
around  121  lb.  The  best  record  for  a  triple  with  saturated  steam  seems  to  be  11.05 
lb.,  reached  by  the  Hackensack,  N.  J.,  pumping  engine,  with  188  lb.  throttle  pressure 
and  33  expansions. 

Quadruple  engines,  and  engines  with  superheat,  have  shown  stiU  better  results: 
see  Arts.  549c,  549d,   550. 

544.  Limits  and  Measures  of  Efficiency.  Art.  496  gives  expressions 
for  the  Clausius  {E^  and  relative  {E^  efficiencies  corresponding  with 

397 
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given  steam  rates  and  pressure  and  temperature  conditions.  The 
efficiency  of  the  turbine  cannot  exceed  E^.  That  of  the  reciprocating 
engine  has  for  a  still  lower  limit  the  Rankine  efficiency,  which  is  with 
saturated  steam, 

144 
~  hi  +  XiLi—hs  ' 

where  pi=upper  pressure,  lb.  per  sq.  in.,  absolute; 

P2  =  terminal  pressure,  lb.  per  sq.  in.,  absolute  (end  of  expansion) ; 
293=lower   pressure,   lb.    per   sq.    in.,   absolute    (atmosphere  or 

condenser)  ; 
Xi  =initial  dryness  (beginning  of  expansion); 
0^2  =  terminal  dryness  (end  of  expansion); 
Vi  =  specific  volume  at  pressure  jpi] 
2^2=  specific  volume  at  pressure  y>2; 
hi  =  heat  of  liquid  at  pressure  pi ; 
h2  =heat  of  liquid  at  pressure  p2; 
/i3=heat  of -liquid  at  pressure  ps; 
Ti  ^internal  heat  of  vaporization  at  pressure  pi; 
r2  =internal  heat  of  vaporization  at  pressure  p2; 
Li  =latent  heat  of  vaporization  at  pressure  pi. 

With  the  regenerative  cycle  (Art.  550)  the  Carnot  efficiency  is  the 
limit.     With  superheated  steam,  the  Rankine  cycle  efficiency  is 

144 

H-H2  +  Yfg^2{P2-Ps) 

where  iy=total  heat  in  the  superheated  steam,  B.  t.  u.; 

^2=total  heat  above  32°  at  the  end  of  adiabatic  expansion; 
V2=specifiC  volume  of  the  actual  steam  at  the  end  of  adiabatic 

expansion; 
252  ==  pressure  of  steam  at  the  end  of  adiabatic  expansion,  lb.  per 

sq.  in.; 
P3=lowest  pressure,  lb.  per  sq.  in.; 
/i3=heat  of  liquid  at  the  pressure  p^. 

The  efficiency  ratio  Ej^  is  almost  always  between   0.4   and    0.8; 
in  important   practice,    between    0.5   and   0.7.      Attention,  is    called 

*  The  back  pressure  pg  of  best  efficiency  is  not  necessarily  the  lowest  attainable. 
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to    the   table,   Art.   55 L     Average  values  of  the  efficiency  ratio  seem 

to  be:  Condensing.  Non-condensing. 

Simple 0.4  0.6 

Compound 0.5  0  .  65 

Triple 0.6  0  .8  (Art.  549a). 

With  saturated  steam,  it  is  from  0.15  to  0.2  higher  in  non -condensing 
than  in  condensing  engines,  and  increases  by  0.05  to  0.1  as  the  number 
of  expansive  stages  increases  from  1  to  2  or  from  2  to  3.  With  high 
superheat,  ^^  seems  to  be  between  0.6  and  0.7  for  both  condensing  and 
non-condensing  engines  having  either  one  or  two  expansive  stages. 
The  figures  given  for  saturated  steam  are  increased  0.03  to  0.05  by 
jacketing.  The  steam  rate  (lb.  dry  steam  per  hp.-hr.)  is  scarcely  a 
precise  measure  of  performance,  and  is  of  very  little  significance 
when  superheat  is  used.  Results  should  preferably  be  expressed  in 
terms  of  the  thermal  efficiency  or  B.  t.  u.  consumed  per  Ihp.-min. 
(See  Art.  551.) 

545.  Variables  Affecting  Performance.  Some  of  these  can  be  weighed  from 
thermodynamic  considerations  alone:  but  in  all  cases  it  is  well  to  confirm  computed 
anticipations  from  tests.     The  essentially  thermodynamic  factors  are: 

(a)  Initial  pressure  (Art.  549  e);      (6)  Dryness  or  superheat  (Arts.  549/,  549  g); 

(c)   Backpressure  (Art.  549  h);         (d)  Ratio  of  expansion  (Art.  549  i). 
The  factors  influencing  relative  efficiency,  to  be  considered  primarily  from  experi- 
mental evidence,  are 

(e)  Wire-drawing  (Art.  549 y);     (f)  Cyhnder  condensation  including: 


(g)  Leakage  (Art.  549  ^0; 


(h)  Compression 
(i)  Clearance 


(Art.  549  0; 


(j)  valve  action  (Arts.  546-548  b, 
549  0,  551). 


(1)  Jacketing  (Art.  549  m); 

(2)  Superheating  (Art.  549  gr); 

(3)  Multiple  expansion  and  reheating 

(Arts.  549  m,  549  n)  ; 

(4)  Speed,  Size  (Art.  549  o); 

(5)  Ratio  of  expansion  (Art.  549  i) ; 


SUMMARY  OF  TESTS 
546.   Saturated  Steam:     Simple  Non-condensing  Engines,  without  Jackets. 


Type  of  Valve. 


Initial 
Gage 
Pres- 
sure, 
Lb. 


R.  p.  m. 


Size,  Hp. 


Ratio  of 
Expan- 
sion. 


Steam  Rate, 
Lb. 


Avge. 


Limits 


<0  " 


>  _ 


Single,  automatic,  high 
compression 

Double,  automatic. ... 

Four-valve,  non-releas- 
ing   

Four-valve,  releasing. . 


70-100 
75-80 

100 
100 


100-300 


below  225 
below  100 


20-100 
50-150 

above  50 
above  75 


3-4 
4 

3-4^ 
3-4^ 


32i 
30 

29 
26 


30-38  0.141 
0.134 

26-32  0.15 
24-280.15 

I 


0.55 
0.63 

0.58 
0.65 
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547.  Saturated  Steam,  Simple  Condensing  Engines,  without  Jackets:  Improved 
Valve  Gear. 


Valves 

Initial 
Gage 
Pressure, 
Lb. 

R.  p.  m. 

Size,  Hp. 

Ratio'  of 
Expan- 
sion. 

Steam  Rate,  Lb. 

(Approximate) 

Average. 

Range. 

^I 

Er 

Non-releasing . 
Releasing 

90-110 
90-100 

below  225 
below  100 

over  60 
over  100 

3i-5 
31-5 

24 
2U 

22-26 
191-231 

0.268 
0.266 

0.35 
0.40 

548a.  Saturated  Steam,  Compound  Non-condensing  Engines,  without  Jackets. 


Initial 

Gage 

Pressure, 

Lb. 

R.  p.  m. 

Size,  Hp. 

Steam 
Rate,  Lb. 

(Approximate) 

Valve. 

Ei 

Er 

Single,  automatic 

Double,  automatic 

Four-valve,  releasing .... 
WiUans 

110-165 
120 
130 

250-300 
265 
100 

50-250 

165 
350-450 

23.6 
23.2 
21.9 
20.9 

0.167 
0.162 
0.166 
0.166 

0.63 
0.67 
0.70 
0.72 

.  548^.  Saturated    Steam,    Compound    Condensing,   without  Jackets,    Normal 
Cylinder  Ratioo 


Initial 

Gage 

Pressure, 

Lb. 

R.  p.  m. 

Size,  Hp 

Steam 
Rate,  Lb. 

(Approximate) 

Valve. 

^. 

Er 

Single,  automatic 

Double,  automatic 

Four-valve,  releasing 

110-130 

120 
100-150 

200-300 

160-170 

underlOO 

100-500 
100-300 
abovelOO 

19.1 
16.3 
14.6 

0.275 
0.275 

0.278 

0.43 
0.50 
0.56 

549a.  Saturated   Steam,  Triple  Expansion,  without  Jackets  (12),  (13),  (14), 


(15). 


Back  Pressure. 


Non-condensing  (8) 
Condensing , 


Initial 

Gage 

Pressure, 

Lb. 


124-200 


Steam  Rate,  Lb. 


18^ 


Average. 
12i 


Range. 

111-15 


(Approximate) 


0.169 
0.295 


0.80 
0.61 
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549^.  Jacketed  Engines,  High  Grade,  Saturated  Steam,  Compounds  Usually 
with  Reheaters. 


Type. 


Steam  Rate,  Lb. 


Jacketed. 


Same  Type  of 

Engine, 

Unjacketed. 


Small,  non-condensing  simple,  5  exp.,  75  lb.  gage 
pressure 

Simple  condensing,  120-150  lb.  pressui-e 

Woolf  compound,  condensing,  16  exp.,  12  r.  p.  m., 
120  lb.  pressure 

Compound  non-condensing 

Compound  condensing,  ordinary  cylinder  ratio  * .  . 
(Saving  due  to  jackets,  — 1|  to  +10.9  per  cent: 
per  cent  of  total  steam  consumed  in  jackets, 
about  5.0.) 

Compound  condensing,  high  cylinder  ratio,  150- 
175-lb.  pressure,  about  30  expansions,  8  to 
14  per  cent  of  total  steam  used  in  jackets  and 
reheaters 

Triple  condensing,  85  to  175  lb.  pressure,  25  to  33 
expansions 


25 
17-20 

13.6 

19 

13.5 


11.9 
11.05-11.75 


26-32i 


20.9-23.6 
14.6-19.1 


11.75-15 


*  One  engine  gave,  with  jackets,  13.85;  without  jackets,  14.99. 


549c.   Superheated  Steam,  Reciprocating  Engines. 


Type. 


Simple  non-condensing,  no  jackets,  shght 
superheat 

Simple  non-condensing,  no  jackets,  620°  F .  .  . 

Simple  condensing,  800  hp.,  4  exp.,  65  lb. 
pressure,  450°  F 

Simple  condensing,  620°  F 

Compound  non-condensing,  locomotive 

Compound  condensing,  500°  F 

Compound  condensing,  620°  F 

Compound  condensing,  45  hp.,  600-lb.  pres- 
sure, 800°  F.  (19) 

Triple  condensing,  500° 

Triple  condensing,  620° 


Steam 
Rate,  Lb. 

B.  t.  u. 

per 

Hp.-min. 

Approxi- 
mate 
Clausius 
Efficiency. 

23 

15.3 

319 

0.182 

16 

317 

0.259 

11.6 

234 

0.27 

,17.6 



12.9 

253 

0.291 

10.6 

224 

0.3 

10.8 

246 

0.375 

10.9 

221 

0.299 

9.6 

200 

0.309 

Relative 
Efficiency. 


0.66 

0.52 
0.67 

0.57 
0.63 

0.46 
0.64 
0.69 
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5^9d.  Comparative  Tests,  Saturated  and  Superheated  Steam. 


Type. 

Steam  Rate,  Lb. 

B.  t.  u.  per  Hp.-min. 

Saturated. 

Super- 
heated. 

Saturated. 

Super- 
heated. 

Compound  condensing,  150-lb.  pressure, 
superheated  250° 

13.84 
11.98 

9.56 
8.99 

213-246 
247 
225 

199-223 

Compound  condensing,  140-lb.  pressure, 
superheated  400°  (18) 

205 

Compound  condensing,  130-lb.  pressure, 
superheated  307°       

192 

(126  r.  p.  m.,  250  hp.,  32  exp.)(ll) 

549e  Initial  Pressure.  Increased  pressures  have  been  so  associated  with 
development  in  other  respects  that  it  is  difficult  to  show  by  experimental  evidence 
just  what  gain  in  economy  has  been  due  to  increased  pressure  alone.  Art.  546 
gives  usual  steam  rates  from  24-28  lb.  for  simple  non-condensing  engines  of  the 
best  type,  in  this  country,  with  initial  pressures  around  100  lb.  In  Germany,  where 
pressures  range  from  150  to  180  lb.,  the  corresponding  rates  are  between  19  and  23 
lb.  per  Ihp.-hr. 

549/".  Initial  Dryness.  The  efficiency  of  the  Clausius  or  Rankine  cycle  is  greater 
as  the  initial  dryness  approaches  1.0  (Art.  417).  No  considerable  amount  of  moisture 
is  ever  brought  to  the  engine  in  practice,  and  tests  fail  to  show  any  influence  on 
dry  steam  consumption  resulting  from  variations  in  the  small  proportion  of  entrained 
water. 


549_^.  Superheat.  There  is  no  thermodynamic  gain  when  superheating  is  less 
than  100°,  because  the  steam  is  then  brought  to  the  dry  condition  by  the  time 
cut-off  is  reached.  Tables  549  c  and  549  d  show  that  heat  rates  for  compound 
engines  with  low  superheat  are  around  250  B.  t.  u.,  and  for  triples  about  220  B.  t.  u., 
while  with  high  superheat  the  compound  or  the  triple  may  reach  about  200  B.  t.  u. 
With  high  superheat,  exceeding  200°  F.,  some  gain  due  to  temperature  is  realized 
in  addition  to  the  elimination  of  cylinder  condensation.  To  properly  weigh  the 
effect  of  high  superheat,  all  steam  rates  given  for  saturated  steam  should  be 
reduced  to  the  heat  unit  equivalent.  This  is  done  in  the  table  shown  at  the  top  of 
page  403. 

Adequate  superheating  thus  causes  a  large  gain  in  simple  engines,  either  condens- 
ing or  non-condensing.  In  either  case,  the  simple  engine  using  superheated  steam 
is  as  economical  as  the  ordinary  compound  engine  using  saturated  steam,  so  that 
superheat  may  be  regarded  as  a  substitute  for  compounding.  The  best  compounds 
and  triples  with  superheat  are  (though  in  a  less  degree)  superior  to  the  same  types 
of  engine  using  saturated  steam. 
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Type. 


Simple  non-condensing, 
best 

Simple  condensing,  best 

Compound  non-condens- 
ing   

Compound  condensing, 
ordinary 

Compound  condensing, 
high  cyhnder  ratio  (see 
Art.  5496) 

Triple  condensing,  aver- 
age.  


Steam 
Rate,  Lb. 


26 
211 

22i 

15 

12-13 

12* 


Initial 

Absolute 

Prersure, 

Lb. 


100 
110 

120 

150 

175 
175 


Feed 

Tempera 

ture. 


200^ 
150"^ 

200  <= 

150^ 

150^ 
150^ 


B.  t.  u. 

per 

Ihp.-min. 


434 
383 

380 

268 


213-247 
224 


B.  t.  u. 
per 
Ihp.-min. 
Super- 
heated. 


319 
234 

332  (loco- 
motive) 
224-253 


192-223 
205-221 


Per  Cent 
Gain  by- 
Super- 
heating. 


26 
39 

13 

5-17 


0-22 
1-9 


5497^^    Back  Pressure.     This  is  best  investigated  by  considering  the  difference 
in  performance  of  condensing  and  non-condensing  engines.     Arts.  546-549  c  give: 


Steam  Rate,  Lbs.  per  Ihp.-hr. 

Per  Cent 

Type. 

Non-condens- 
ing. 

Condensing. 

Saving  Due  to 
Condensing. 

Saturated  Steam, 
not  jacketed 

■  Simple  non-releasing. 

Simple,  releasing. .  .  . 

Compound  (average) 
:  Triple 

29 
26 

22.2 
18.5 

24 

21.5 
16.7 
12.5 

17 

17 
17 

32 

r  Simple 

25 
19 

18.5 
(average) 
13.5 

26 

Saturated  steam, 
jacketed. 

Compound        (usual 
tvDe).              .    . 

29 

Superheated  (  Sin 
steam.         I  Co 

(ixAe  avera^'e 

19.15 
17.6 

13.8 
11.4 

28 

mpound,  average 

35 

The  arithmetical  averages  give  about  the  results  to  be  expected: 

(1)  Condensing  saves  24  per  cent  in  simple  engines,  27  per  cent  in  compounds, 

32  per  cent  in  triples; 

(2)  Condensing  is  relatively  more  profitable  when  jackets  or  superheat  are  used. 

549 1.  Ratio  of  Expansion.  This  has  been  discussed  in  Art.  436.  Since  engines 
are  usually  governed  (i.  e.,  adapted  to  the  external  load)  by  varying  the  ratio  of 
expansion,  a  study  of  the  variation  in  efficiency  with  output  is  virtually  a  study  of 
the  effect  of  a  changing  ratio  of  expansion.  (The  question  of  mechanical  efficiency 
(Arts.  554-558)  somewhat  complicates  the  matter.)     Figure  286  gives  the  results 


404 


APPLIED  THERMODYNAMICS 


of  such  an  investigation.     The  shape  of  the  economy  curve  is  of  great  importance. 
A  flat  curve  means  fairly  good  economy  over  a  wide  range  of  probable  loads.     The 
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Fig.  266a.    Art.  549t. — Efficiency  at  Various  Ratios  of  Expansion. 


flatness  varies  with  different  types  of  engine.  A  few  typical  curves  are  given  in 
Fig.  266a.  Curve  /  is  from  a  single-acting  Westinghouse  compound  engine,  run- 
ning non-condensing.  Curve  //  is 
from  the  same  engine,  condensing 
(Trans.  A.  S.  M.  E.,  XIII,  537). 
Curve  III  is  for  the  5400-hp. 
Westinghouse  compound  condensing 
engine  mentioned  in  Art.  543a. 
Curve  7F  is  for  a  small  four-valve 
simple  non-condensing  engine :  curve 
V  for  a  single-valve  high-speed  simple 
non-condensing  engine. 

If  we  regard  the  usual  ratio  of  ex- 
pansion in  a  compound  as  16,  in  a 
simple  engine,  4,  and  in  a  triple  or 
high-ratio  compound  as  30,  with  cor- 
responding steam  rates  of_15,  26,  and 
12|  (condensing  engines),  we  obtain 
the  curves  of  Fig.  266  h,  showing  a 
steady  gain  of  efficiency  as  the  total 
ratio  of  expansion  increases,  provid- 
ing two  stages  of  expansion  are  used 
when  the  ratio  exceeds  some  value 
between  4  and  16.  It  appears  that 
no  considerable  further  gain  can  be 
expected  by  increasing  either  the 
ratio  of  expansion  or  the  number  of 
stages. 
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Art.  549i. — Efficiency  and  Ratio  of 
Expansion. 
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549y.  Wire-drawing.  None  of  the  tests  above  quoted  applies  to  throttling 
engines.  Cut-off  regulation  is  now  almost  universal.  Moderate  throttling  may  be 
desirable  at  high  ratios  of  expansion  (Art.  426).  A  large  part  of  the  8  per  cent  differ- 
ence in  steam  consumption  between  the  single-valve  and  double-valve  engines 
of  Art.  546  (15  per  cent  in  Art.  548  h)  is  due  to  the  partial  throtthng  action  of  the 
single  valve  at  cut-off.  The  difference  between  the  performances  of  four-valve 
engines  with  and  without  releasing  gear  is  very  largely  due  to  the  comparative 
absence  of  wire-drawing  in  the  former.     This  difference  is  10  per  cent  in  Art.  546. 

549^\  Leakage.  The  average  steam  rate  ascertained  on  engines  which  had 
run  from  1  to  5  years  without  refitting  of  valves  or  pistons  (7)  was  39.3  lb.  This 
was  for  simple  single- valve  non-condensing  machines,  for  which  the  figure  given  in 
Art.  546  is  32^.  Some  of  the  difference  was  due  to  the  fact  that  the  engines  tested 
ran  at  hght  loads  (f  to  f  normal:  see  Art.  549  i  and  Fig.  266)  but  a  part  must  also 
have  been  due  to  leakage  resulting  from  wear.  In  65  tests  reported  by  Barrus, 
the  average  steam  rate  of  engines  known  to  have  leaking  valves  or  pistons  was 
4.8  per  cent  higher  than  that  of  those  which  were  knowTi  to  be  tight.  Leakage 
is  less  in  compound  than  in  simple  engines.     (See  Art.  452.) 

549 Z.  Compression,  Clearance.  The  theory  of  compression  has  been  discussed 
(Art.  451).  High-speed  engines  have  more  compression  than  those  running  at  low 
speed.  The  compression  in  compound  engines  is  less  than  that  in  simple  engines. 
There  is  an  amount  of  compression  (usually  small)  at  which  for  a  given  engine  and 
given  conditions  the  efficiency  will  be  a  maximum.  No  general  results  can  be  given. 
The  maximum  desirable  compression  occurs  at  a  moderate  cut-off:  at  other  points 
of  cut-off,  compression  should  be  less.  Within  any  range  that  could  reasonably 
be  prescribed,  the  amount  of  compression  does  not  seriously  influence  efficiency. 

Clearance  is  a  necessary  evil,  and  the  waste  which  it  causes  is  only  partially 
offset  by  compression.  Designers  aim  to  make  the  amount  of  clearance  (which 
depends  upon  the  type  and  location  of  the  valves)  as  small  as  possible.  The  pro- 
portion of  clearance  in  steam  engines  of  various  types  is  given  in  Art.  450.  The 
differences  between  the  steam  rates  of  single  valve  and  Corliss  valve  engines,  shown 
in  Arts.  546  to  548  6,  already  mentioned  as  partly  due  to  wire-drawing,  are  also 
in  part  attributable  to  differences  in  clearance. 

549m.  Jackets.  The  saving  due  to  jackets  may  range  from  nothing  (or  a  sKght 
loss)  up  to  20  per  cent  or  more.  Art.  549  b  shows  minimum  savings  of  6  to  9  per  cent 
and  maximum  of  19  to  23  per  cent,  for  one,  two  or  three  expansive)  stages.  Yet 
there  are  undoubtedly  cases  where  jackets  have  not  paid,  and  they  are  not  usually 
applied  (excepting  on  pumping  engines)  in  American  stationary  practice  to-day. 
The  best  records  made  by  compounds  and.  triples  have  been  in  jacketed  engines. 
This  is  with  saturated  steam.  With  superheat,  jackets  are  not  warranted.  The 
proportion  of  steam  used  in  jackets  (of  course  charged  to  the  engine)  ranges  usually 
between  0.03  and  0.08,  increasing  with  the  number  of  expansive  stages.  Jacketing 
pays  best  at  slow  speeds  and  high  ratios  of  expansion. 

Reheaters  for  compound  engines  can  scarcely  be  discussed  separately  from 
jackets.  It  is  difficult  to  get  an  adequate  amount  of  transmitting  surface  without 
making  the  receiver  very  large.  The  objection  to  the  reheater  is  the  same  as  that 
to  the  jacket — increased  attention  is  necessary  in  operation  and  maintenance. 
There  is  an  irreversible  drop  of  temperature  inherent  in  the  operation  of  the  reheater. 
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549 ?i.   Multiple  Expansion.     The  tables  already  given  furnish  the  following: 

Unjacketed  Engines 

' Steam  Rate,  Lb.  per  Ihp.-hr. » 

Condensing.  Non-condensing. 

No.  of  expansion  stages .  .       1  2  3  12  3 

Type. 

Single-valve 19. 1  ....               32|       23.6 

Double-valve      16. 3  30         23 . 2 

Four-valve,  non-releasing.       24               ....                29 

Four-valve,  releasing ...  .       21|              14.6  12.5               26         21.9     18.5 

Superheat,  good  valve ..  .    11.6-16  10.6-12.9  9.6-10.9  15.3-23  17.6 

The  non-condensing  engine  with  a  cheap  type  of  valve  is  23  to  27  per  cent  more 
economical  in  the  compound  form  than  when  simple.  (The  non-condensing  compound 
is  on  other  grounds  than  economy  an  unsatisfactory  type  of  engine,  see  American 
Machinist,  Nov.  19,  1891.)  In  four-valve  releasing  engines,  non-condensing,  the 
compound  saves  16  per  cent  over  the  simple  and  the  triple  saves  16  per  cent  over 
the  compound.  The  same  engines,  condensing,  give  a  saving  of  32  per  cent  by  com- 
pounding and  an  additional  saving  of  14  per  cent  by  triple  expansion.  With  super- 
heat, non-condensing,  the  compound  is  from  15  per  cent  worse  to  23  per  cent  better 
than  the  simple  engine.  Condensing,  the  compound  saves  15  per  cent  over  the  simple 
and  the  triple  saves  13  per  cent  over  the  compound. 

High  Ratio  Compounds  have  been  discussed  in  Art.  473.  The  tests  in  Art.  548  h 
include  only  compound  engines  of  normal  cylinder  ratio.  The  following  results 
have  been  attained  with  wider  ratios: 

Lbs.  per  Ihp.hr. 

150-lb.  pressure,  26  exp.,  ratio  7:1 12.45  (jacketed) 

150-lb.  pressure,  120  r.  p.  m.,  33  exp 12. 1     (head  jacketed) 

130-lb.  pressure,  126  r.  p.  m.,  32  exp 11.98  (jacketed) 

These  figures  are  practically  equal  to  those  reached  by  triple  engines.  They 
are  due  to  (a)  high  ratios  of  expansion,  (b)  jacketing,  and  (c)  the  high  cylinder  ratio. 

549o.  Speed  and  Size:  Efficiency  in  Practice.  None  of  the  tests  shows  a  steam 
rate  below  16.3  lb.  at  speeds  above  140  r.  p.  m.  Low  rotary  speed  is  essential  to  the 
highest  thermal  efficiency.  Between  very  wide  limits — say  100  or  200  to  2500  hp. 
— the  size  of  an  engine  only  slightly  influences  its  steam  rate.  Very  small  units 
are  wasteful  (some  direct-acting  steam  pumps  have  been  shown  to  use  as  much  as 
300  lb.  of  steam  per  Ihp.-hr)  (6)  and  very  large  engines  are  usually  built  with  such 
refinement  of  design  as  to  yield  maximum  efficiencies. 

All  figures  given  are  from  pubhshed  tests.  It  is  generally  the  case  that  poor 
performances  are  not  published.  The  tabulated  steam  rates  will  not  be  reached 
in  ordinary  operation:  first,  because  the  load  cannot  be  kept  at  the  point  of 
maximum  efficiency  (Art.  549  i) — ^nor  can  it  be  kept  steady — and  second,  because 
under  other  than  test  conditions  engines  will  leak.  Probably  few  bidders  would 
guarantee  results,  even  at  steady  load,  within  10  per  cent  of  those  quoted.  In 
estimating  the  probable  steam  rate  of  an  engine  in  operation,  this  10  per  cent  should 
first  be  added,  correction  should  then  be  made  for  actual  load  conditions,  based 
on  such  a  curve  as  that  of  Fig.  266,  and  an  additional  allowance  of  5  per  cent  or 
upward  should  then  be  made  for  leakage. ' 
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Fig.  266.    Arts.  5492",  556.— Test  of  Rice  and  Sargent  Engine  (10). 

560.  Quadruple  Engines:  Regenerative  Cycle.  Some  of  the  best  perform- 
ances on  record  with  satm-ated  steam 
have  been  made  in  quadruple-expansion 
engines.  The  Nordberg  pumping  engine 
at  Wildwood  (16),  although  ot  only 
6,000,000  gal.  capacity  (712  horse  power) 
and  jacketed  on  barrels  of  cyHnders 
only,  gave  a  heat  consumption  of  186 
B.  t.  u.  with  200  lb.  initial  pressure  and 
only  a  fair  vacuum.  The  high  efficiency 
was  obtained  by  drawing  off  hve  steam 
from  each  of  the  receivers  and  trans- 
terring  its  high-temperature  heat  direct 
of  the  boiler  feed  water  by  means  of 

coil  heaters.     Heat  was  thus  absorbed  *  ^  rrr>      xt    ju      tt     •     t^- 

-        .    .,       1  •  ,     X  4-         Fig.  267.  Art.  550. — Nordberg  Engine  Diagran^s. 

more  nearly  at  the  high  temperature 

limit,  and  a  closer  approach  made  to  the  Carnot  cycle  than  in  the  ordinary  en- 
gine. Thus,  in  Fig.  267,  BCDS  represents  the  Clausius  cycle.  The  heat  areas 
JiIHE,  gKJli,  NMLg  represent  the  withdrawal  of  steam  from  the 
various  receivers,  these  amounts  of  heat  being  applied  to  heating 
the  water  along  Bd^  de^  ef.  The  heat  imparted /?'ow  without  is  then 
only  cfCDE.  The  work  area  DHIJKLMRS  has  been  lost,  but 
the  much  greater  heat  area  ABfc  has  been  saved,  so  that  the  effi- 
ciency is  increased.  The  cycle  is  regenerative ;  if  the  number  of 
steps  were  infinite,  the  expansive  path  would  be  DF,  parallel  to 
BC,  and  the  cycle  would  be  equally  efficient  with  that  of  Carnot. 
The  actual  efficiency  was  68  per  cent  of  that  of  the  Carnot  cycle. 
The  steam  rate  was  not  low,  being  increased  by  the  system  of 
"rTcITver  drawing  off  steam  for  the  heaters  from  11.4  to  12.26;  but  the  real 
efficiency  was,  at  the  time,  unsurpassed.  A  later  test  of  a  Nord- 
berg engine  of  similar  construction,  used  to  drive  an  air  com- 
pressor, is  reported  by  Hood  (17).  Here  the  combined  diagrams 
were  as  in  Fig.  268.     Steam  was  received  at  257  lb.  pressure,  the 

vacuum  being  rather  poor. 
At  normal  capacity,  1000 
hp.,  the  mechanical  effi- 
ciency was  90.35  per  cent, 
13.35  RECEIVER  aud  the  heat  consumption 

169.29  B.  t.  u. 


256.76 
THROTTLE 


.24-CONDENSER 


Fig.  268.    Art.  550.  —  Hood  Compressor  Diagrams. 
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651.  Summary   of  Best    Results,   Reciprocating   Stationary   Engines. 

Lbs.  Steam  ^^^'^  B.  t.  u.  per 
^    perlhp.-hr.  (^^^  4Qg)    Ihp.-min. 

Saturated   steam,    simple,   non-condensing, 

single  valve,  without  jackets 32^ 

Saturated  steam,  simple,  non-condensing, 
double  valve,  without  jackets 30 

Saturated  steam,  simple,  non-condensing, 
four  valve,  releasing,  without  jackets ...   26 

Saturated  steam,  simple,  non-condensing, 
with  jackets 25 

Saturated  steam,  compound  non-condensing, 
without  jackets 22 

Saturated   steam,   simple   condensing,    four 

valve  releasing,  without  jackets 21|- 

Saturated  steam,  compound  non-condensing, 
with  jackets,  four  valve 19 

Saturated  steam,  compound  condens- 
ing, normal  ratio,  single  valve,  no 
jackets -.  .    19 

Saturated  steam,  simple  condensing,  with 

jackets 18J 

Superheated,      compound     non-condensing 

(locomotive) 17^ 

Superheated  (620°  F.)  steam,  simple,  non- 
condensing 15 

Saturated  steam,  compound  condensing,  four 

valve,  no  jackets 14J 

Saturated    steam,    compound     condensing, 

normal  ratio,  four  valve,  with  jackets,.    13J 

Saturated    steam,     triple     condensing,     no 

jackets 12J 

Saturated  steam,  high  ratio  compound  con- 
densing, jacketed 12 

Superheated  (620°  F.)  steam,  simple,  con- 
densing    Un- 
saturated   steam,    triple    condensing,    with 

jackets 11 J 

Superheated  (620°  F.)  steam,  compound  con- 
densing      lOJ 

Superheated  (620°  F.)  steam,  triple  con- 
densing       9i 

Saturated  steam,  quadruple,  condensing 

*  Efficiency  is  77  per  cent,  that  of  the  Carnot  cycle  between  the  same  extreme 
temperature  limits. 
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562.  Turbines.  With  pressures  of  from  78.8  to  140  lb.,*  and  vacuum  from 
24.3  to  26.4  in.,  steam  rates  per  brake  horse  power  of  18.0  to  23.2  have  been  obtained 
with  saturated  steam  on  De  Laval  turbines.  Dean  and  Main  (20)  found  correspond- 
ing rates  of  15.17  to  16.54  with  saturated  steam  at  200  lb.  pressure,  and  13.94  to  15.62 
with  this  steam  superheated  91°. 

Parsons  turbines,  with  saturated  steam,  have  given  rates  per  brake  horse  power 
from  14.1  to  18.2;  with  superheated  steam,  from  12.6  to  14.9.  This  was  at  120 
lb.  pressure.  A  7500-kw.  unit  tested  by  Sparrow  (21)  with  177.5  lb.  initial  pressure, 
95.74°  of  superheat,  and  27  in.  of  vacuum,  gave  15.15  lb.  of  steam  per  kw.-hr.  Bell 
reports  for  the  Lusitania  (22)  a  coal  consumption  of  1.43  lb.  per  horse  power  hour 
delivered  at  the  shaft.  Denton  quotes  (23)  10.28  lb.  per  brake  horse  power  on  a 
4000  hp.  unit,  with  190°  of  superheat  (214  B.  t.  u.  per  minute);  and  13.08  on  a  1500- 
hp.  unit  using  saturated  steam.  A  400-kw.  unit  gave  11.2  lb.  with  180°  of  super- 
heat. A  1250-kw.  turbine  gave  13.5  lb.  with  saturated  steam,  12.8  with  100°  of 
superheat,  13.25  with  77°  of  superheat  (24).     (All  per  brake  hp.-hr.) 

A  Rateau  machine,  with  slight  superheat,  gave  rates  from  15.2  to  19.0  lb. 
per  brake  horse  power.  Curtis  turbines  have  shown  14.8  to  18.5  lb.  per  kw.-hr., 
as  the  superheat  decreased  from  230°  to  zero,  and  of  17.8  to  22.3  lb.  as  the  back 
pressure  increased  from  0.8  to  2.8  lb.  absolute.  Kruesi  has  claimed  (25)  for  a 
5000-kw.  Curtis  unit,  with  125°  of  superheat,  a  steam-rate  of  14  lb.  per  kw.-hr.; 
and  for  a  2000-kw.  unit,  under  similar  conditions,  16.4  lb. 

A  2600-kw.  Brown-Boveri  turbo-alternator  at  Frankfort  consumed  11.1  lb.  of 
steam  per  electrical  horse-power-hour  with  steam  at  173  lb.  gauge  pressure,  super- 
heated 196°  and  at  27.75  ins.  vacuum.  The  7500-kw.  AUis  cross-compound  engines 
of  the  Interborough  Rapid  Transit  Co.,  New  York,  with  190  lb.  gauge  pressure  and 
25  ins.  vacuum  (saturated  steam)  used  17.82  lb.  steam  per  kw.-hr.  When  exhaust 
turbines  were  attached  (Art.  541)  the  steam  rate  for  the  whole  engine  became  between 
13  and  14  lb.  per  kw.-hr.,  or  (at  28  ins.  vacuum)  the  B.  t.  u.  consumed  per  kw.- 
min.,  ranged  from  245  to  264;  say,  approximately  from  156  to  168  B.  t.  u.  per 
Ihp.-min.,  which  was  better  than  any  result  ever  reached  by  a  reciprocating  engine 
or  a  turbine  alone.  Heat  unit  consumptions  below  280  B.  t.  u.  per  kw.-min.  (190 
per  Ihp.-min.)  have  been  obtained  in  many  turbine  tests. 

653.  Locomotive    Tests.     The   surprisingly  low   steam    rate  of  16.60  lb.  has 

been  obtained  at  200  lb.  pressure,  with  superheat  up  to  192''.  This  is  equivalent 
to  a  rate  of  17.8  lb.  with  saturated  steam.  The  tests  at  the  Louisiana  Purchase 
Exposition  (26)  showed  an  average  steam  rate  of  20.23  lb.  for  all  classes  of  engines 
tested,  or  of  21.97  for  simple  engines  and  18.55  for  compounds,  with  steam  pres- 
sures ranging  from  200  to  225  lb.  These  results  compare  most  favorably  with  any 
obtained  from  high-speed  non-condensing  stationary  engines.  The  mechanical 
efficiency  of  the  locomotive,  in  spite  of  its  large  number  of  journals,  is  high ;  in 
the  tests  referred  to,  under  good  conditions,  it  averaged  88.3  per  cent  for  consoli- 
dation engines  and  89.1  per  cent  for  the  Atlantic  type.  The  reason  for  these  high 
efficiencies  arises  from  the  heavy  overload  carried  in  the  cylinder  in  ordinary  ser- 
vice. The  maximum  equivalent  evaporation  per  square  foot  of  heating  surface 
varied  from  8.55  to  16.34  lb.  at  full  load,  against  a  visual  rate  not  exceeding  4.0  lb. 
in  stationary  boilers ;  the  boiler  efficiency  consequently  was  low,  the  equivalent 
evaporation  per  pound  of  dry  coal  (14,000  B.  t.  u.)  falling  from  11.73  as  a  maxi' 
mum  to  6.73  as  a  minimum,  between  the  extreme  ranges  of  load.  Notwithstand- 
*  Pressures  in  this  chapter,  unless  otherwise  stated,  are  gauge  pressures 
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ing  this,  a  coal  consumption  of  2.27  lb.  per  Ihp.-hr.  has  been  reached.  These  trials 
were,  of  course,  laboratory  tests;  road  tests,  reported  by  Hitchcock  (27),  show  less 
favorable  results ;  but  the  locomotive  is  nevertheless  a  highly  economical  engine, 
considering  the  conditions  under  which  it  runs. 


554.  Engine  Friction.  Excepting  in  the  case  of  turbines,  the  figures  given 
refer  usually  to  indicated  horse  power,  or  horse  power  developed  by  the  steam  in 
the  cylinder.  The  effective  horse  power,  exerted  by  the  shaft,  or  brake  horse 
power,  is  always  less  than  this,  by  an  amount  depending  upon  the  friction  of  the 
engine.  The  ratio  of  the  latter  to  the  former  gives  the  mechanical  efficiency,  which 
may  range  from  0.85  to  0.90  in  good  practice  with  rotative  engines  of  moderate 
size,  and  up  to  0.965  in  exceptional  cases.  (See  Art.  497.)  The  brake  horse  power  is 
usually  determined  by  measuring  the  pull  exerted  on  a  friction  brake  appUed  to  the 
belt  wheel.  When  an  engine  drives  a  generator,  the  power  indicated  in  the  cylinder 
may  be  compared  with  that  developed  by  the  generator, 
and  an  over-all  efficiency  of  mechanism  thus  obtained.  The  i 
difficulties  involved  have  led  to  the  general  custom,  in  9 
turbine  practice,  of  reporting  steam  rates  per  kw.-hr. 
Thiu-ston  has  employed  the  method  of  driving  the  engine 
as  a  machine  from  some  external  motor,  and  measuring 
the  power  required  by  a  transmission  dynamometer. 

In  direct-driven  pumps,  air  compressors  and  re- 
frigerating machines,  the  combined  mechanical  efficiency 
is  found  by  comparing  the  indicator  diagrams  of  the 
steam  and  pump  cyUnders.  These  efficiencies  are 
high,  on  account  of  the  decrease  in  number  of  bearings, 
crank  pins,  and  crosshead  pins. 

555.  Variation     in     Friction.       Theoretically,    at  Fig.  269.    Art,  555.— Engine 
least,    the    friction    includes    two    parts:     the    initial 
friction,  that  of  the  stuffing  boxes,  which  remains  practically  constant ;  and  the 
load  friction,  of  guides,  pins,  and  bearings,  which  varies  with  the  initial  pressure 

and  expansive  ratio.  By  plotting 
concurrent  values  of  the  brake  horse 
power  and  friction  horse  power,  we 
thus  obtain  such  a  diagram  as  that 
of  Fig.  269,  in  which  the  height  ah 
represents  the  constant  initial  fric- 
tion, and  the  variable  ordinate  xy 
the  load  friction,  increasing  in  arith- 
metical proportion  with  the  load. 
It  has  been  found,  however,  that  in 
practice  the  total  friction  is  more 
affected  by  accidental  variations  in 
lubrication,  etc.,  than  by  changes  in 
load,  and  that  it  may  be  regarded  as 
practically  constant,  for  a  given  en- 
gine, at  all  loads. 
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Fig.  270.    Art.  555.— Willans  Line  for  Varying 
Initial  Pressure. 
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Fig.  271.    Art.   556,  Prob.   10.— Willang   Line  for  a 
Parsons  Turbine. 


The  total  steam  consumption  of  an  engine  at  any  load  may  then  be  regarded 
as  made  up  of  two  parts  :  a  constant  amount,  necessary  to  overcome  friction  ;  and 
a  variable  amount,  necessary  to 
do  extermil  work,  and  varying 
with  the  amount  of  that  M^ork. 
Willans  found  that  this  latter 
part  varied  in  exact  arithmeti- 
cal proportion  with  the  load, 
when  the  output  of  the  engine 
was  varied  by  changing  the  initial 
pressure;  a  condition  repre- 
sented by  the  Willans  line  of 
Fig.  270  (28).  The  steam  rate 
was  thus  the  same  for  all  loads, 
excepting  as  modified  by  fric- 
tion. (Theoretically,  this 
should  not  hold,  since  lowering 
of  the  initial  pressure  lowers 
the  efficiency.)  When  the  load 
is  changed  by  varying  the  ratio 

of  expansion,  the  corrected  steam  rate  tends  to  decrease  with  increasing  ratios, 
and  to  increase  on  account  of  increased  condensation ;  there  is,  however,  some 
gain  up  to  a  certain  limit,  and  the  Willans  line  must,  therefore,  be  concave  up- 
ward. Figure  271  shows  the  practically  straight  line  obtained  from  a  series  of 
tests  of  a  Parsons  turbine.  If  the  line  for  an  ordinary  engine  were  perfectly 
straight,  with  varying  ratios  of  expansion,  the  indication  would  be  that  the  gain 
by  more  complete  expansion  was  exactly  offset  by  the  increase  in  cylinder  con- 
densation. A  jacketed  engine,  in  which  the  influence  of  condensation  is  largely 
eliminated,  should  show  a  maximum  curvature  of  the  Willans  line. 

556.  Variation  in  Mechanical  Efficiency.  With  a  constant  friction  loss,  the 
mechanical  efficiency  must  increase  as  the  load  increases,  henbe  the  desirability 
of  running  engines  at  full  capacity.  This  is  strikingly  illustrated  in  the  locomotive 
(Art.  554).  Engines  operating  at  serious  variations  in  load,  as  in  street  railway 
power  plants,  may  be  quite  wasteful  on  account  of  the  low  mean  mechanical 
efficiency. 

The  curve  in  Fig.  266  gives  data  for  the  "  Total ''  curve  of  Fig.  271a,  which  is 
plotted  on  the  assumption  that  the  horse  power  consumed  in  overcoming  friction 
is  100,  and  the  corresponding  total  weight  of  steam  1000  lb.  per  hour.  Thus,  at 
700  Ihp.,  the  steam  rate  from  Fig.  266  is  12.1  lb.,  and  the  steam  consumed  per  hour 
is  8470  lb.     The  corresponding  ordinate  of  the  second  curve  in  Fig.  271a  is  then 


(8470  - 1000)  -r  (700  - 100)  =  7470  -^  600  =  12.45, 
where  the  abscissa  is  600. 
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Fig.  271a.     Art.  556.— Effect  of  Mechanical  Efficiency. 


557.    Limit  of  Expansion.     Aside  from  cylinder  condensation,  engine  friction 
imposes  a  limit  to  the  desirable  range  of  expansion.     Thus,  in  Fig.  272,  the  line 

ah  may  be  drawn  such  that  the  constant 
pressure  Oa  represents  that  necessary  to 
overcome  the  friction  of  the  engine.  If 
expansion  is  carried  below  ah,  say  to  c,  the 
force  exerted  by  the  steam  along  he  will  be 
less  than  the  resisting  force  of  the  engine, 
and  will  be  without  value.  The  maximum 
desirable  expansion,  irrespective  of  cylinder 
condensation,  is  reached  at  h. 

558.  Distribution  of  Friction.  Experi- 
menting in  the  manner  described  in  Art. 
555,  Thurston  ascertained  the  distribution 
of  the  friction  load  by  successively  removing 
various  parts  of  the  engine  mechanism. 
Extended  tests  of  this  nature,  made  by 
Carpenter  and  Preston  (29)  on  a  horizontal  engine  indicate  that  from  35  to  47  per 
cent  of  the  whole  friction  load  is  imposed  by  the  shaft  bearings,,  from  22  to  49  per 
cent  by  the  piston,  piston  rod,  pins,  and  slides  (the  greater  part  of  this  arising  from 
the  piston  and  rod),  and  the  remaining  load  by  the  valve  mechanism. 
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272.     Art.  557. — Engine  Friction 
and  Limit  of  Expansion. 


OUTLINE   OF   CHAPTER    XV 

Sources  of  information  :  development  of  steam  engine  economy. 

Limit  of  efficiency  (Kankine  cycle);   with  the  regenerative  engine,  the  Carnot  cycle; 
with  the  turbine,  the  Clausius  cycle.     Efficiency  vs.  steam  rate, 
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Variables  affecting  performance  :  - 

Efficiency  varies  directly  with  initial  pressure  ; 
is  independent  of  initial  dryness  ; 

is  increased  by  high  superheat  (superheat  is  a  substitute  for  compounding); 
varies  inversely  as  the  back  pressure,  and  is  greater  in  condensing  than  in 

non-condensing  engines  ; 
reaches  a  maximum  at  a  moderate  ratio  of  expansion  and  decreases  for 

ratios  above  or  below  this  ; 
varies  directly  with  the  number  and  independence  of  valves  ; 
may  be  seriously  reduced  by  leakage  or  high  compression  ; 
is  usually  somewhat  increased  by  jacketing; 
increases  with   the  number  of  expansive  stages,   though  more  and   more 

slowly ; 
is  low  in  very  small  engines  or  at  veiy  high  rotative  speeds  ; 
in  ordinary  practice  is  below  published  records. 
Typical  figures  for  reciprocating  engines  and  turbines,  with  saturated   and  super- 
heated steam,  simple  vs.  compound,    condensing  Vs.  non-condensing,  with  and 
without  jackets,  triple  and  quadruple  regenerative. 

(1)  Trans.  A.  8.  M.  E.,  Proc.  Inst  M.  E.,  Zeits.  Ver.  Beutsch.  Ing.,  etc.  (See 
The  Engineering  Digest,  November,  1908,  p.  542.)  (2)  Proc.  Inst.  Medi.  Eng.,  from  1889. 
(3)  Engine  Tests,  by  Geo.  H.  Barrus.  (4)  8team  Turbines,  190(5,  208-267.  (5)  He- 
searches  in  Experimental  Steam  Engineering.  (6)  Peabody,  Thermodynamics,  1907, 
244 ;  White,  Jour.  Am.  Soc.  Nav.  Engrs.,  X.  (7)  Trans.  A.  S.  M.  E.,  XXX,  6,  811. 
(8)  Ewing,  The  Steam  Engine,  1906,  177.  (9)  Denton,  Tlie  Stevens  Institute  Indi- 
cator, January,  1905.  (10)  Trans.  A.  S.  M.  E.,  XXIY,  1274.  (11)  Denton,  op.  cit. 
(12)  Ewing,  op.  cit.,  180.  (13)  Trails.  A.  S.  M.  E.,  XXI,  1018.  (14)  Ibid.,  XXI,  327. 
(15)  Ibid.,  XXI,  793.  (16)  Ibid.,  XXI,  181.  (17)  Ibid.,  XXVIII,  2,  221.  (18)  Ibid., 
XXV,  264.  (19)  Ibid.,  XXVIII,  2,  225.  (20)  Thomas,  Steam  Turbines,  1906,  212. 
(21)  Power,  November,  1907,  p.  772.  (22)  Proc.  Inst.  Nav.  Archts.,  April  9,  1908. 
(23)  Op.  cit.  (24)  Trans.  A.  S.  M.  E.,  XXV,  745  et  seq.  (25)  Power,  December, 
1907.  (26)  Locomotive  Tests  and  Exhibits,  published  by  the  Pennsylvania  Railroad. 
(27)  Trans.  A.  S.  M.  E.,  XXVI,  054.  (28)  Min.  Proc.  Inst.  C.  E.,  CXIV,  1893. 
(29)  Peabody,  op.  cit.,  p.  296. 


PROBLEMS 

(See  footnote,  Art.  552.) 

1.  Find  the  heat  unit  consumption  of  an  engine  using  30  lb.  of  dry  steam  per 
Ihp.-hr.  at  100  lb.  gauge  pressure,  discharging  this  steam  at  atmospheric  pressure. 
How  much  of  the  heat  (ignoring  radiation  losses)  in  each  pound  of  steam  is  rejected  ? 
What  is  the  quality  of  the  steam  at  release  ? 

{Ans.,  a,  504.4  B.  t.  u.  per  minute  ;  b,  1088.8  B.  t.  u.  ;  c,  93.6  per  cent.) 

2.  What  is  the  mechanical  efficiency  of  an  engine  developing  300  Ihp.,  if  30  hp. 
is  employed  in  overcoming  friction  ?     {Ans.,  90  per  cent.) 

3.  Why  is  it  unprofitable  to  run  multiple  expansion  engines  non-condensing  ? 
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4.  Find  the  heat  unit  consumptions  corresponding  to  the  figures  in  Art.  552  for 
De  Laval  turbines,  assuming  the  vacuum  to  have  been  27  in.  * 

{Ans.,  a,  29*  ;  6,  286  B.  t.  u.  per  minute.) 

5.  Find  the  heat  unit  consumption  for  the  7500-kw.  unit  in  Art.  552. 

(Ans.,  296.3  B.t.u.) 

6.  Estimate  the  probable  limit  of  boiler  efficiency  of  the  plant  on  the  S.S. 
Lusitania,  if  the  coal  contained  14,200  B.  t.  u.  per  lb. 

{Ans.,  if  engine  thermal   efficiency  were  0.20,  mechanical   efficiency   0.90,    the 
boiler  efficiency  must  have  been  at  least  0.69.) 

7.  Determine  from  data  given  in  Art.  553  whether  a  coal  consumption  of  2.27 
lb.  per.  Ihp.-hr.  is  credible  for  a  locomotive. 

8.  Using  values  given  for  the  coal  consumption  and  mechanical  efficiency,  with 
how  little  coal  (14.000  B.  t.u.  per  pound),  might  a  locomotive  travel  100  miles  at  a 
speed  of  50  miles  per  hour,  while  exerting  a  pull  at  the  drawbar  of  22,0001b.  ?  Make 
comparisons  with  Problem  8,  Chapter  II,  and  determine  the  possible  efficiency  from 
coal  to  drawbar.     {Ans.,  a,  14,755  lb. ;  &,  7.2  per  cent.) 

9.  An  engine  consumes  220  B.  t.  u.  per  Ihp.-min.,  360  B.  t,  u.  per  kw.-min.  of 
generator  output.  The  generator  efficiency  is  0.93.  What  is  the  mechanical 
efficiency  of  the  direct-connected  unit  ?     {Ans.,  ^8  per  cent.) 

10.  From  Fig.  271,  plot  a  curve  showing  the  variation  in  steam  consumption  per 
kw.-hr.  as  the  load  changes. 

11.  An  engine  works  between  150  and  2  lb.  absolute  pressure,  the  mechanical 
efficiency  being  0.75.  What  is  the  desirable  ratio  of  (hyperbolic)  expansion,  friction 
losses  alone  being  considered,  and  clearance  being  ignored  ?^{Ans.,  12.25.) 

12.  If  the  mechanical  efficiency  of  a  rotative  engine  is  0.85,  what  should  be  its 
mechanical  efficiency  when  directly  driving  an  air  compressor,  based  on  the  minimum 
values  of  Art.  558  ?     {Ans.,  0.94.) 

13.  In  the  jacket  of  an  engine  there  are  condensed  310  lb.  of  steam  per  hour, 
the  steam  being  initially  4  per  cent  wet.  The  jacket  supply  is  at  150  lb.  absolute 
pressure,  and  the  jacket  walls  radiate  to  the  atmosphere  52  B.  t.  u.  per  minute.  How 
much  heat,  per  hour,  is  supplied  by  the  jackets -to  the  steam  in  the  cylinder  ? 

14.  A  plant  consumes  1.2  lb.  of  coal  (14,000  B.  t.  u.  per  lb.)  per  brake  hp.-hr. 
What  is  the  thermal  efficiency  ? 

*  Vacua  are  measured  downward  from  atmospheric  pressure.  One  atmosphere  = 
14.690  lb.  per  square  hich  =  —29.921  inches  of  (mercury)  vacuum.  If  p  =  absolute 
pressure,  pounds  per  square  inch,  ?;  =  vacuum  in  inches  of  mercury, 


v  =  29.921 


14.696 


\        14.696/ 


^  =  59:921  (29-921-»). 


CHAPTER   XVI 

THE   STEAM  POWER  PLANT 

560.  Fuels.  The  complex  details  of  steam  plant  management  arise 
largely  from  differences  in  the  physical  and  chemical  constitution  of 
fuels.  "  Plard"  coal,*  for  example,  is  compact  and  hard,  while  soft  coal  is 
friable ;  the  latter  readily  breaks  up  into  small  particles,  while  the  former 
maintains  its  initial  form  unless  subjected  to  great  intensity  of  draft. 
Hard  coal,  therefore,  requires  more  draft,  and  even  then  burns  much  less 
rapidly  than  soft  coal ;  and  its  low  rate  of  combustion  leads  to  important 
modifications  in  boiler  design  and  operation  in  cases  where  it  is  to  be  used. 
Soft  coal  contains  large  quantities  of  volatile  hydrocarbons ;  these  distill 
from  the  coal  at  low  temperature,  but  will  not  remain  ignited  unless  the 
temperature  is  kept  high  and  an  ample  quantity  of  air  is  supplied.  The 
smaller  sizes  of  anthracite  coal  are  now  the  cheapest  of  fuels,  in  propor- 
tion to  their  heating  value,  along  the  northern  Atlantic  seaboard ;  but  the 
supply  is  limited  and  the  cost  increasing.  In  large  city  plants,  where 
fixed  charges  are  high,  soft  coal  is  often  commercially  cheaper  on  account 
of  its  higher  normal  rate  of  combustion,  and  the  consequently  reduced 
amount  of  boiler  surface  necessary.  The  sacrifice  of  fuel  economy  in 
order  to  secure  commercial  economy  with  low  load  factors  is  strikingly 
exemplified  in  the  "double  grate"  boilers  of  the  Philadelphia  Rapid 
Transit  Company  and  the  Interborough  Rapid  Transit  Company  of  New 
York  (1). 

561.  Heat  Value.  The  heat  value  or  heat  of  combustion  of  a  fuel  is  determined 
by  completely  burning  it  in  a  calorimeter,  and  noting  the  rise  in  temperature  of  the 
calorimeter  water.  The  result  stated  is  the  number  of  heat  units  evolved  per  pound 
with  products  of  combustion  cooled  down  to  32°  F.  Fuel  oil  has  a  heat  value 
upward  of  18,000  B.  t.  u.  per  pound;  its  price  is  too  high,  in  most  sections  of  the 
country,  for  it  to  compete  with  coal.  Wood  is  in  some  sections  available  at  low 
cost;  its  heat  value  ranges  from  6500  to  8500  B.  t.  u.  The  heat  values  of  com- 
mercial coals  range  from  8800  to  15,000  B.  t.  u.  Specially  designed  furnaces  are 
usually  necessary  to  burn  wood  economically. 

*  A  coal  may  be  called  hard^  or  anthracite,  when  from  89  to  100  per  cent  of  its 
combustitle  infixed  (non-volatile,  micombined)  carbon.  If  this  percentage  is  between 
83  and  89,  the  coal  is  semi-bituminous ;  if  less  than  83,  it  is  bituminous^  or  soft. 
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TABLE— COMBUSTION  DATA  FOR  VARIOUS  FUELS 

Symbol. 

Equivalent  Reaction. f 

B.  t.  u. 
per  Lb. 

Hydrogen 

Carbon 

H 
C 
C 

CO 
C2H2 
CH4 
C2H4 

s 

CeHu 

H2+0  =  H20 
C+0=CO 

C+02=C02 

C0+0  =  C02 

C2H2+05=2C02+H20 

CH4-!~04  =  C02+2H20 
C2H4+06  =  2C02+2H20 

S+02=S02 

C6Hi4+Oi9  =  6C02+7H20 

62,100t 

4,450 

14,500 

4,385 

21,400t 

23,842  J 

21,250t 

4,100 

19,000J 

Carbon. . 

Carbon  monoxide 

Acetylene 

Methane 

Ethylene 

Sulphur 

Gasolene* 

*  Gasolene  is  a  variable  mixture  of  hydrocarbons,  CeHu  being  a  probable  approximate  formula. 

t  The  number  of  atoms  in  the  molecule  is  disregarded. 

t  These  figures  represent  the  "  high  values."  When  hydrogen,  or  a  fuel  containing  hydrogen, 
is  burned,  the  maximum  heat  is  evolved  if  the  products  of  combustion  are  cooled  below  the  tem- 
perature at  which  they  condense,  so  that  the  latent  heat  of  vaporization  is  emitted.  The  "  low 
heat  value  "  would  be  (970.4  Xw)  B;  t.  u.  less  than  the  high  value  when  w  is  the  weight  in  pounds 
of  steam  formed  during  the  combustion,  if  the  final  temperatures  of  the  products  of  combustion 
were  the  same  in  both  "  high  "  and  "  low  "  determinations.  When  the  products  of  combustion 
are  permanent  gases  there  is  no  distinction  of  heat  values. 

561-7.  Computed  Heat  Values.  When  a  fuel  contains  hydrogen  and  carbon 
only,  its  heat  value  may  be  computed  from  those  of  the  constituents.  If  oxygen 
also  is  present,  the  heat  of  combustion  is  that  of  the  substances  uncombined  with 
oxygen.  Thus  in  the  case  of  cellulose,  CeHioOs,  the  hydrogen  is  all  combined  with 
oxygen  and  unavailable  as  a  fuel.  The  carbon  constitutes  the  y^s  =0.444  part 
of  the  substance,  by  weight,  and  the  computed  heat  value  of  a  pound  of  cellulose 
is  therefore  0.444X14,500  =  6430  B.  t.  u. 

The  heat  of  combustion  of  a  compound  may,  however,  differ  from  that  of  the 
combustibles  which  it  contains,  because  a  compound  must  be  decomposed  before 
it  can  be  burned,  and  this  decomposition  may  be  either  exothermic  (heat  emitting) 
or  endothermic  (heat  absorbing).  In  the  case  of  acetylene,  C2H2,  for  example,  if 
the  heat  evolved  in  decomposition  is  3200  B.  t.  u.,  the  ''  high  "  heat  of  combustion 
is  computed  as  follows: 

C=  fix  14,500  =13,400 

H  =  2^6X62,100  =  4,790 

Heat  of  decomposition  =  3,200 


Heat  value 


=  21,390 


With  an  endothermic  compound  the  heat  of  combustion  will  of  course  be  less 
than  that  calculated  from  the  combustibles  present. 

Suppose  0.4  cu.  ft.  of  gas  to  be  burned  in  a  calorimeter,  raising  the  temperature 
of  10  lb.  of  water  25°  F.  The  heat  absorbed  by  the  water  is  10X25  =  250  B.  t.  u., 
and  the  heat  value  of  the  gas  is  250-^0.4=^^-5  B.  t.  u.  per  cu.  ft.  If  the  tempera- 
ture of  the  gas  at  the  beginning  of  the  operation  were  40°  F.,  and  its  pressure  30.5 
ins.  of  mercury,  then  from  the  relation 

PF_pv         30.5  V   ^   29.92  v 
T   ~   t'       40+460  ~  32+460' 


40+460 
y  =  1.00iy,. 
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we  find  that  a  cubic  foot  of  gas  under  the  assigned  conditions  would  become  1.001 
cu.  ft.  of  gas  under  standard  conditions  (32°  F.  and  29.92  in.  barometer).  The 
heat  value  per  cubic  foot  under  standard  conditions  would  then  be  625  ^1.001  =  621^. If. 
B.  t.  u. 

These  are  the  "  high  "  heat  values.  Suppose,  during  the  combustion,  sV  lb. 
of  water  to  be  condensed  from  the  gas,  at  100°  F.  Taking  the  latent  heat  at  970.4 
and  the  heat  evolved  in  coohng  from  212°  to  100°  at  112  B.  t.  u.,  the  heat  con- 
tributed during  condensation  and  cooling  would  be  0.05(970.4  +  112)  =54.12  B.  t.  u., 
and  the  "  low  "  heat  value  of  the  gas  under  the  actual  conditions  of  the  experiment 
would  be  625-54.12=570.55  B.  t.  u. 

The  tabulated  "  heat  value  "  of  a  fuel  is  usually  the  amount  of  heat  hberated 
by  1  lb.  thereof  when  it  and  the  air  for  combustion  are  supplied  at  32°  F.  and  atmos- 
pheric pressure,  and  when  the  products  of  combustion  are  completely  cooled  down 
to  these  standard  conditions.  In  most  applications,  the  constituents  are  supplied 
at  a  temperature  above  32°  F.,  and  the  products  of  combustion  are  not  cooled  down 
to  32°  F.  Two  corrections  are  then  necessary:  an  addition,  to  cover  the  heat 
absorbed  in  raising  the  supplied  fuel  and  air  from  32°  to  their  actual  temperatures, 
and  a  deduction,  equivalent  to  the  amount  of  heat  which  would  be  liberated  by  the 
products  of  combustion  in  cooling  from  their  actual  condition  to  32°. 

562.  Boiler  Room  Engineering.  While  the  limit  of  progress  in  steam  engine 
economy  has  apparently  been  almost  realized,  large  opportunities  for  improvement 
are  offered  in  boiler  operation.  This  is  usually  committed  to  cheap  labor,  with 
insufficient  supervision.  Proper  boiler  operation  can  often  cheapen  power  to  a 
greater  extent  than  can  the  substitution  of  a  good  engine  for  a  poor  one.  New 
designs  and  new  test  records  are  not  necessary.  Efficiencies  already  reported 
equal  any  that  can  be  expected;  but  the  attainment  of  these  efficiencies  in  ordi- 
nary operation  is  essential  to  the  continuance  in  use  of  steam  as  a  power  produc- 
ing medium. 


563.  Combustion.  One  pound  of  pure  carbon  burned  in  air  uses 
lb.  of  oxygen,  forming  a  gas  consisting  of  3.67  lb.  of  carbon  dioxide 
8.90  lb.  of  nitrogen. 
If  insufficient  air 
is  supplied,  the 
amount  of  carbon 
dioxide  decreases, 
some  carbon  mon- 
oxide being 
formed.  If  the  air 
supply  is  50  per 
cent,  deficient,  no 
carbon  dioxide  can 
(theoretically  at 
least)  be  formed. 
With  air  in  excess, 
additional    free  ----112111111111^111 

1  .  .  AIR  SUPPLY  .•PERCENTAGE  OF  AWT  THEOR.  NECESSARY  FOR  COME5USTIOM 

oxygen  and  nitro-  ^      ^  , 

''  Fig.  273.    Arts.  5(i3,  564.  —  Air  Supply  and  Combustion. 
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gen  will  be  found  in  the  products  of  combustion.  Figure  273  illus- 
trates the  percentage  composition  by  volume  of  the  gases  formed  by 
combustion  of  pure  carbon  in  varying  amounts  of  'air.  The  propor- 
tion of  carbon  dioxide  reaches  a  maximum  when  the  air  supply  is  just 
right. 

564.  Temperature  Rise.  In  burning  to  carbon  dioxide,  each  pound  of 
carbon  evolves  14, 500  B.  t.  u.  In  burning  the  carbon  monoxide,  only  4450 
B.  t.  u.  are  evolved  per  pound.  Let  IF  be  the  weight  of  gas  formed  per 
pound  of  carbon.  A'^its  mean*  specific  heat,  T—^  the  elevation  of  tempera- 
ture produced ;  then  for  combustion  to  carbon  dioxide,  T  —  t  =  — '- and 

4450  '^^^ 

for  combustion  to  carbon  monoxide,  T  —  t  = .     The  rise  of  tempera- 

WK 

ture  is  much  less  in  the  latter  case.  As  air  is  supplied  in  excess,  W 
increases  while  the  other  quantities  on  the  right-hand  sides  of  these  equa- 
tions remain  constant,  so  that  the  temperature  rise  similarly  decreases. 
The  temperature  elevations  are  plotted  in  Fig.  273.  The  maximum  rise 
of  temperature  occurs  when  the  air  supply  is  just  the  theoretical  amount. 

565.  Practical  Modifications.  These  curves  truly  represent  the 
phenomena  of  combustion  only  when  the  reactions  are  perfect.  In 
practice,  the  fuel  and  air  are  somewhat  imperfectly  mixed,  so  that  we 
commonly  find  free  oxygen  and  carbon  monoxide  along  with  carbon 
dioxide.  The  presence  of  even  a  very  small  amount  of  carbon  monoxide 
appreciably  reduces  the  evolution  of  heat.  The  best  results  are  obtained 
by  supplying  some  excess  of  air;  instead  of  the  theoretical  11.57  lb., 
about  16  lb.  may  be  supphed,  in  good  practice.  In  poorly  operated 
plants,  the  air  supply  may  easily  run  up  to  50  or  ev^en  100  lb.,  the 
percentage  of  carbon  dioxide,  of  course,  steadily  decreasing.     Gases 

*  ^  is  quite  variable  for  wide  temperature  ranges.  (See  Art.  63.)  In  general,  it 
may  be  written  as  a±ht  or  as  azkbt^cP  where  a,  b  and  c  are  constants  and  t  the 
temperature  range  from  some  experimentally  set  state.    For  accurate  work,  then 


)"«?  rti         rti  rti 

Kdt=  I     adt±  I     htdt±  (    cPdt 
ti  Jh  Jti  Jh 


■■a{t,-t,)±-(t,^-t,^)±^{t,^-t,^), 


the  last  term  disappearing  when  K  may  be  written  as  a  functioUf  of  the  first  power 
only  of  the  temperature. 
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containing  10  per  cent  of  dioxide  by  volume  are  usually  considered 
to  represent  fair  operation. 


566.  Distribution  of  Heat.  Of  the  heat  supphed  to  the  boiler  by  the  fuel,  a 
part  is  employed  in  making  steam,  a  small  amount  of  fuel  is  lost  through  the  grate 
bars,  some  heat  is  transferred  to  the  external  atmosphere,  and  some  is  carried  away 
by  the  heated  gases  leaving  the  boiler.  This  last  is  the  important  item  of  loss. 
Its  amount  depends  upon  the  weight  of  gases,  their  specific  heat  and  temperature. 
The  last  factor  we  aim  to  fix  in  the  design  of  the  boiler  to  suit  the  specific  rate  of 
combustion;  the  specific  heat  we  cannot  control;  but  the  weight  of  gas  is  determined 
solely  by  the  supply  of  air,  and  is  subject  to  operating  control. 


Efficient  operation  involves  the  minimum  possible  air  supply  in 
excess  of  the  theoretical  requirement;  it  is  evidenced  by  the  percentage 
of  carbon  dioxide  in  the  discharged  gases.  If  the  air  supply  be  too 
much  decreased,  however,  combustion  may  be  incomplete,  forming 
carbon  monoxide,  and  another  serious  loss  will  be  experienced,  due 
to  the  potential  heat  carried  off  by  the  gas. 


567.  Air  Supply  and  Draft.  The  draft  necessary  is  determined  by  the 
physical  nature  of  the  fuel;  the  air  supply,  by  its  chemical  composition.  The 
two  are  not  equivalent;  soft  coal,  for  example,  requires  little  draft,  but  ample  air 
supply.  The  two  should  be  subject  to  separate  regulation.  Low  grade  anthracite 
requires  ample  draft,  but  the  air  supply  should  be  closely  economized.  If  forced 
draft,  by  steam  jet,  blower,  or  exhauster,  is  employed,  the  necessary  head  or 
pressure  should  be  provided  without  the  delivery  of  an  excessive  quantity  or 
volume  of  air. 

Drafts  required  vary  from  about  0.1  in.  of  water  for  free-burning  soft  coal  to 
1.0  in.  or  more  for  fine  anthracite.  A  chimney  is  seldom  designed  for  less  than 
0.5  in.,  nor  forced  blast  apparatus  for  less  than  0.8  in. 


568.  Types  of  Boiler.  Boilers  are  broadly  grouped  as  fire-tube  or 
water-tube,  internally  or  externally  fired.  A  type  of  externally  fired  water- 
tube  boiler  has  been  shown  in  Fig.  233.  In  this,  the  Babcock  and  Wilcox 
design,  the  path  of  the  gases  is  as  described  in  Art.  508.  The  feed  water 
enters  the  drum  6  at  29,  flows  downward  through  the  back  water  legs 
at  a,  and  then  upward  to  the  right  along  the  tubes,  the  high  tem- 
perature zone  at  1  compelUng  the  water  above  it  in  tubes  to  rise.  Figure 
274  shows  the  horizontal  tubular  boiler,  probably  most  generally  used  in  this 
country.  The  fire  grate  is  at  S.  The  gases  pass  over  the  bridge  wall  O,  under 
the  shell  of  the  boiler,  up  the  back  end  Y,  and  to  the  right  through  tubes  run- 
ning from   end  to  end  of  the  cyhndrical  shell.     The  tubes  terminate  at  C,  and 
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the  gases  pass  up  and  away.     Feed  water  enters  the  front  head,  is  carried  in  the 
pipe  about  two  thirds  of  the  distance  to  the  back  end,  and  then  falls,  a  compensating 


upward  current  being  generated  over  the  grate.  This  is  an  externally  fired  fire-tube 
boiler.  Figure  275  shows  the  well-known  locomotive  boiler,  which  is  internally  fired. 
The  coldest  part  of  this  boiler  is  at  the  end  farthest  from  the  grate,  on  the  exposed 
sides.  The  feed  is  consequently  admitted  here.  Figure  276  shows  a  boiler  com- 
monly used  in  marine  service.  The  grate  is  placed  in  an  internal  furnace  ;  the 
gases  pass  upward  in  the  back  end,  and  return  through  the  tubes.  The  feed  pipe 
is  located  as  in  horizontal  tubular  boilers. 
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569.   Discussion. 


The  internally  fired  boiler  requires  no  brick  furnace 

setting,  and  is   compact. 
The  water-tube  boiler  is 
rather  safer  than  the  fire- 
tube,    and    requires    less 
?     space.      It  can   be   more 
^^     readily    used   with    high 
§      steam  pressures.    The  im- 
^^     portant  points  to  observe 
I      in   boiler   types    are    the 
c      paths  of  the  gases  and  of 
i      the    water.       The    gases 

1  should,  for  economy,  im- 

2  pin  ge  upon  and  thoroughly 
g  circulate  about  all  parts 
.^  of  the  heating  surface; 
's  the  circulation  of  the 
^  water  for  safety  and  large 
»-  capacity  should  be  posi- 
I  tive  and  rapid,  and  the 
g  cold  feed  water  should  be 
^  introduced  at  such  a  point 
:       as  to  assist  this   circula- 

CO 

0  tion. 

CO 

1  There  is  no  such  thing 
o  as  a  "most  economical 
^  type"  of  boiler.  Any 
fH  type  may  be  economical 
o  if  the  proportions  are 
©  right.  The  grade  of  fuel 
S  used  and  the  draft  attain- 
o  able  determine  the  neces- 

3  sary  area  of  grate  for  a 
'.  given  fuel  consumption. 
o  The  heating  surface  must- 
^  be  sufficient  to  absorb  the 

heat  liberated  by  the  fuel, 
i:^      The    higher    the   rate    of 

2  combustion  (pounds  of  fuel 
burned  per  square  foot  of 
grate  per  hour),  the  greater 
the  relative  amount  of 
heating  surface  necessary. 
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LON.GJTUDINAL  SECTION 

Fig.  27G.     Art.  568.  —  Marine  Boiler.     (The  Bigelow  Company.) 

Rates  of  combustion  range  from  12  lb.  with  Ioav  grade  hard  coal  and 
natural  draft  up  to  30  or  40  lb.  with  soft  coal ;  *  the  corresponding  ratios 
of  heating  surface  to  grate  surface  may  vary  from  30  up  to  60  or  70. 
The  best  economy  has  usually  been  associated  with  high  ratios.  The 
rate  of  evaporation  is  the  number  of  pounds  of  water  evaporated  per 
square  foot  of  heating  surface  per  hour;  it  ranges  from  3.0  upward,  de- 
pending upon  the  activity  of  circulation  of  water  and  gases,  f  An  effective 
heating  surface  usually  leads  to  a  low  flue-gas  temperature  and  relatively 
small  loss  to  the  stack.  Small  tubes  increase  the  efficiency  of  the  heat- 
ing surface  but  may  be  objectionable  with  certain  fuels.  Tubes  seldom 
exceed  20  ft.  in  length.  In  water-tube  boilers,  the  arrangement  of  tubes 
is  important.  If  the  bank  of  tubes  is  comparatively  wide  and  shallow, 
the  gases  may  pass  off  without  giving  up  the  proper  proportion  of  their 
heat.     If  the  bank  is  made  too  high  and  narrow,  the  grate  area  may  be 


*  Much  higher  rates  are  attained  in  locomotive  practice ;  and  in  torpedo  boats, 
with  intense  draft,  as  much  as  200  lb.  of  coal  may  be  burned  per  square  foot  of  grate 
per  hour. 

■j-  Former  ideas  regarding  economical  rates  of  evaporation  and  boiler  capacity  are 
being  seriously  modified.  Bone  has  found  in  "surface  combustion'''  with  gas  fired 
boilers  an  efficiency  of  0.94  to  be  possible  with  an  evaporation  rate  of  21.6  lb.  (See 
Fower,  Nov.  21,  1911,  Jan.  16,  1912.) 
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too  much  restricted.    The  gases  must  not  be  allowed  to  reach  the  flue 
too  quickly. 

570.  Boiler  Capacity.  A  boiler  evaporating  3450  lb.  oi  water  per 
hour  from  and  at  212°  F.  performs  970.4X778X3450=2,600,000,000 
foot-pounds  of  work,  or  1300  horse  power.  No  engine  can  develop 
this  amount  of  power  from  3450  lb.  of  steam  per  hour;  the  power 
developed  by  the  engine  is  very  much  less  than  that  by  the  boiler  which 
supplies  it.  Hence  the  custom  or  rating  boilers  arbitrarily.  By  defini- 
tion of  the  American  Society  of  Mechanical  Engineers,  a  boiler  horse 
power  means  the  evaporation  of  34^  lb.  of  water  per  hour  from  and  at 
212°  F.  This  rating  w^as  based  on  the  assumption  (true  in  1876,  when 
the  original  definition  was  estabhshed)  that  an  ordinary  good  engine 
required  about  this  amount  of  steam  per  horse  power  hour.  This 
evaporation  involves  the  liberation  of  about  33,000  B.  t.  u.  per  hour. 
Under  forced  conditions,  however,  a  boiler  ma}^  often  transmit  as  many 
as  25  B.  t.  u.  per  square  foot  of  surface  per  hour  per  degree  of  tem- 
perature difference  on  the  two  sides  of  its  surface. 

571.  Limit  of  Efficiency.  The  gases  cannot  leave  the  boiler  at  a 
lower  temperature  than  that  of  the  steam  in  the  boiler.  Let  t  be  the 
initial  temperature  of  the  fuel  and  air,  x  the  temperature  of  the  steam, 
and  T  the  temperature  attained  by  combustion ;  then  if  W  be  the 
weight  of  gas  and  K  its  specific  heat,  assumed  constant,  the  total 
heat  generated  is  WK{T—  ^),  the  maximum  that  can  be  utilized  is 
WKi^T—  x)^  and  the  limit  oi  efficiency  is 

T-x 
T-t 

In  practice,  we  have  as  usual  limiting  values  ^=4850,  rc=350,  ^  =  60  ; 
whence  the  efficiency  is  0.94:  — -a  value  never  reached  in  practice. 

572.  Boiler  Trials.  A  standard  code  for  conducting  boiler  trials  has 
been  published  by  the  American  Society  of  Mechanical  Engineers  (2). 
A  boiler,  like  any  mechanical  device,  should  be  judged  by  the  ratio  of  the 
work  which  it  does  to  the  energy  it  uses.  This  involves  measuring  the 
fuel  supplied,  determining  its  heating  value,  measuring  the  water  evaporated, 
and  the  pressure  and  superheat,  or  wetness,  of  the  steam.  The  result 
is  usually  expressed  in  pounds  of  dry  steam  evaporated  per  pound  of  coal 
from  and  at  212°  F.,  briefly  called  the  equivalent  evaporation. 

Let  the  factor  of  evaporation  be  F.  If  IF  pounds  of  water  are  fed  to 
the  boiler  per  pound  of  coal  burned,  the  equivalent  evaporation  is  FW , 
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If  C  be  the  heating  value  per  pound  of  fuel,  the  efficiency  is  970  FW-'-C. 
Many  excessively  high  values  for  efficiency  have  been  reported  in  con- 
sequence of  not  correcting  for  wetness  of  the  steam;  the  proportion 
of  wetness  may  range  up  to  i  per  cent  in  overloaded  boilers.  The 
highest  well-confirmed  figures  give  boiler  efficiencies  of  about  83  per 
cent.  The  average  efficiency,  considering  all  plants,  probably  ranges 
from  0.10  to  0.60. 

573.  Checks  on  Operation.  A  careful  boiler  trial  is  rather  expensive,''and 
must  often  interefere  with  the  operation  of  the  plant.  The  best  indication  of  cur- 
rent efficiency  obtainable  is  that  afforded  by  analysis  of  the  flue  gases.  It  has 
been  sho-^Ti  that  maximum  efficiency  is  attained  when  the  percentage  of  carbon 
dioxide  reaches  a  maximum.  Automatic  instruments  are  in  use  for  continuously 
determining  and  recording  the  proportion  of  this  constituent  present  in  flue  gases. 

575.  Chimney  Draft.  In  most  cases,  the  high  temperature  of  the  flue  gases 
leaving  the  boiler  is  utihzed  to  produce  a  natural  upward  draft  for  the  maintenance 
of  combustion.  At  equal  temperatures,  the  chimney  gas  would  be  heavier  than  the 
external  air  in  the  ratio  (n  +  1)  -=-n,  where  n  is  the  number  of  pounds  of  air  suppHed 
per  pound  of  fuel.     If  T,  t  denote  the  respective  absolute  temperatures  of  air  and 


gas,  then,  the  density  of  the  outside  air  being  1,  that  of  the  chinmey  gas  is 


t(^)- 


At  60°  F.,  the  volume  of  a  pound  of  air  is  13  cu.  ft.     The  weight  of  gas  in  a  chimney 
of  cross-sectional  area  A  and  height  H  is  then 


The  "  pressure  head,"  or  draft,  due  to  the  difference  in  weight  inside  and  outside 
is,  per  unit  area, 

This  is  in  pounds  per  square  foot,  if  appropriate  units  are  used ;  drafts  are,  how- 
ever, usually  stated  in  "  inches  of  water,"  one  of  which  is  6qual  to  5.2  lb.  per  square 
foot.  The  force  of  draft  therefore  depends  directly  on  the  height  of  the  chimney ; 
and  since  n  +  1  is  substantially  equal  to  n,  maximum  draft  is  obtained  when  T-^t 
is  a  minimum,  or  (since  T  is  fixed)  when  t  is  a  maximum;  in  the  actual  case, 
however,  the  quantity  of  gas  passing  would  be  seriously  reduced  if  the  value  of  t 
were  too  high,  and  best  results  (3),  so  far  as  draft  is  concerned,  are  obtained  when 
t:  r::25:12. 

To  determine  the  area  of  chimney:  the  velocity  of  the  gases  is,  in  feet  per 
second, 

v=\/2~^  =  8.03  Va  =  8.03\^^' 


h  being  the  head  corresponding  to  the  net  pressure  p  and  density  d  of  the  gases  in 
the  chimney.     Also 


\    n   ) 


CHIMNEY  DESIGN  425 

Then  if  C  lb.  of  coal  are  to  be  burned  per  hour,  the  weight  of  gases  per  second  is 

-3600"'  ^^'''  ^^^^^^  ^^  -3600T' 
and  the  area  of  the  chimney,  in  square  feet,  is 

3600  d   ^^W|- 

A  slight  increase  may  be  made  to  allow  for  decrease  of  velocity  at  the  sides.  The 
results  of  this  computation  will  be  in  line  mth  those  of  ordinary  "  chimney  tables," 
if  side  friction  be  ignored  and  the  air  supply  be  taken  at  about  75  lb.  per  pound 
of  fuel. 

576.  Mechanical  Draft.  In  lieu  of  a  chimney,  steam-jet  blowers  or  fans  may 
be  employed.  These  usually  cost  less  initially,  and  more  in  maintenance.  The 
ordinary  steam-jet  blower  is  wasteful,  but  the  draft  is  independent  of  weather  con- 
ditions, and  may  be  greatly  augmented  in  case  of  overload.     The  velocity  of  the 

air  moved  by  a  fan  is  , 

^     -^  v=\^2  gh, 

where  h  is  the  head  due  to  the  velocity,  equal  to  the  pressure  divided  by  the 
density.     Then  r--  ^.^^^ 

If  a  be  the  area  over  which  the  discharge  pressure  p  is  maintained,  the  work 
necessary  is  W  =  pav  =dav^ -^  2  g. 

We  may  note,  then,  that  the  velocity  of  the  air  and  the  amonnt  delivered 
vary  as  the  peripheral  speed  of  the  wheel,  its  pressure  as  the  square,  and  the 
power  consumed  as  the  cube,  of  that  speed.  Low  peripheral  speeds  are 
therefore  economical  in  power.  They  are  usually  fixed  by  the  pressure 
required,  the  fan  width  being  then  made  suitable  to  dehver  the  required 
volume. 

577.  Forms  of  Fan  Draft.  The  air  may  be  blown  into  a  closed  fire  room  or 
ash  pit  or  the  flue  gases  may  be  sucked  out  by  an  induced  draft  fan.  In  the  last 
case,  the  high  temperature  of  the  gases  reduces  the  capacity  of  the  fan  by  about 
one  half;  i.e.,  only  one  half  the  weight  of  gas  will  be  discharged  that  would  ba 
dehvered  at  60°  F.  Since  the  density  is  inversely  proportional  to  the  absolute 
temperature,  the  required  pressure  can  then  be  maintained  only  at  a  considerable 
increase  in  peripheral  speed;  which  is  not,  however,  accompanied  by  a  concordant 
increase  in  power  consumption.  Induced  draft  requires  the  handhng  of  a  greater 
weight,  as  well  as  of  a  gi-eater  volume  of  gas,  than  forced  draft;  the  necessary  pres- 
sure is  somewhat  greater,  on  account  of  the  frictional  resistance  of  the  flues  and 
passages;  high  temperatures  lead  to  mechanical  difficulties  with  the  fans.  The 
difficulty  of  regulating  forced  draft  has  nevertheless  led  to  a  considerable  appHca- 
tion  of  the  induced  system. 

578.  Furnaces  for  Soft  Coal ;  Stokers.  Mechanical  stokers  are  often  used  when 
soft  coal  is  employed  as  fuel.  Besides  saving  some  labor,  in  large  plants  at  least, 
they  give  more  perfect  combustion  of  hydrocarbons,  with  reduced  smoke  produc- 
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tion.  Figure  277  shows,  incidentally,  a  modern  form  of  the  old  "  Dutch  oven  " 
principle  for  soft  coal  firing.  The  flames  are  kept  hot,  because  they  do  not  strike 
the  relatively  cold  boiler  surface  until  combustion  is  complete.  Fuel  is  fed  alter- 
nately to  the  two  sides  of  the  grate,  so  that  the  smoking  gases  from  one  side  meet 
the  hot  flame  from  the  other  at  the  hot  baffling  "  wing  walls  "  a,  h.     The  principle 


^y/y//y/^//y/4^  i  z^^A  i^^?^ 


Fig.  277.    Arts.  578,  579.  —  Sectional  Elevation  of  Foster  Superheater  combined  with  Boiler 
and  Kent  Wing  Wall  Furnace.     (Power  Specialty  Company.) 


-fc  7L////.y///A.-^-^,y7T^r^:yZ-7-rr\ 


FiQ.  27§.    Art8.  578,  579.— Babcock  and  Wilcox  Boiler  with  Chain  Grate  Stoker  and 

Superheater. 
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involved  in  the  attempt  to  abate  smoke  is  that  of  all  mechanical  stokers,  which 
may  be  grouped  into  three  general  types.  In  the  chain  grate,  coal  is  carried  forward 
continuously  on  a  moving  chain,  the  ashes  being  dropped  at  the  back  end.  The 
gases  from  the  fresh  fuel  pass  over  the  hotter  coke  fire  on  the  back  portion  of  the 
grate.  (See  Fig.  278.)  The  second  type  comprises  the  inclined  grate  stokers. 
The  high  combustion  chamber  above  the  lower  end  of  the  grate  is  a  decided  advan- 
tage with  many  types  of  boilers.  The  smoke  is  distilled  off  at  the  "  coking  plate." 
The  underfeed  stoker  feeds  the  coal  by  means  of  a  worm  to  the  under  side  of  the  fire, 
and  the  smoke  passes  through  the  incandescent  fuel.  All  stokers  have  the  advantage 
of  making  firing  continuous,  avoiding  the  chilhng  effect  of  an  open  fire  door.  Among 
soft  coal  furnaces  not  associated  with  stokers,  one  of  the  best  known  is  the  Hawley 
down  draft.  In  this,  there  are  two  grates,  coal  being  fired  on  the  upper,  through 
which  the  draft  is  downward.  Partially  consumed  particles  of  coal  (coke)  fall 
through  the  bars  to  the  lower  gate,  where  they  maintain  a  steady  high  temperature 
zone  through  which  the  smoking  gases  from  the  upper  grate  must  pass  on  their 
way  to  the  flue, 

579.  Superheaters  ;  Types.  Superheating  was  proposed  at  an  early  date,  and 
given  a  decided  impetus  by  Hirn.  After  1870,  as  higher  steam  pressures  were 
introduced,  superheating  was  partially  abandoned.     Lately,  it  has  been  reintro- 


FlG.  279.     Art.  579.  —  Cole  Superheater.     (American  Locomotive  Company.) 


duced,  and  the  use  of  superheat  is  now  standard  practice  in  France  and  Germany, 
while  being  quite  widely  approved  in  this  country.  Superheaters  may  be  sepa- 
rately fired,  steam  from  a  boiler  being  passed  through  an  entirely  separate  machine, 
or,  as  is  more  common,  steam  may  be  carried  away  from  the  water  to  some  space 
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provided  for  it  within  the  boiler  setting  or  flue,  and  there  heated  by  the  partially 
spent  gases.  When  it  is  merely  desired  to  dry  the  steam,  the  "  superheater  "  may 
be  located  in  the  flue,  using  waste  heat  only.  When  any  considerable  increase 
of  temperature  is  desired,  the  superheater  should  be  placed  in  a  zone  of  the 
furnace  where  the  temperature  is  not  less  than  1000°  F.  With  a  difference  in 
mean  temperature  between  gases  and  steam  of  400°  F.,  from  4  to  5  B.  t.  u.  may  be 
transmitted  per  degree  of  mean  temperature  difference  per  square  foot  of  surface 
per  horn-  (4).     According  to  Bell,  if  aS  =  amount  of  superheat,  deg.  F.,  T  =  temperature 

of  flue  gases  reaching  superheater,  «  =  tem- 
perature of  saturated  steam,  x  =  sq.  ft.  of 
superheater  surface  per  boiler  horsepower; 

lO^Sf 


2{T-l)-S 


Fig.  280.    Art.  579.- 


The  location  of  the  Babcock  and  Wilcox 
superheater  is  shown  in  Fig.  277;  a  similar 
arrangement,  in  which  the  chain  grate 
stoker  is  incidentally  represented,  is  shown 
in  Fig.  278.  In  locomotive  service  (in  which 
superheat  has  produced  unexpectedly 
large  savings)    Field  tubes    may  be  em- 

_,  ploved,  as  in  Fig.  279,  the  steam  emerging 

Superheater  Element,  r     "^    ^u     u    i        ^  j  •      xu         u 

from  the  boiler  at  a,  and  passmg  through 

pecia  y    ompany.;  ^^^  header  6  to  the  small  tubes  c,  c,  c,  in 

the  fire  tubes  d,  d,  d  (5). 

A  typical  superheater  tube  or  "  element  "  is  shown  in  Fig.  280.     This  is  made 

double,  the  steam  passing  through  the  annular  space.     Increased  heating  surface 

is  afforded  by  the  cast  iron  rings  a,  a.     In  some  single-tube  elements,  the  heating 

surface  is  augmented  by  internal  longitudinal  ribs.     The  tubes  should  be  located 

so  that  the  wettest  steam  will  meet  the  hottest  gases. 

680.  Feed-water  Heaters.  In  Fig.  233,  the  condensed  water  is  returned  directly 
from  the  hot  well  24,  by  way  of  the  feed  pump  IV,  to  the  boiler.  This  water  is 
seldom  higher  in  temperature  than  125°  F.  A  considerable  saving  may  be  effected 
by  using  exhaust  steam  to  further  heat  the  water  before  it  is  delivered  to  the  boiler. 
The  device  for  accomplishing  this  is  called  the  feed-water  heater.  With  a  condens- 
ing engine,  as  shown,  the  water  supply  may  be  drawn  from  the  hot  well  and  the 
necessary  exhaust  steam  supplied  by  the  auxiliary  exhausts  27  and  31;  1  lb.  of 
steam  at  atmospheric  pressure  should  heat  about  9.7  lb.  of  water  through  100°. 
Accurately,  W(xL-}-h—qc)  =w{Q—q),  in  which  W  is  the  weight  of  steam  condensed, 
X  is  its  dryness,  L  its  latent  heat,  h  its  heat  of  liquid,  and  w  is  the  weight  of  feed 
water,  the  initial  and  final  heat  contents  of  whi(^h  are  respectively  q  and  Q.  The 
heat  contents  of  the  steam  after  condensation  are  ^o-     Then 

Q-q 


With  non-condensing  engines,  the  exhaust  steam  from  the  engines  themselves  is 
used  to  heat  the  cold  incoming  water, 
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581.  Types.  Feed-water  heaters  may  be  either 
"  open,"  the  steam  and  water  mixing,  or 
"  closed,"  the  heat  being  transmitted  through 
the  surface  of  straight  or  curved  tubes,  through 
which  the  water  circulates.  Figure  281  shows  a 
closed  heater;  steam  enters  at  A  and  emerges 
at  B,  water  enters  at  C,  passes  through  the 
tubes  and  out  at  D.  The  openings  E,  E  are 
for  drawing  off  condensed  steam.  An  open 
heater  is  shown  in  Fig.  282.  Water  enters 
through  the  automatically  controlled  valve  a, 
steam  enters  at  b.  The  water  drips  over  the 
trays,  becoming  finelj^  divided  and  effectively 
heated  by  the  steam.  At  c  there  is  provided 
storage  space  for  the  mixture,  and  at  d  is  a  bed 
of  coke  or  other  absorbent  materia],  through 
which  the  water  filters  upward,  passing  out  at  e. 
The  open  heater  usually  makes  the  water  rather 
hotter,  and  lends  itseK  more  readily  to  the  re- 
claiming of  hot  drips  from  the  steam  pipes, 
returns  from  heating  systems,  etc.,  than  a  heater 
of  the  closed  tj^e.  Live  steam  is  sometimes 
used  for  feed- water  heating;  the  greater  effective- 
ness of  the  boiler-heating  surface  claimed  to  arise 
from  introducing  the  water  at  high  temperature 
has  been  disputed  (6) ;  but  the  high  temperatures 
possible  with  hve  steam  are  of  decided  value  in 
removing  dissolved  soUds,  and  the  waste  of  steam 
may  be  only  slight.  Closed  heaters  are,  of  course, 
used  for  this  service,  as  also  with  the  isodiabatic 
multiple  expansion  cycle  described  in  Art.  550. 
Removal  of  some  of  the  suspended  and  dissolved 


Fig. 


281.    Art.  581.— Wheeler 
Feed  Water  Heater. 


Fig.  282.  Art.  581.  —  Open  Feed 

Heater. 

(Harrison  Safety  Boiler  Works.) 


soHds  is  also  possible  in  ordinary  open-exhaust  steam 
heaters.  Various  forms  of  feed-water  filters  are  used, 
with  or  without  heaters. 

582.  The  Economizer.  This  is  a  feed-water 
heater  in  which  the  heating  medium  is  the  waste  gas 
discharged  from  the  boiler  furnace.  It  may  increase 
the  feed  temperature  to  300°  F.  or  more,  whereas  no 
ordinary  exhaust  steam  heater  can  produce  a  tem- 
perature higher  than  212"  F.  The  gain  by  heating 
feed  water  is  about  1  B.  t.  u.  per  pound  of  water  for 
each  degree  heated;  or  since  average  steam  contains 
1000  B.  t.  u.  net,  it  is  about  1  per  cent  for  each  10° 
that  the  temperature  is  raised ;  precisely,  the  gain  is 
(H—h)-^Q,  in  which  Q  is  the  total  heat  of  the  steam 
gained  from  the  temperature  of  feed  to  the  state  at 
evaporation  and  h  and  H  the  total  heats  in  the  water 
before  and  after  heating.    If  T,  t  be  the  temperatui-es 
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of  flue  gases  and  steam,  respectively,  W  the  weight,  and  K  the  mean  specific  heat 
of  the  gases  (say  about  0.24),  then  the  maximum  saving  that  can  be  effected  by  a 

perfect  economizer  is  WK(T—t). 
Good  operation  decreases  W  and  T 
and  thus  makes  the  possible  sav- 
ing small.  A  typical  economizer 
installation  is  shown  in  Fig.  283; 
arrangement  is  always  made  for 
by-passing  the  gases,  as  shown,  to 
permit  of  inspecting  and  cleaning. 
The  device  consists  of  vertical  cast- 
iron  tubes  with  connecting  headers 
at  the  ends,  the  tubes  being  some- 
times staggered  so  that  the  gases 
will  impinge  against  them.  The 
external  surface  of  the  tubes  is 
kept  clean  by  scrapers,  operated 
from  a  small  steam  engine.  The 
tubes  obstruct  the  draft,  and  some 
form  of  mechanical  draft  is  em- 
ployed in  conjimction  with  econo- 
mizers. From  3^  to  5  sq.  ft.  of 
economizer  surface  are  ordinarily 
used  per  boiler  horse  power.  The 
rate  of  heat  transmission  (B.  t.  u. 
per  square  foot  per  degree  of  mean 
temperature  difference  per  hour)  is 
usually  around  2.0. 

683.  Miscellaneous  Devices. 
A  steam  separator  is  usually  placed 
on  the  steam  pipe  near  the  engine. 
This  catches  and  more  or  less 
thoroughly  removes  any  condensed 
steam,  which  might  otherwise  cause 
damage  to  the  cylinder.  Steam 
meters  are  being  introduced  for 
approximately  indicating  the 
amount  of  steam  flowing  through 
a  pipe.  Some  of  them  record  their 
indications  on  a  chart.  Feed-water 
measuring  tanks  are  sometimes  in- 
stalled, where  periodical  boiler 
trials  are  a  part  of  the  regular 
routine.  The  steam  loop  is  a  de- 
vice for  retm-ning  condensed  steam 
direct  to  the  boiler.  The  drips  are 
piped  up  to  a  convenient  height, 
and  the  down  pipe  then  forms  a  radiating  coil,  in  which  a  considerable  amount  of 
condensation  occurs.     The  weight  of  this  column  of  water  in  the  down  pipe  offsets 
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a  corresponding  difference  in  pressure,  and  permits  the  return  of  drips  to  the 
boiler  even  when  their  pressure  is  less  than  the  boiler  pressure.  The  ordinary 
steam  trap  merely  removes  condensed  water  without  permitting  the  discharge  of 
uncondensed  steam.  Oil  separators  are  sometimes  used  on  exhaust  pipes  to  keep 
back  any  traces  of  cyHnder  oil. 

684.  Condensers.  The  theoretical  gain  by  running  condensing  is  shown  by 
the  Carnot  formula  (T—t)-~T.  The  gain  in  practice  may  be  indicated  on  the 
PV  diagram,  as  in  Fig.  ^284.  The  shaded  area  represents 
work  gained  due  to  condensation;  it  may  amount  to  10 
or  12  lb.  of  mean  effective  pressure,  which  means  about 
a  25  per  cent  gain,  in  the  case  of  an  ordinary  simple 
engine.*  This  gain  is  principally  the  result  of  the  intro- 
duction of  cooling  water,  which  usually  costs  merely  the 
power  to  pump  it;  in  most  cases,  some  additional  power 
is  needed  to  drive  an  air  pump  as  well. 

In  the  surface  condenser  the  steam  and  the  water  do 
not  come  into  contact,  so  that  impure  water  may  be  used,  pj^  284.  Art.  584.— Sav- 
as  at  sea,  even  when  the  condensed  steam  is  returned  to  ing  Due  to  Condensation, 
the   boilers,  t     Such   a    condenser   needs   both   air  and 

circulating  pumps.  The  former  ordinarily  carries  away  air,  vapor  and  condensed 
steam.  In  some  cases,  the  discharge  of  condensed  steam  is  separately  cared  for 
and  the  dry  vacuum  pump  (which  should  always  be  piped  to  the  condenser  at  a  point 
as  far  as  possible  from  the  steam  inlet  thereto)  handles  only  air  and  vapor. 

The  amount  of  condensing  surface  should  be  computed  from  Orrok's  formula 
(Jour.  A.S.M.  E.,  XXXII,  11) :  _ 

Cr^mVv 


[7  =  630 


where  C/  =  B.  t.  u.  transmitted  per  sq.  ft.  of  surface   per  hour  per  degree  of  mean 
temperature  difference  between  steam  and  water; 
C  =  a  cleanhness  coefficient  (tubes),  between  1.0  and  0.5; 
r-  =  ratio  of  partial  pressure  of  steam  to  the  total   absolute  pressure  in  the 
condenser,   depending    on  the   amount  of    air   present,   and   varying 
from  1.0  to  0; 
w  =  a  coefficient  depending  upon  the  material  of  the  tubes;    1.0  for  copper, 
0.63  for  Shelby  steel,  0.98  for  admiralty,  etc.,  ranging  down  to  0.17  for 
a  tube  vulcanized  on  both  sides,    all   of  these  figures  being  for  new 
metal.     Corrosion  or  pitting  may  reduce  the  value  of  m  50  per  cent; 
F  =  velocity  of  water  in  tubes,  ft.  per  sec,  usually  between  3  and  12; 
Twj^mean  temperature  difference  between  steam  and  water,   deg.  F.     For 
T'n»  =  18.3  (corresponding  with  28"  vacuum,  70°  temperature  of  inlet 
water,  90°  temperature   of  outlet   water),  this  becomes  435Cr^mvF. 
The  former  approximate  expression  of  Whitham  (7)_was 

S  =  WL^180{T-t), 

*  In  the  case  of  the  turbine,  good  vacuum  is  so  important  a  matter  that  extreme 
refinement  of  condenser  design  has  now  become  essential. 

f  There  is  always  an  element  of  danger  involved  in  returning  condensed  steam 
from  reciprocating  engines  to  the  toilers,  on  account  of  the  cylinder  oil  which  it 
contains. 
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where  S  was  the  condenser  surface  in  sq.  ft.,  W  the  weight^of  steam  condensed, 
lb.  per  hour,  L  the  latent  heat  at  the  temperature  T  of  the  steam,  and  t  the  mean 
temperature  of  circulating  water  between  inlet  and  outlet.  With  the  same  nota- 
tion, Orrok's  formula  gives 

TFL   ^      WL 

UTm     UiT-ty 


nearly. 


With  C  =  0.8,  r  =  0.8,  m  =  0.50,  Tm  =  1S.2,  7  =  16,   V  becomes  approximately  180, 
as  in  the  Whitham  formula. 

I^et  u,  U  be  the  initial  and  final  temperatures  of  the  water;  thefi  the  weight  w  of 
water  required  per  hour  is  WL-i-{U—u).  The  weight  of  water  is  often  permitted 
to  be  about  40  times  the  weight  of  steam,  a  considerable  excess  being  desirable. 
The  outlet  temperature  of  the  water  in  ordinary  surface  condensers  will  be  from 
15°  to  40°  below  that  of  the  steam.  The  direction  of  flow  of  the  water  should 
be  opposite  to  that  of  the  steam. 

The  jet  condenser  is  shown  in  Fig.  285.  The  steam  and  water  mix  in  a  chamber 
above  the  air  pump  cylinder,  and  this  cyhnder  is  utiHzed  to  draw  in  the  water,  if 
the  Uft  is  not  excessive.  Here  U  =  T;  the  supply  of  water  necessary 
is  less  than  in  surface  condensers.  With  ample  water  supply,  the 
surface  condenser  gives  the  better  vacuum.  The  boilers  may  be 
fed  from  the  hot  well,  as  in  Fig.  233  (which  shows  a  jet  condenser 
installation),  only  when  the  condensing  water  is  pure. 

The  siphon  condenser  is  shown  in  Fig.  286.     Condensation  occurs 
in  the  nozzle,  a,    and   the   fall   of   water   through   b  produces  the 
vacuum.    To  preserve  this,  the  lower  end  of  the  discharge  pipe  must 
be  sealed  as  shown.     The  vacuum  would  draw  water  up  the  pipe  b 
and  permit  it  to  flow  over  into  the  engine,  if  it  were  not  that  the 
length  cd  is   made  34  ft.  or  more,  thus   giving  a  height  to  which 
the  atmospheric  pressure  cannot  force  the  water.     Excellent  results 
have  been  obtained  with  these  con- 
densers   without   vacuum   pumps. 
In  some  cases,  however,   a  "dry" 
vacuum   pump  is  used  to  remove 
air   and    vapor    from    above    the 
nozzle.     The  device  is  then  called 
a  barometric  condenser.  The  vacuum 
will  lift  the   inlet  water   about  20 
ft.,  so  that,  unless  the  suction  head 
is  greater  than  this,  no  water  sup-  Fig.  285.    Art.  584. — Horizontal  Independent  Jet 
ply    pump    is    required    after    the  Condenser, 

condenser  is  started. 

Either  the  jet  or  the  siphon  (or  barometric)  condenser  requires  a  larger  air  pump 
than  a  surface  condenser.  Experience  has  shown  that  there  will  be  present  1  cu. 
ft.  of  free  air  (Art.  187)  per  10  to  50  cu.  ft.  of  water  entering  the  air  pump  of  a  surface 
condenser  or  per  30  to  150  cu.  ft.  of  water  entering  a  jet  or  barometric  condenser. 
The  surface  condenser  air  pump  handles  the  condensed  steam  only;  the  other 
condensers  add  the  circulating  water  (which  may  be  20  to  40  times  this)  to  the  steam. 
The  volume  of  air  at  the  low  absolute  pressure  prevailing  in  the  condenser  is  large, 
and  the  necessity  for  reducing  the  partial  pressure  due  to  air  has  led  to  the  employ- 
ment of  pumps  still  larger  than  the  influence  of  air  voluma  alone  would  warrant. 
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(For  a  discussion  of  air  pump  design  and  the  importance  of  clearance  in  connection 
with  high  vacuums,  see  CarduUo,  Practical  Thermodynamics,  1911,  p.  210.) 

685.   Evaporative  Condensers;  Cooling  Towers.    Steam  has  occasionally  been 
condensed  by  allowing  it  to  pass  through  coils  over  which  fine  streams,  of  water 


trickled.  The  evaporation  of  the 
water  (which  may  be  hastened  by  a 
fan)  cools  the  coils  and  condenses  the 
steam,  which  is  drawn  off  by  an  air 
pump.  With  ordinary  condensers 
and  a  limited  water  supply  cooling 
towers  are  sometimes  used.  These 
may  be  identical  in  construction 
with  the  evaporative  condensers, 
excepting  that  warm  water  enters 
the  coils  instead  of  steam,  to  be 
cooled  and  used  over  again;  or 
they  miay  consist  of  open  wood 
mats  over  which  the  water  falls 
as  in  the  open  type  of  feed-water 
heater.  Evaporation  of  a  portion 
of  the  water  in  question  (which 
need  not  be  a  large  proportion  of 
the  whole)  and  warming  of  the 
air  then  cools  the  remainder  of 
the  water,  the  cooling  being  facili- 
tated by  placing  the  mats  in  a 
cylindrical  tower  through  which  ^iq 
there  is  a  rapid  upward  current  of 
air,  naturally  or  artificially  produced  (8). 
tower. 


iie//efVa/ve 


286.    Art.  58i.^Bulkley  Injector  Coudenser. 
The  cooling  pond  (8a)  is  equivalent  to  a 


586.  Boiler  Feed  Pump.  This  may  be  either  steam-driven  or  power-driven 
(as  may  also  be  the  condenser  pumps).  Steam-driven  pumps  should  be  of  the 
duplex  type,  with  plungers  packed  from  the  outside,  and  with  individually  acces- 
sible valves.  If  they  are  to  pump  hot  water,  special  materials  must  be  used  for 
exposed  parts.  The  power  pump  has  usually  three  single-acting  water  cylinders. 
There  is  much  discussion  at  the  present  time  as  to  the  comparative  economy  of 
steam-  and  power-driven  auxiliaries.  The  steam  engine  portion  of  an  ordinary 
small  pump  is  extremely  inefficient,  while  power-driven  pumps  can  be  operated,  at 
little  loss,  from  the  main  engines.  The  general  use  of  exhaust  steam  from  aux- 
iliaries for  feed-water  heating  ceases  to  be  an  argument  in  their  favor  when  econo- 
mizers are  used ;  and  in  large  plants  the  difference  in  cost  of  attendance  in  favor 
of  motor-driven  auxiliaries  is  a  serious  item. 


587.  The  Injector.  The  pump  is  the  standard  device  for  feeding  stationary 
boilers;  the  injector,  invented  by  Giffard  about  1858,  is  used  chiefly  as  an  auxil- 
iary, although  still  in  general  application  as  the  prime  feeder  on  locomotives.     It 
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consists  essentially  of  a  steam  nozzle,  a  combining  chamber,  and  a  delivery  tube. 
In  Fig.  287,  steam  enters  at  A  and  expands  through  B,  the  amount  of  expansion 
being  regulated  by  the  valve  C.  The  water  enters  at  D,  and  condenses  the 
steam  in  E.  We  have  here  a  rapid  adiabatic  expansion,  as  in  the  turbine;  the 
ve  ocity  of  the  water  is  augmented  by  the  impact  of  the  steam,  and  is  in  turn  con- 
verted into  pressure  at  F.  In  starting  the  injector,  the  water  is  allowed  to  flow 
away  through  G ;  as  soon  as  the  velocity  is  sufficient,  this  overflow  closes.  An  in- 
jector of  this  form  will  lift  the  water  from  a  reasonably  low  suction  level ;  when 
the  water  flows  to  the  device  by  gravity,  the  valve  C  may  be  omitted. 


^c//er 


Fig.  287.     Art.  587.  —  lujector. 


A  self-starting  injector  is  one  in  which  the  adjustment  of  the  overflow  at  G  is 
automatic.  The  ejector  is  a  similar  device  by  which  the  lifting  of  water  from 
a  well  or  pit  against  a  moderate  delivery  head  (or  none)  is  accomplished.  The 
siphon  condenser  (Art.  584)  involves  an  application  of  the  injector  principle.  The 
double  injector  is  a  series  of  successive  injectors,  one  discharging  into  another. 

588.  Theory.  Tet  x,  L,  Ji  be  the  state  of  the  steam,  ^the  heat  in  the 
water,  and.  v  its  velocity ;  Q  the  heat  in  the  discharged  water  at  its  veloc- 
ity V.  The  heat  in  one  pound  of  steam  is  xL-\-h]  the  heat  in  one  pound 
of  water  supplied  is  .H,  and  its  kinetic  energy -j;^  ^  2  gr ;  the  heat  in  one 
pound  of  discharge  is  Q,  and  its  kinetic  energy  V^  -r-  2  g.  Let  each  pound 
of  steam  draw  in  y  pounds  of  water ;  then 
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The  values  of  -—  and  --  may  ordinarily  be  neglected,  and 

_xL-\-]i  —  Q 
y~     Q-H~- 

In  another  form,  y(Q—  II)=  ^'^  +  ^^  —  Q^  oi'  the  heat  gained  by  the  water 
equals  that  lost  by  the  steam.  This,  while  not  rigidly  correct,  on  account 
of  the  changes  in  kinetic  energy,  is  still  so  nearly  true  that  the  thermal 
efficiency  of  the  injector  may  be  regarded  as  100  per  cent ;  from  this  stand- 
point, it  is  merely  a  live-steam  feed-water  heater. 

589.  Application.  The  formula  given  shows  at  once  the  relation  between 
steam  state,  water  temperature,  and  quantity  of  water  per  pound  of  steam.  As 
the  water  becomes  initially  hotter,  less  steam  is  required ;  but  injectors  do  not 
handle  hot  water  well.  Exhaust  steam  may  be  used  in  an  injector :  the  pressure 
of  discharge  is  determined  by  the  velocity  induced,  and  not  at  all  by  the  initial 
pressure  of  the  steam;  a  large  steam  nozzle  is  required,  and  the  exhaust  injector 
will  not  ordinarily  lift  its  own  water  supply. 

590.  Efficiency.  Let  S  be  the  head  against  which  discharge  is  made ; 
then  the  work  done  ^^er  pound  of  steam  is  {l-\-y)S  foot-pounds ;  the 
efficiency  is  S{1  +y)-r-  {xL  +  h—  Q),  ordinarily  less  than  one  per  cent. 

This  is  of  small  consequence,  as  practically  all  of  the  heat  not  changed  to 
work  is  returned  to  the  boiler.  Let  W  be  the  velocity  of  the  steam  issuing  from 
the  nozzle ;  then,  since  the  momentum  of  a  system  of  elastic  bodies  remains  con- 
stant during  impact,  W  -\-  yv  =(1  -\- y)V.  The  value  of  W  may  be  expressed  in 
terms  of  the  heat  quantities  by  combining  this  equation  with  that  in  Art.  588.  The 
other  velocities  are  so  related  to  each  other  as  to  give  orifices  of  reasonable  size. 
The  practical  proportioning  of  injectors  has  been  treated  by  Kneass  (9). 

(1)  Finlay,  Proc.  A.  I.  E.  E.,  1007.  (2)  Trans.  A.  S.  M.  E.,  XXI,  34.  (3)  Ran- 
kine,  The  Steam  Engine,  1807,  289,  (4)  Longridge.  Proc.  Inst.  M.  E.,  1806,  175. 
(5)  Trans.  A.  S.  M.  E.,  XXVIII,  10,  1606.  (6)  Bilbrough,  Power,  May  12,  1008, 
p.  729.  (7)  Trans.  A.  S.  M.  E.,  IX,  431.  (8)  Bibbins,  Trans.  A.  S.  M.  E.,  XXXI, 
11;  Spangler,  Applied  Thermodynamics,  1910,  p.  152.  (8a)  CarduUo,  Practical 
Thermodynamics,  1911,  p.  264.     (9)  Practice  and  Theory  of  the  Injector. 

SYNOPSIS  OF   CHAPTER   XVI 

Hard  coal  requires  high  draft ;  soft  coal,  a  liigh  rate  of  air  supply. 

In  spite  of  its  higher  cost,  commercial  factors  sometimes  make  soft  coal  the  cheaper 

fuel. 
Heating  values:  fuel  oil,  18,000;  wood,  6500-8500;  coals,  8800-15,000;  B.  t.u.  per 

lb.     Method  of  computing  heat  value. 
The  proportion  of  carbon  dioxide  in  the  flue  gases  reaches  a  maximum  when  the  air 

supply  is  just  right  ;  this  is  also  the  condition  of  maximum  temperature   and 

theoretical  efficiency. 


436  APPLIED  THERMODYNAMICS 

Advance  in  steam  power  economy  is  a  matter  of  regulation  of  air  supply  ;  economy 

may  be  indicated  by  automatic  records  of  carbon  dioxide. 
Types  of  boiler :  water-tube,  horizontal  tubular,  locomotive,  marine  ;  conditions  of 

efficiency. 
Attention  should  be  given  to  the  circulation  of  the  gases  and  water. 
A  boiler  7ip.  =  34i  lb.  of  water  per  hour  from  and  at  212°  F.,    approximately  33, Ono 

B.  t.  u.  per  hour. 

7" ^ 

Limit  of  efficiency  = ;  say  0.94  ;  never  reached  in  practice. 

Boiler  eiUciencii  =  -; -. — - — ^     usually  0.40  to  O.GO  ;  may  be  0.83. 

^  "^        heat  m  ±uel 

Furnace  efficiency  :=  l^^^r^_gases       jj^^^.^^  ^^^^^^^^  efficiency  .=  ^^^at  in  steam , 
heat  m  fuel  heat  in  gases 

Chimney  draft  =  h\i~^-  (''^-tl]  j  -  13 ;  area  =  ^(i^±Il  ^  8.03^/P  . 


t  \     n     J  ]  3G00  d  \  ^ 

Fan  draft :  v—V^Tgfi^  p  =  — ,  W=  ^^^  ;  slow  speeds  advantageous. 
2^  2(/ 

In  induced  draft,  the  fan  is  between  the  furnace  and  the  chimney  ;  in  forced  draft,  it 

delivers  air  to  the  ash  pit. 
Mechanical  stokers  (inclined  grate,  chain  grate,  underfeed),  used  with  soft  coal,  aim 

to  give  space  for  the  hydrocarbonaceous  flame  without  permitting  it  to  impinge  on 

cold  surfaces. 
Superheaters  may  be  located  in  the  flue,  or,  if  much  superheating  is  required,  may  be 

separately  fired.     About  5  B.  t.  u.  may  be  the  transmission  rate. 

Feed-ioater  heaters  may  be  open  or  closed:  w  =  —^ — ~  ^^'  ;  for  open  heaters,  q^  —  Q. 

The   economizer  uses  the   waste  heat   of  the   flue  gases  :   saving  per  pound  of  fuel 

=  WK{T—t).     From  3^  to  5  sq.  ft.  of  surface  per  boiler  hp. 

Condensers     may    be     surface,     jet,     evaporative,    or    siphon;    w  =  WL-i-{U—u]; 

Cr^my/^ 
S  =  WL -7-  IT{  T—  t';   IT  =  630 — -^ — .    The  siphon  condenser  may  operate  with- 

out  a  vacuum  pump. 
The  use  of  steam-driven  auxiliaries  affords  exhaust  steam  for  feed-water  heating. 

The     injector    converts    heat    energy    into    velocity :    y  =  — pr — —^ ;    efficiency   = 

q-±L 

^(^+y)    .   w+2jv  =  {l+y)V. 
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PROBLEMS 

1.  One  pound  of  pure  carbon  is  burned  in  16  lb.  of  air.  Assuming  reactions  to 
be  perfect,  find  the  percentage  composition  of  the  flue  gases  and  the  rise  in  tempera- 
ture, the  specific  heats  being,  CO2,  0.215  ;  N,  0.245  ;  O,  0.217. 

2.  A  boiler  evaporates  3000  lb.  of  water  per  hour  from  a  feed-water  temperature 
of  200°  F.  to  dry  steam  at  160  lb.  pressure.     What  is  its  horse  power? 

3.  In  Problem  1,  what  proportion  of  the  whole  heat  in  the  fuel  is  carried  away 
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in  the  flue  gases,  if  their  temperature  is  600°  F.,  assuming  the  specific  heats  of  the 
gases  to  be  constant  ?     The  initial  temperature  of  the  fuel  and  air  supplied  is  0°  F. 

4.  The  boiler  in  Problem  2  burns  350  lb.  of  coal  (14,000  B.  t.  u.  per  pound)  per 
hour.     What  is  its  efficiency  ? 

5.  In  Problem  1,  if  the  gas  temperature  is  600°  F.,  the  air  temperature  60°  F., 
compare  the  densities  of  the  gases  and  the  external  air.  What  must  be  the  height  of 
a  chimney  to  produce,  under  these  conditions,  a  draft  of  1  in.  of  water  ?  Find  the 
diameter  of  the  (round)  chimney  to  bum  5000  lb.  of  coal  per  hour.  (Assume  a  75 
lb.  air  supply  in  finding  the  diameter.) 

6.  Two  fans  are  offered  for  providing  draft  in  a  power  plant,  15,000  cu.  ft.  of 
air  being  required  at  1^  oz.  pressure  per  minute.  The  first  fan  has  a  wheel  30  in.  in 
diameter,  exerts  1  oz.  pressure  at  740  r.  p.  m.,  delivers  405  cu.  ft.  per  minute,  and 
consumes  0.16  hp.,  both  per  inch  of  wheel  width  and  at  the  given  speed.  The  second 
fan  has  a  54-inch  wheel,  runs  at  410  r.  p.  m.  when  exerting  1  oz.  pressure,  and 
delivers  726  cu.  ft.  per  minute  with  0.29  hp.,  both  per  inch  of  wheel  width  and  at  the 
given  speed.  Compare  the  widths,  speeds,  peripheral  speeds,  and  power  consump- 
tions of  the  two  fans  under  the  required  conditions. 

7.  Dry  steam  at  350°  F.  is  superheated  to  450°  F.  at  135  lb.  pressure.  The  flue 
gases  cool  from  900°  F.  to  700°  F.  Find  the  amount  of  superheating  surface  to  pro- 
vide for  3000  lb.  of  steam  per  hour,  and  the  weight  of  gas  passing  the  superheater. 
If  180  lb.  of  coal  are  burned  per  hour,  what  is  the  air  supply  per  pound  of  coal  ? 

8.  Water  is  to  be  raised  from  60°  F.  to  200°  F.  in  a  feed-water  heater,  the  weight 
of  water  being  10,0001b.  per  hour.  Heat  is  supplied  by  steam  at  atmospheric  pres- 
sure, 0.95  dry.  Find  the  weight  of  steam  condensed  (a)  in  an'  open  heater,  (6)  in  a 
closed  heater.     Find  the  surface  necessary  in  the  latter  (Art.  584). 

9.  In  Problem  3,  what  would  be  the  percentage  of  saving  due  to  an  economizer 
which  reduced  the  gas  temperature  to  400°  F.  ? 

10.  An  engine  discharges  10,000  lb.  per  hour  of  steam  at  2  lb.  absolute  pressure, 
0.95  dry.  Water  is  available  at  60°  F.  Find  the  amount  of  water  supplied  for  a  jet 
condenser.  Find  the  amount  of  surface,  and  the  water  supply,  for  a  surface  con- 
denser in  which  the  outlet  temperature  of  the  water  is  85°  F.  If  the  surface  con- 
denser is  operated  with  a  cooling  tower,  what  weight  of  water  will  theoretically  be 
evaporated  in  the  tower,  assuming  the  entire  coohng  to  be  due  to  such  evaporation. 
(N.  B.    A  large  part  of  the  cooling  is  in  practice  effected  by  the  air.) 

11.  Find  the  dimensions  of  the  cylinders  of  a  triplex  single-acting  feed  pump  to 
deliver  100,000  lb.  of  water  per  hour  at  60°  F.  at  a  piston  speed  of  100  ft.  per  minute 
and  30  r.  p.  m. 

12.  Dry  steam  at  100  lb.  pressure  supplies  an  injector  which  receives  3000  lb.  of 
water  per  hour,  the  inlet  temperature  of  the  water  being  60°  F.  Find  the  weight  of 
steam  used,  if  the  discharge  temperature  is  165°  F. 

13.  In  Problem  12,  the  boiler  pressure  is  100  lb.  What  is  the  efficiency  of  the 
injector,  considered  as  a  pump  ? 

14.  In  Problem  12,  the  velocity  of  the  entering  water  is  12  ft.  per  second,  that  of 
the  discharge  is  114  ft.  per  second.  Find  the  velocity  of  the  steam  leaving  the 
discharge  nozzle. 

15.  What  is  the  relation  of  altitude  to  chimney  draft  ?  (See  Problem  12,  Chapter 
XIII.) 


138  APPLIED  THERMODYNAMICS 

16.  Circulating  water  pumped  from  a  surface  condenser  to  a  cooling  tower  loses 
4|  per  cent  of  its  weight  by  evaporation  and  is  cooled  to  88°  F.  If  the  loss  is  made 
up  by  city  water  at  55°,  fed  continuously,  what  is  the  temperature  of  the  water 
entering  the  condenser  ? 

17.  Steam  at  100  lb.  absolute  pressure  and  500°  F.  is  used  in  an  open  feed- water 
heater  to  warm  water  from  60°  to  210°.  How  much  water  will  be  heated  by  1  lb. 
of  steam  ? 

18.  Steam  at  150  lb.  absolute  pressure,  2  per  cent  wet,  passes  through  a  super- 
heater which  raises  its  temperature  to  500°  F.  How  much  heat  was  added  to  each 
lb.  of  steam  ? 

19.  20,000  lb.  of  steam  at  150  lb.  absolute  pressure,  2  per  cent  wet,  are  super- 
heated 200°  in  a  separately-fired  superheater  of  0.70  efficiency.  What  weight  of  coal, 
containing  14,000  B.  t.  u.  per  lb.,  will  be  required  ? 


CHAPTER   XYII 

DISTILLATION  — FUSION— LIQUEFACTION   OF   GASES 
Vacuum  Distillation 


Fig.  288. 


WATER  OUTLET 

Art.  591.  — Still. 


591.  The  Still.  Figure  288  represents  an  ordinary  still,  as  used  for 
purifying  liquids  or  for  the  recovery  of  solids  in  solution  by  concentration. 
Externally  applied  heat  evaporates  the  liquid  in  A,  which  is  condensed  at 

H  B.      All   of    the    heat   ab- 

sorbed in  A  is  given  up  at 
B  to  the  cooling  water; 
the  only  wastes,  in  theory, 
arise  from  radiation.  Con- 
ceive the  valve  c  to  be 
closed,  and  the  space  from 
the  liquid  level  d  to  this 
valve  to  be  filled  with  satu- 
rated vapor,  no  air  being 
present  in  any  part  of  the 
apparatus.  Then  w^hen  the 
value  c  is  opened,  a  vacuum  will  gradually  be  formed  throughout  the 
system,  and  evaporation  will  proceed  at  lower  and  lower  temperatures. 

Since  the  total  heat  of  saturated  vapor  decreases  with  decrease  of 
pressure,  evaporation  will  thus  be  facilitated.  In  practice,  however,  the 
apparatus  cannot  be  kept  free  from  air ;  and,  notwithstanding  the  opera- 
tion of  the  condenser,  the  vacuum  would  soon  be  lost,  the  pressure  increas- 
ing above  that  of  the  atmosphere.  This  condition  is  avoided  by  the  use 
of  a  vacuum  pump,  which  may  be  applied  at  e,  removing  air  only;  or,  in 
usual  practice,  at/,  removing  the  condensed  liquid  as  well.  Evaporation 
now  proceeds  continuously  at  low  pressure  and  temperature.  The  possi- 
bility of  utilizing  low-temperature  heat  now  leads  to  marked  economy. 

Solutions  are  usually  assumed  to  contain  about  5  per  cent  of  their  volume  of 
free  air.  The  condenser,  if  of  the  jet  type,  should  be  designed  to  handle  about  150 
times  the  water  volume  of  actual  air;  if  of  the  surface  type  (which  must  be  used 
when  the  distilled  product  is  to  be  recovered),  about  100  times  the  water  volume. 

592.  Application.  Vacuum  distillation  is  employed  on  an  important  scale  in 
sugar  refineries,  soda  process  paper-pulp  mills,  glue  works,  glucose  factories,  for 
the  preparation  of  pure  water,  and  in   the  manufacture  of  gelatine,  malt  extract, 
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wood  extracts,  caustic  soda,  alum,  tannin,  garbage  products,  glycerine,  sugar  of 
milk,  pepsin,  and  licorice.  In  most  cases,  the  multiple-effect  apparatus  is  employed 
(Art.  594). 

593.  Newhall  Evaporator.  This  is  shown  in  Fig.  289.  Steam  is  used 
to  supply  heat ;  it  enters  at  A,  and  passes  through  the  chambers  A^,  A^, 
to  the  tubes  B,  B.  After  passing  through  the  tubes,  it  collects  in  the 
chambers  O",  (7\  from  which  it  is  drawn  off  by  the  trap  D.  The  liquid 
to  be  distilled  surrounds  the  tubes.  The  vapor  forms  in  E,  passes  around 
the  baffle  plate  F  and  out  at  G.  The  concentrated  liquid  is  drawn  off  from 
the  bottom  of  the  machine. 

594.  Multiple -effect  Evaporation.  Conceive  a  second  apparatus 
to  be  set  alongside  that  just  described ;    but  instead  of  supplying 


Fig.  290.    Art.  595.  —  Triple  Effect  Evaporator. 

steam  at  A^  let  the  vapor  emerging  from  Gr  of  the  first  stage  be 
piped  to  A  in  the  second,  and  let  the  liquid  drawn  off  from  the  bot- 
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torn  of  the  first  be  led  into  the  second  ;  then  further  evaporation  may 
proceed  without  the  expenditure  of  additional  heat,  the  liquid  being 
partially  evaporated  and  the  vapor  partially  condensed  by  the  inter- 
change of  heat  in  the  second  stage,  the  i^ressure  in  the  shell  (outside 
the  tubes')  being  less  than  that  in  the  first  stage.  The  construction  will 
be  more  clearly  understood  by  reference  to  Fig.  290  (la). 

595.  Yaryan  Apparatus.  Here  the  heat  is  applied  outside  the  tubes, 
the  Hquid  to  be  distilled  being  inside.  The  liquid  is  forced  by  a  pump 
through  a  small  orifice 
at  the  end  of  the  tube, 
breaking  into  a  fine 
spray  during  its  pas- 
sage. The  fine  sub- 
division and  rapid 
movement  of  the 
liquid  facilitate 
the  transfer  of  heat. 
The  baffle  plates  E, 
E,  Fig.  291,  serve  to 
separate  the  liquid  and 
its  vapor,  the  former 

settling  in  the  chamber  5,  the  latter  passing  out  at  c.  Figure  290  shows  a 
^'  triple-effect "  or  three-stage  evaporator ;  steam  (preferably  exhaust 
steam)  enters  the  shell  of  the  first  stage.  The  liquor  to  be  evaporated 
enters  the  tubes  of  this  stage,  becomes  partly  vaporized,  aud  the  separated 
vapor  and  liquid  pass  off  as  just  described.  From  the  outlet  c.  Fig.  291, 
the  vapors  pass  through  an  ordinary  separator,  which  removes  any  ad- 
ditional entrained  liquid,  discharging  it  back  to  b,  and  then  proceed  to 
the  shell  of  the  second  stage.  Meanwhile  the  liquid  from  the  chamber  h 
of  the  first  stage  has  been  pumped,  through  a  hydrostatic  tube  which 
permits  of  a  difference  in  pressure  in  two  successive  sets  of  tubes,  into  the 
tubes  of  the  second  stage.  As  many  as  six  successive  stages  may  be 
used;*  the  vapors  from  the  last  being  draw^n  off  by  a  condenser  and 
vacuum  pump.  The  hquid  from  the  chamber  6  of  the  last  stage  is  at 
maximum  density. 

596.  Condition   of  Operation.     The  vapor  condensed  in  the  various 
shells  is  ordinarily  water,  which  in  concentrating  operations  may  be 


Fig.  291.    Art.  595.  —  Yaryan  Evaporator. 


*  The  number  of  effects  that  can  be  used  is  limited  by  the  difference  in  tempera- 
ture of  steam  supplied  and  final  condensate  discharged. 
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drawn  off  and  wasted,  or,  if  the  temperature  is  sufficiently  high, 
employed  in  the  power  plant.  The  condenser  is  in  communication 
with  the  last  tubes,  and,  through  them,  with  all  of  the  shells  and  tubes 
excepting  the  first  shell;  but  between  the  various  stages  we  have  the 
heads  of  fiquid  in  the  chambers  b,  which  permit  of  carrying  different 
pressures  in  the  different  stages.  A  gradually  decreasing  pressure 
and  temperature  are  employed,  from  first  to  last  stage;  it  is  this  which 
permits  of  the  further  boihng  of  a  liquid  already  partly  evaporated  in  a 
former  effect.  The  pressure  in  the  tubes  of  any  stage  is  always  less 
than  that  in  the  surrounding  shell;  the  pressure  in  the  shell  of  any 
stage  is  equal  to  that  in  the  tubes  of  the  previous  stage. 

597.  Theory.  Let  Whe  the  weight  of  dry  steam  supplied;  the 
heat  which  it  gives  up  is  WL.  Let  w  be  the  weight  of  liquid  enter- 
ing the  first  stage,  II  its  heat,  and  h  and  I  the  heat  of  the  liquid  and 
latent  heat  corresponding  to  the  pressure  in  the  first-stage  tubes.  If 
X  pounds  of  this  liquid  are  evaporated  in  the  first  stage,  the  heat 
supplied  is  xl  +  w(^h  —  ^),  theoretically  equal  to  WL;  whence 

Then  x  pounds  of  vapor  enter  the  shell  of  the  second  stage,  giving 
up  the  heat  xl.  The  weight  of  liquid  entering  the  tubes  of  the 
second  stage  is  w  —  x.  Let  the  latent  heat  and  heat  of  liquid  at 
the  pressure  in  the  tubes  of  this  stage  be  m  and  i :  then  the  heat  ab- 
sorbed, if  y  pounds  be  evaporated,  is  ym  +  (iv  —  x^(i  —  A),  the  last 
term  being  negative,  since  i  is  less  than  h.     Then 

y  =  [xl  —(w  —  x')(i  —  7i)]  -7-  m. 

Consider  now  a  third  stage.  The  heat  supplied  may  be  taken  at  ym  ; 
the  heat  utilized  at 

zM ^  (w  —  X  —  y)(I—  0, 

(a;  being  the  weight  of  liquid  evaporated,  Mita  latent  heat,  and  Z  the 
corresponding  heat  of  the  liquid), 

whence  z  =  [^m  —  Qiv  —  x  —  y^Ql  —  z)]  -r-  M. 

The  analysis  may  be  extended  to  any  number  of  stages. 

598.  Rate  of  Evaporation.  Ordinarily,  the  evaporated  liquid  is  an  aqueous 
solution ;  the  total  evaporation  per  pound  of  steam  supplied  increases  with  the 
number  of  stages,  being  practically  limited  by  the  additional  constructive  expense 
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and  radiation  loss.  For  a  triple-effect  evaporator,  the  total  evaporation  per  W 
pounds  of  steam  supplied  is  a:  +  y  +  z.  Let  W  =  1,  and  let  the  steam  be  supplied 
at  atmospheric  pressure,  the  vacuum  at  the  condenser  being  0.1  lb.  absolute,  and 
the  successive  shell  pressures  14.7,  8.1,  1.5.  The  pressures  in  the  tuhea  are  then 
8.1,  1.5,  and  0.1 :  whence  Z=  970.4,  Z  =  987.9,  A  =  151.3,  m  =  1027.8,  i  =  81.9,  7=6.98, 
M=  1048.1.  Let  H  be  100,  the  liquid  being  supplied  at  132°  F.  A  definite  re- 
lation must  exist  between  w  and  IV,  in  order  that  the  supply  of  vapor  to  the  last 
effect,  y,  may  be  sufficient  to  produce  evaporation,  yet  not  so  great  as  to  burden  the 
apparatus;  this  is  to  be  determined  by  the  degree  of  concentration  desired  in  any 
particular  case,  whence  a:  -{-  y  +  z  =  (f)w,  in  which  (/)  represents  the  proportion  of 
liquid  to  be  evaporated.  Let  (/)  =  1.0,  as  is  practically  the  case  in  the  distillation 
of  water;  then  w=zx-\-y  +  z.  We  now  have,  x  =  0.982 -0.0521  w,  ?/=0.88  +  0.0211  w, 
z  =  0.726  -I-  0.094  w,  x-{-y-{-z  =  w=:  2.588  -1-  0.063  iv,  whence  w  =  2.76.  This  is 
equivalent  to  about  27.6  lb.  of  water  evaporated  per  pound  of  coal  burned  under 
the  best  conditions.  By  increasing  the  number  of  effects,  evaporation  rates  up  to 
37  lb.  have  been  attained  in  the  triple-effect  machine.  A  sextuple-effect  apparatus 
has  given  an  evaporation  of  45  lb.  of  water  per  lb.  of  combustible  in  the  coal. 

599.  Efficiency.  The  heat  expended  in  evaporation  is  in  this  case  xl-{-ym  +  zM 
=  3080  B.  t.  u.  The  heat  supplied  by  the  steam  was  WL  =  970.4  B.  t.  u.  The 
efficiency  is,  therefore,  apparently  3.18,  a  result  exceeding  unity.  A  large  amount 
of  additional  heat  has,  however,  been  furnished  by  the  substance  itself,  which  is 
dehvered,  not  as  a  vapor,  but  as  a  liquid,  at  the  condenser. 

600.  Water  Supply.  The  condenser  being  supplied  per  pound  of  steam 
supplied  to  the  first  stage  with  v  pounds  of  water,  its  heat  increasing  from 
n  to  JSf,  the  heat  interchange  is  zM=v{N—n),  whence,  v  =  zM^  (N—n),  the 
liquid  being  discharged  at  the  boiling  point  corresponding  to  the  pressure 
in  the  condenser.  In  this  case,  for  N  —  7i  =  25,  v  =  40.2  lb.,  or  the  water 
supply  is  40.2  ~  2.76  =  14.5  lb.  per  pound  of  liquid  evaporated.  Some  ex- 
cess is  allowed  in  practice  :  the  greater  the  number  of  effects,  the  less,  gen- 
erally speaking,  is  the  quantity  of  water  required. 

601.  The  Goss  Evaporator.  This  is  shown  in  Fig.  292.  Steam  enters 
the  first  stage  F  from  the  boiler  G,  say  at  194  lb.  pressure  and  379°  F. 
The  liquid  to  be  evaporated  (water)  here  enters  the  last  stage  A,  say  at 
G2°  F. ;  the  boiling  of  the  liquid  in  each  successive  stage  from  F  to  A 
produces  steam  which  passes  to  the  interior  tube  of  the  next  succeeding 
stage,  along  with  the  water  resulting  from  condensation  in  the  interior  tube 
of  the  previous  stage.  The  condensed  steam  from  the  first  stage,  is,  how- 
ever, returned  to  the  boiler,  which  thus  operates  like  a  house-heating  boiler, 
with  closed  circulation.  Let  1  lb.  of  liquid  be  evaporated  in  F-,  its  pressure 
and  temperature  are  so  adjusted  that,  in  this  case,  the  whole  temperature 
range  between  that  of  the  steam  (379°  F.)  and  that  of  the  liquid  finally  dis- 
charged from  A  (213°  F.)  is  equally  divided  betAveen  the  stages.     The 
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amount  of  vapor  produced  in  any  stage  may  then  be  computed  from  the 
heat  supplied  for  the  assigned  temperature  and  corresponding  pressure. 
Finally,  in  A,  no  evaporation  occurs,  the  incoming  liquid  being  merely 
heated ;  and  it  is  found  that  the  weights  of  discharged  liquid  and  incoming 
liquid  are  equal,  amounting  each  to  4.011  lb.  The  steam  supplied  by  the 
boiler  may  be  computed ;  in  F,  we  condense  steam  at  379°  F.,  at  which  its 
latent  heat  per  pound  is  845.8.  It  is  assuined  that  3  per  cent  of  the  heat 
supplied  in  each  effect  is  lost  by  evaporation;  the  available  heat  in  each  pound 
of  steam  supplied  is  then  0.97  x  845.8  =  820.426.  This  heat  is  expended  in 
evaporating  1  lb.  of  water  at  312.6°  to  dry  steam  at  345.8°,  requiring 

1187.44  -  282.26  ^  905.18  B.  t.  u.,  for  which  "^-^^  =  1.1  lb.  of  steam  are 

'  820.43 

required.      The  whole  evaporation  for  the  six-effect  apparatus  is  — = 

3.646  lb.  per  pound  of  steam.  For  the  secoud  effect,  E,  the  heat  supplied 
is  ^345.8  =  870.66,  gross,  or  0.97  X  870.66  :=  844.54,  net.  The  heat  utilized 
is  1.873(282.22-248.7)  +  (0.873  x  895.18) =844.54.  In  D,  the  heat  supplied 
is  0.97[(0.873  x  Aisi  +  1(316.98  -  282.22)]  --  790.8  ;  that  utilized  is 
2.633(248.7  -  215.3)  +  (0.76  X  918.42)  =  790!8.  The  heat  interchange  is 
perfect ;  it  should  be  noted  that  the  liquid  to  be  evaporated  and  the  heat- 
ing medium  are  moving  in  opposite  directions  This  involves  the  use  of  a 
greater  amount  of  heating  surface,  but  leade,  ,o  higher  efiiciency,  than  the 
customary  arrangement.  An  estimated  ecoi  omy  of  60  lb.  of  water  per 
pound  of  coal  is  possible  with  seven  stages  (1). 

The  Petleton  evaporator,  instead  of  reducing  the  pressure  over  the  liquid  to 
permit  of  easier  vaporization,  mechanically  corn-pressed  the  vapor  previously  removed 
and  thus  enabled  it  to  further  vaporize  the  remaining  liquid.  Steam  was  used  to 
start  the  apparatus.-  The  vapor  generated  was  compressed  by  a  separate  pump  to 
a  higher  pressure  and  temperature  and  was  then  passed  back  through  a  coil  in 
contact  with  the  residual  liquid.  Here  it  gave  up  its  heat  and  was  condensed  and 
trapped  off.  Enough  additional  vapor  was  thus  produced  to  maintain  operation 
without  the  further  supply  of  steam.  With  an  efficient  pump,  the  fuel  consump- 
tion may  be  less  than  half  that  ordinarily  reached  in  triple  effect  machines. 


Fusion 

602.    Change  of  Volume  during  Change  of  State.     The  foimula 

^_^^778Xdr 
T    dP 

was  derived  in  Art.  368.     The  specific  volume  of  a  vapor  below  the  criti- 
cal temperature  exceeds  that  of  the  liquid  from  which  it  is  produced; 
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consequently  V—  v  has  in  all  cases  a  positive  value,  and  hence  — —  must 

be  positive;  i.e.  increase  of  pressure  causes  an  increase  in  temperature. 
It  is  universally  true  that  the  boiling  points  of  substances  are  increased  by 
increase  of  pressure,  and  vice  versa,  at  points  below  the  critical  tempera- 
ture. If  for  any  vapor  we  know  a  series  of  corresponding  values  of  V,  L, 
T,  and  v,  we  may  at  once  find  the  rate  of  variation  of  temperature  with 
pressure. 

603.  Fusion.  The  same  expressio'i  holds  for  the  change  of  state  de- 
scribed as  fusion ;  the  Carnot  cycle,  Figs.  162,  163,  may  represent  melting 
along  ah,  adiabatic  expansion  of  the  liquid  along  he,  solidification  along 
cd,  and  adiabatic  compression  of  the  solid  to  its  melting  point  along  da. 
In  this  case,  Fdoes  not  always  exceed  v ;  it  doesfor  the  majority  of  sub- 
stances, like  wax,  spermaceti,  sulphur,  stearine,  and  paraffin,  which  con- 
tract in  freezing ;  and  for  these,  we  may  expect  to  find  the  melting  point 
raised  by  the  application  of  pressure.  This  has,  in  fact,  been  found  to  be 
the  case  in  the  experiments  of  Bunsen  and  Hopkins  (2).  On  the  other 
hand,  those  few  substances,  like  ice,  cast  iron,  and  bismuth,  which  expand 
in  freezing,  should  have  their  melting  points  lowered  by  pressure  ;  a  result 
experimentally  obtained,  for  ice,  by  Kelvin  (3)  and  Mousson  (4).  The 
melting  point  of  ice  is  lowered  about  0.0135°  F,  for  each  atmosphere  of 
pressure.  The  expansion  of  ice  in  freezing  is  of  practical  consequence.  A 
familiar  illustration  is  afforded  by  the  bursting  of  water  pipes  in  winter. 

604.  Comments.  As  the  result  of  a  number  of  experiments  with  non-metallic 
substances,  Person  (5)  found  the  following  empirical  formula  to  hold  : 

L={C  -c){T+  256), 

in  which  L  is  the  latent  heat  of  fusion,  C,  c  are  the  specific  heats  in  the 
liquid  and  solid  states  respectively,  and  T  the  Fahrenheit  temperature  of  fusion. 
Another  general  formula  is  given  for  metals.  A  body  may  be  reduced  from  the 
solid  to  the  liquid  state  by  solution.  This  operation  is  equivalent  to  that  of  fusion, 
but  may  occur  over  a  wider  range  of  temperatures,  and  is  accompanied  by  the  ab- 
sorption of  a  different  quantity  of  heat.  The  applications  of  the  fundamental 
formulas  of  thermodynamics  to  the  phenomena  of  solution  have  been  sliown  by 
Kirchoff  (6).  The  temperature  of  fusion  is  that  highest  temperature  at  which  the 
substance  can  exist  in  the  solid  state,  under  normal  pressure.  The  latent  heat  of 
fusion  of  ice  has  a  phenomenally  high  value. 
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Liquefaction  of  Gases 

605.    Graphical  Representation.     In  Fig.  293,  let  a  represent  the 
state  of  a  superheated  vapor.     It  may  be  reduced  to  satui-ation,  and 
liquefied,  either  at  constant  pressure,  along  acd^ 
the  temperature  being  reduced,  or  at  constant 
temperature  along  abe^  the  pressure  being  in- 
creased.     After  reaching  the  state  of  satura- 
tion,   any    diminution    of   volume    at    constant 
temperature,  or  any  de- 
crease in  temperature  at 
constant   volume,    must 
produce    partial    lique- 
faction.    Constant  tem- 
perature liquefaction  is  not  applicable  to  gases 
having  low  critical  temperatures.     Thus,  in 


FiG.2i)3.  Art.  605.  — Lique- 
faction of  Superheated 
Vapor. 


Fig.  294,  ah   is  the  liquid  line    and    cd   the  Fig.  294.  Ar+.  60^..— Liqu-fac- 

,,.  p  1  T.1,1,  tion  and  Critical  Temperature. 

saturation  curve  oi  carbon  dioxide,  the  two 

meeting  at  the  critical  temperature  of  88°  F.  From  the  state  e 
this  substance  can  be  liquefied  only  by  a  reduction  in  temperature. 
With  "permanent"  gases,  having  critical  temperatures  as  low  as 
—  200°  C,  an  extreme  reduction  of  temperature  must  be  effected 
before  pressure  can  cause  liquefaction. 

606.  Early  Experiments.  Monge  and  Clouet,  prior  to  1800,  had  liquefied  sul- 
phur dioxide,  and  Northmore,  in  1805,  produced  liquid  chlorine  and  possibly  also 
sulphurous  acid,  in  the  same  manner  as  was  adopted  by  Faraday,  about  1823,  in 
liquefying  chlorine,  hydrogen  sulphide,  carbon  dioxide,  nitrous  oxide,  cyanogen, 
ammonia,  and  hydrochloric  acid  gas.  The  apparatus  consisted  simply  of  a  closed 
tube,  one  end  of  which  was  heated,  while  the  other  was  plunged  in  a  freezing  mix- 
ture. Pressures  as  high  as  50  atmospheres  were  reached.  Colladon  supplemented 
this  apparatus  with  an  expansion  cock,  the  sudden  fall  of  pressure  through  the 
cock  cooling  the  gas ;  and  in  Cailletet's  hands  this  apparatus  led  to  useful  results. 
Thilorier,  utilizing  the  cooling  produced  by  the  evaporation  of  liquid  carbon  diox- 
ide, first  produced  that  substance  in  the  solid  form.  Natterer  compressed  oxygen 
to  4000  atmospheres,  making  its  density  greater  than  that  of  the  liquid,  but  with- 
out liquefying  it.  Faraday  obtained  minimum  temperatures  of  —  166°  F.  by  the 
use  of  solid  carbon  dioxide  and  ether  in  vacuo. 

607.  Liquefaction  by  Cooling.  Andrews,  in  1849,  recognizing  the 
limiting  critical  temperature,  proposed  to  liquefy  the  more  permanent 
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Fig.  295.  Art.  GOT.— Lique- 
faction by  Pressure  aud 
Cooling. 


gases  by  combining  pressure  and  cooling.  Figure  295  shows  the 
principle  involved.  Let  the  gas  be  com- 
pressed isothermally  from  F  to  a,  expanded 
through  an  orifice  along  ah^  re-compressed  to 
c,  again  expanded  to  c?,  etc.  A  single  cycle 
might  suffice  with  carbon  dioxide,  while 
many  successive  compressions  and  expansions 
would  be  needed  with  a  more  permanent  gas. 
The  process  continues,  in  all  cases,  until  the 
temperature  falls  below  the  critical  point ; 
and  at  x  the  substance  begins  to  liquefy.  The  action  depends  upon 
the  cooling  resulting  from  unrestricted  expansion.  With  an  abso- 
lutely perfect  gas,  no  cooling  would  occur ;  the  lines  ab^  cd^  etc., 
would  be  horizontal,  and  tliis  method  of  liquefaction  could  not  be 
applied.  The  "  perfect  gas,"  in  point  of  fact,  could  not  be  liquefied. 
All  common  gases  have  been  liquefied. 

608.  Modern  Apparatus.  Cailletet  and  Pictet,  independently,  in  1877, 
succeeded  in  liquefying  oxygen.  The  Pictet  apparatus  is  shown  in 
Fig.  296.  The  jacket  a  was  filled  with  liquid  sulphur  dioxide,  from  which 
the  vapor  was  drawn  off  by  a  pump,  and  delivered  to  the  condenser  h. 

The  compressor  c  re-delivered  this 
substance  in  the  liquid  condition 
to  the  jacket,  cooling  in  c^  a  quan- 
tity of  carbon  dioxide  which  was 
itself  compressed  in  e  and  used  as 
a  cooling  jacket  for  the  oxygen 
gas  in  /.  The  oxygen  was  formed 
in  the  bomb  g,  and  expanded 
through  the  cock  h,  producing  a 
fall  of  temperature  which,  sup- 
FiG.  296.    Art.  608,  Prob.  7. -Cascade  System,    plemented   by   the   cooling   effect 

of  the  carbon  dioxide,  produced 
liquid  oxygen.  The  series  of  cooling  agents  used  suggested  the  name 
cascade  system. 


609.  Dewar's  Experiments.  Dewar  fiquefied  air  in  1884  and  nitrogen  about 
1892.  In  1895  he  solidified  air  by  free  expansion,  producing  a  jellylike  substance. 
In  1896  he  obtained  liquid  hydrogen,  by  the  use  of  which  air  and  oxygen  were 
solidified,  forming  white  masses.  A  temperature  of  —  396.4°  F.  was  obtained. 
Dewar's  final  apparatus  was  that  of  Pictet,  but  compressors  were  used  to  deliver 
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Fig.  297.   Art.  610.— Liquefaction  of  Air. 


the  gases  to  the  liquefying  chamber,  and  ethylene  was  employed  in  place  of  car- 
bon dioxide. 

610.  Regenerative  Process ;  Liquid 
Air.  Tlie  fall  of  temperature  ac- 
companying a  reduction  in  pressure 
has  been  utilized  by  Linde  (7)  and 
others  in  the  manufacture  of  liquid 
air.  In  the  first  form  of  apparatus, 
shown  in  Fig.  297,  air  was  com- 
pressed to  about  2000  lb.  pressure  in 
a  three-stage  machine  A,  and  after 
cooling  in  B  was  delivered  to  the 
inner  tube  of  a  double  coil  (7,  through 
which  it  passed  to  the  expansion 
valve  D.  Here  a  considerable  fall 
of  temperature  took  place.  The 
cooled  and  expanded  air  then  passed 
back  through  the  outer  tube  of  the 
coil,  cooling  the  air  descending  the  inner  tube,  and  was  discharged 
at  F.  The  effect  was  cumulative,  and  after  a  time  liquid  air  was 
deposited  in  U.  In  the  present  type  of  machine,  the  compressor 
takes  its  supply  from  F^  a  decided  improvement.  The  regenerative 
principle  has  been  adopted  in  the  recent  forms  of  apparatus  of 
Hampson,  Solvay,  Dewar,  and  Tripler. 

The  latent  heat  of  evaporation  of  air  at  atmospheric  pressure  is  about  140 
B.  t.  u.  (8).  In  its  commercial  form,  it  contains  small  particles  of  solid  carbon 
dioxide ;  when  these  are  removed  by  filtration,  the  liquid  becomes  clear.  The 
boiling  point  of  nitrogen  is  somewhat  higher  than  that  of  oxygen;  fairly  pure 
liquid  oxygen  may,  therefore,  be  obtained  by  allowing  liquid  air  to  partially 
evaporate  (9).  The  cost  of  production  of  liquid  air  has  been  carefully  estimated 
in  one  instance  to  approach  22  cents  per  pint  (10). 

(1)  Trans.  A.  S.  M.  E.,  XXV,  03.  The  steam  table  used  was  Peabody's,  1890  ed. 
The  temperatures  noted  on  Fig.  292  are  approximate :  those  in  the  text  are  correct, 
(la)  See  the  paper  by  Newhall,  before  the  Louisiana  Sugar  Planters'  Association, 
June  13,  1907.  (2)  Rep.  B.  A.,  1854,  II,  56.  (3)  Phil.  Mag.,  1850:  III,  xxxvii,  123. 
(4)  Deschanel,  Natural  Philosophy  (Everett  tr.),  1893,  II,  331.  (5)  Ann.  de  Chem. 
et  de  Phys.,  November,  1849.  (6)  Pogg.  Ann.,  1858.  (7)  Zeuner,  Technical  Thermo- 
dynamics (Klein),  II,  303-313;  Trans.  A.  S.  M.  E.,  XXI,  156.  (8)  Jacobus  and 
Dickerson:  Trans.  A.  S.  M.  E.,  XXI,  166.  (9)  See  the  very  complete  paper  by 
Rice,  Trans.  A..S.  M.  E.,  XXT,  156.  (10)  Tests  of  a  Liquid  Air  Plant,  Hudson  and 
Garland;    University  of  Illinois  Bulletin,  V,  16. 
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SYNOPSIS   OF   CHAPTER   XVII 

Distillation 
The  still  is  a  device  for  purifying  liquids  or  recovering  solids  by  partial  evaporation. 
By   evaporation  in  vacuo,  the   lieat  consumed  may  be  reduced  in  many  important 

applications  :  waste  heat  may  be  employed. 
Steam  may  supply  the  heat ;  in  the  Newhall  apparatus,  the  steam  circulates  through 

tubes. 
In  the  Yaryan  apparatus,  the  steam  surrounds  the  tubes. 
The  vapors  rising  from  the  solution  may  supply  the  heat  required  in  a  second  "  effect," 

provided  that  the  solution  there  is  under  a  less  pressure  than  in  the  first  stage. 
As  many  as  six  stages  are  used,  the  pressure  on  the  solution  decreasing  step  by  step. 

T-,  ..  ^    .  WL  —  w(h — H)  ot'l  —  (w — x)(i — Ti) 

Evaporation  per  effect :  x  = ^^ ^ ;  ij  = ^^ ^-^ ^ ; 

I  m 

_  ym  —  (w  —  X  —  y)  (/—  i)  ^ 
^  ~  M 

In  a  typical  case,  the  triple-effect  machine  gives  an  evaporation  of  2.76  lb.  per  pound  of 
steam. 

zM 

Water  required  at  the  condenser  per  pound  of  liquid  evaporated  = ~ 

In  the  Goss  evaporator,  the  steam  and  the  solution  move  in  opposite  directions  ;  this 
increases  the  necessary  amount  of  surface,  but  also  the  efficiency.  Petleton 
evaporator. 

Fusion 
The  formula  V—v=— —    applies  to  fusion.    The  melting  points  oi  substances 

may  be  either  raised  or  lowered  by  tlie  application  of  pressure,  according  as  the 
specific  volume  in  the  liquid  state  is  greater  or  less  than  that  in  the  solid  state. 

The  melting  point  of  ice  is  lowered  about  COlSo"^  F.  per  atmosphere  of  pressure  imposed. 

L  ={C  —  c){T  +  256)  for  non-metallic  substances. 

Liquefaction  of  Gases 

A  vapor  below  the  critical  temperature  may  be  liquefied  either  at  constant  pressure  or 

at  constant  temperature. 
No  substance  can  be  liquefied  unless  below  the  critical  temperature. 
A  few  common  substances  have  been  liquefied  by  the  use  of  pressure  and  freezing 

mixtures. 
A  further  lowering  of  temperature  is  produced  hj  free  expansion. 
Liquefaction  may  be  accomplished  with  actual  gases  by  successive  compressions  and 

free  expansions. 
The  Pictet  apparatus  {cascade  system)  employed  the  latent  heat  of  vaporization  of 

successive  fluids  to  cool  more  volatile  fluids. 
The  regenerative  system  provides  for  the  free  expansion  of  a  highly  compressed  gas 

previously  reduced  to  atmospheric  temperature.     This  is  used  in  manufacturing 

liquid  air. 
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PROBLEMS 

1.  Water  entering  a  still  at  40°  F.  is  evaporated,  (a)  at  atmosplieric  pressure, 
(6)  at  2  lb.  absolute  pressure.  What  is  the  saving  in  heat  in  the  latter  case  ?  What 
more  important  saving  is  possible  ? 

2.  Water  entering  a  double-effect  evaporator  at  80°  F.  is  completely  distilled,  the 
steam  supplied  being  dry  and  at  atmospheric  pressure,  the  pressure  in  the  second-stage 
shell  being  8  lb.  and  that  in  the  second-stage  tubes  1  lb.  Cooling  water  is  available  at 
60°  F.  The  temperature  of  the  circulating  water  at  the  condenser  outlet  is  80°. 
Find  the  steam  consumption  per  pound  of  water  evaporated  and  the  cooling  water 
consumption,  if  the  vacuum  pump  discharge  is  at  85°  F. 

3.  In  Fig.  292,  take  temperatures  as  given  ;  assume  one  pound  of  water  to  be  com- 
pletely evaporated  in  F,  and  complete  condensation  to  occur  in  the  inner  tube  of  each 
effect ;  and  compute,  allowing  3  per  cent  for  radiation,  as  in  Art.  601 : 

(a)  The  weight  of  steam  condensed  in  F. 

(h)  The  weight  of  steam  evaporated  in  E,  and  of  water  delivered  to  E. 
(c)  The  weight  of  boiler  steam  used  per  pound  of  water  evaporated  in  the  whole 
apparatus.    Use  the  steam  tables  on  pp.  247,  248. 

4.  The  weight  of  one  cubic  foot  of  H2O  at  32°  F.  and  atmospheric  pressure  being 
57.5  lb.  as  ice  and  62.42  lb.  as  water,  and  the  latent  heat  of  fusion  of  ice  being  142 
B.  t.  u.,  find  how  much  the  melting  point  of  ice  will  be  lowered  if  the  pressure  is 
doubled  (Art.  603). 

5.  The  specific  heat  of  ice  being  0.504,  find  its  latent  heat  of  fusion  at  32°  F.  froir 
Art.  604. 

6.  How  much  liquid  air  at  atmospheric  pressure  would  be  evaporated  in  freezing 
1  lb.  of  water  initially  at  60°  F.  ? 

7.  In  a  Pictet  apparatus,  Fig.  296,  1  lb.  of  air  is  liquefied  at  atmospheric  pressure, 
free  expansion  having  previously  reduced  its  temperature  to  the  point  of  liquefaction. 
The  condensation  is  produced  by  carbon  dioxide,  which  evaporates  in  the  jacket  with- 
out change  of  temperature,  at  such  a  pressure  that  its  latent  heat  of  vaporization  is 
200  B.  t.  u.  How  many  pounds  of  carbon  dioxide  are  evaporated  ?  This  dioxide  is 
subsequently  liquefied,  at  a  higher  pressure  and  while  dry  (latent  heat  =  120),  and 
cooled  through  100°  F.  Its  specific  heat  as  a  liquid  may  be  taken  as  0.4.  The  lique- 
faction and  cooling  of  the  carbon  dioxide  are  produced  by  the  evaporation  of  sulphur 
dioxide  (latent  heat  220  B.  t.  u.).  What  weight  of  sulphur  dioxide  will  be  evap- 
orated per  pound  of  air  liquefied  ?  Why  would  the  operation  described  be  imprac- 
ticable ? 

8.  From  Art.  245,  find  the  fall  of  temperature  at  expansion  in  a  Linde  air  machine 
in  which  the  air  is  compressed  to  2000  lb.  absolute  and  cooled  to  60°  F.,  and  then  ex- 
panded to  atmospheric  pressure.  How  many  complete  circuits  must  the  air  make  in 
order  that  the  temperature  may  fall  from  60°  F.  to  —  305°  F.,  if  the  same  fall  of  tem- 
perature is  attained  at  each  circuit  ? 

9.  riot  on  the  entropy  diagram  the  path  of  ice  heated  at  constant  pressure  from 
—  400°F.  to  32°  F.,  assuming  the  specific  heat  to  be  constant,  and  then  melted  at 
atmospheric  pressure.  How  will  the  diagram  be  changed  if  melting  occurs  at  a  pres- 
sure of  1000  atmospheres  ? 


PROBLEMS  453 

Plot  a  curve  embracing  states  of  the  completely  melted  ice  for  a  wide  range  of 
pressures.  Construct  lines  analogous  to  the  constant  diyness  lines  of  the  steam 
entropy  diagram  and  explain  their  significance. 

10.  At  what  temperature  will  the  latent  heat  of  fusion  of  ice  be  0  ?  What  would 
be  the  corresponding  pressure  ? 


CHAPTER   XYIII 

MECHANICAL  REFRIGERATION 

611.  History.  Refrigeration  by  " freezing  mixtures"  has  been  practiced  for 
centuries.  Patents  covering  mechanical  refrigeration  date  back  at  least  to  1835  (1). 
In  the  first  machines,  ether  was  the  working  substance,  and  the  cost  of  operation 
was  high.  Pictet  introduced  the  use  of  sulphur  dioxide  and  carbon  dioxide.  The 
transportation  of  refrigerated  meats  began  about  1873  and  developed  rapidly  after 
1880,  most  of  the  earlier  machines  using  air  as  a  working  fluid.  The  possibility 
of  safely  shipping  refrigerated  fresh  fruits,  milk,  butter,  etc.,  has  revolutionized 
the  distribution  of  these  food  products ;  and,  to  a  large  extent,  refrigerating  pro- 
cesses have  eliminated  the  use  of  ice  in  breweries,  packing  houses,  fish  and  meat 
markets,  hotels,  etc.  The  two  important  applications  of  artificial  refrigeration  at 
present  are  for  the  production  of  artificial  ice  and  for  cold  storage. 

612.  Carnot  Cycle  Reversed.  In  Fig.  298,  let  the  cycle  be 
worked  in  a  counter-clockwise  direction.  Heat  is  absorbed  along 
dc  and  emitted  along  ha\  the  latter  quantity  of  heat  exceeds  the 
former  by  the  work  expended,  ahcd.  The  object  of  refrigeration 
is  to  cool  some  body.     This  cooling  may  be  produced  by  a  flow  of 
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Fig.  298.     Art.  612.  —  Reversed  Carnot  Cycle. 


heat  from  the  body  to  the  working  fluid  along  d  c.  Cyclic  action  is 
possible  only  under  the  condition  that  the  working  fluid  afterward 
transfer  the  heat  to  some  second  body  along  ha.      The  body  to  be 
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cooled  is  called  the  vaporizer ;  the  second  body,  which  in  turn  re- 
ceives heat  from  the  working  fluid,  is  the  cooler.  The  heat  taken 
from  the  vaporizer  is  ndcN',  that  discharged  to  the  cooler  is  nahN. 
The  function  of  the  machine  is  to  cause  heat  to  pass  from  the  vapor- 
izer to  a  substance  warmer  than  itself;  i.e.  the  cooler.  This  is 
accomplished  without  contravention  of  the  second  law  of  thermo- 
dynamics, by  reason  of  the  expenditure  of  mechanical  work.  The 
refrigerating  machine  is  thus  a  heat  pump. 

The  Carnot  cycle,  with  a  gas  as  the  working  fluid,  would  lead  to  an  exces- 
sively bulky  machine  (Art.  249).     Early  forms  of  apparatus  therefore  embodied 
the  regenerative  principle  (Art.  257).     This 
is  illustrated  in  Fig.  299. 

Without  the  regenerator,  air  would 
be  compressed  adiabatically  from  1  to 
2,  cooled  at  constant  pressure  along 
2  3,  expanded  adiabatically  along  3  4, 
and  allowed  to  take  up  heat  from  the 
body  to  be  refrigerated  along  4  1.  In 
practice,  this  heat  is  partly  taken  from 
the  body,  and  partly  from  other  sur- 
rounding objects  after  the  working 
air  has  left  this  body,  say  at  5.  The 
absorption  of  heat  along  51  then  effects  no  good  purpose.  If,  however, 
this  part  of  the  heat  be  absorbed  from  the  compressed  air  at  3,  that 
body  of  air  may  be  cooled,  in  consequence,  along  3  6,  so  that  adiabatic  ex- 
pansion will  reduce  the  temperature  to  that  at  7,  lower  than  that  at  4. 
This  is  aocomplished  by  causing  the  air  leaving  the  cooler  to  come  into 
transmissive  contact  with  that  leaving  the  vaporizer. .  The  effect  of  the 
regenerator  is  cumulative,  increasing  the  fall  of  temperature  at  each  step ; 
but  since  the  expansion  cylinder  must  be  kept  constantly  colder  as  expan- 
sion proceeds,  a  limit  soon  arises  in  practice. 

In  Kirk's  machine  (1863),  a  compressing  cylinder  was  used  for  the  operation  c&, 
Fig.  298,  and  two  expansive  cylinders  for  the  operation  ad,  one  receiving  the  air 
from  each  end  of  the  compressor  cylinder.  The  pressure  throughout  the  cycle  was 
kept  considerably  above  that  of  the  atmosphere,  and  temperatures  of  —  39°  F.  were 
obtained.  The  regenerator  consisted  of  layers  of  wire  gauze  located  in  the  pis- 
tons (2).  The  air  machines  of  Hargreaves  and  Inglis  (1878),  Tuttle  and  Lugo, 
Lugo  and  McPherson,  Hick  Hargreaves,  Stevenson,  Haslam,  Lightfoot,  Hall,  and 
Cole  and  Allen,  have  been  described  by  Wallis-Tayler  (3).  The  Bell-Coleman  ma- 
chine may  be  regarded  as  the  forerunner  of  all  of  these,  although  many  variations 
in  construction  and  method  of  working  have  been  introduced. 


Fig.   299.      Art.   612.  —  Regenerative 
Refrigeration. 
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613.  Bell-Coleman  Machine.  This  is  the  Joule  air  engine  of  Art.  101, 
reversed.  It  operates  in  the  net  cycle  given  by  an  air  compressor  and  an 
air  engine,  as  in  Art.  213.  In  Figs.  300  and  301,  C  is  the  room  to  be 
cooled,  A  a  cooler,  M  a  compressor,  and  N  an  expansive  cylinder  (air 
engine).  In  the  position  shown,  with  the  pistons  moving  toward  the  left, 
air  flows  from  (7  to  Jf  at  the  temperature  T^.  On  the  return  stroke,  the 
valve  a  closes,  the  air  is  compressed  along  c6.  Fig.  301,  and  the  valve  s 
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Fig.  300. 


Art.  613.  —  Bell-Coleman 
Machine. 


Fig. 


301.    Arts.  613,  614,  616,  622,  623. 
—  Reversed  Joule  Cycle. 


opens,  permitting  of  discharge  into  A  along  be,  at  the  temperature  Tf,. 
The  operation  is  now  repeated,  the  drawing  in  of  air  from  O  to  Jf  being 
represented  by  the  line  fc.  Meanwhile  an  equal  weight  of  air  has  been 
passing  from  ^  to  A^  at  the  temperature  T^,  less  than  T^  on  account  of  the 
action  of  the  cooler,  along  ea ;  expanding  to  the  pressure  in  G  along  ad, 
reaching  the  temperature  T^,  lower  than  that  in  (7;  and  passing  into  O  at 
constant  pressure  along  df.  The  work  expended  in  the  compressor  cylinder 
is  fcbe ;  that  done  by  the  expansion  cylinder  is  fead ;  the  difference,  abed, 
represents  work  required  from  loitliout  to  permit  of  the  cyclic  operation. 
If  the  lines  ad,  be,  are  isodiabatics. 

Suitable  means  are  provided  for  cooling  the  air  in  the  compressor  cylinder,  so  as  to 
avoid  the  losses  due  to  a  rise  of  temperature  (Art.  195),  and  also  for  drying  the 
air  entering  the  expansion  cylinder. 

The  expansion  cyhnder  is  necessary  for  the  operation.     Free  expansion  of  the  air 
through  a  valve  from  pe  to  p/  would  be  unaccompanied^by  any  drop  in  temperature. 

614.    Analysis  of  Action.     Let  air  at  147  lb.  pressure  and  60°  F., 

at  a,  Fig.  301,  expand  adiabatically  behind  a  piston  along  ad^  until 

its  pressure  is  14.7  lb.     Its  temperature  at  d  is 

y-l 
P. 


T.^T.^ 


519.6  -^  (10) 


269°  absolute  or  - 191°  F. 
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Let  this  cold  air  absorb  heat  along  dc  at  constant  pressure,  until  its 
temperature  rises  to  0°  F.  Then  let  it  be  compressed  adiabatically 
until  its  pressure  is  again  147  lb.,  along  c6.     Since 


T 

-^  a 
^  d 


T, 


7^,  =459.6 


519.6 


^890°  absolute,  or  430°  F. 


r;^^  ^^^-^V  269 
The  air  now  rejects  heat  at  constant  pressure  along  ha  to  cold  water 
or  some  other  suitable  agent,  and  the  action  recommences.  In 
practice,  the  paths  ad  and  he  are  very  nearly  adiabatic,  but  if  n<7/, 
the  changes  of  temperature  are  less  than  those  just  computed. 

615.  Entropy  Diagram.  Let  aenfhc,  Fig.  302,  represent  the  pv  and  nt 
diagrams  of  a  Bell-Coleman  machine  working  in  two  compressive  stages. 
Choosing  the  point  c  on  the  entropy  plane  arbitrarily  as  to  entropy,  but  in 
its  proper  vertical  location,  we  plot  the  line  of  constant  pressure  ca  up  to 
the  line  of  temperature  at  a.     Then  ae  is  drawn  as  an  adiabatic,  intersected 


Fig.  302.    Art.  615.  —  Two-stage  Joule  Cycle. 

by  the  constant  pressure  curve  ne,  with  nf,  cb,  and  bf  as  the  remaining 
paths..  The  area  aenfhc  measures  the  expenditure  of  work  to  effect  the 
process.  Along  ca,  theoretically,  heat  is  taken  from  the  cold  chamber  to 
the  extent  cgJia.  The  work  expended  in  single-stage  compression  would 
have  been  camb.  We  have  then  the  following  ratios  of  heat  extracted  to 
work  expended: 

single-stage  compression,  -^ —  ;  two-stage  compression,  — ^V--. 


camb 


aenfbc 


616.  Work  of  Compression.  In  Fig.  301,  for  M  pounds  of  air 
circulated  per  minute,  tlie  heat  withdrawn  from  the  cold  chamber 
along  dc  is  §  =  Mk{T^  —  T^i).     The  work  expended  in  compression  is 


W. 


J  p  \^  -.  p  V 


Mn 
n  —  ■ 


+ 


n-l 


n—1 


-P.vA= 


P''  P^V.-P.V, 


Mn 
/^  —  1 

MnP^V, 
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If    compression    is    adiabatic,    n  =  y^   ("p  /  "    ~  7^'  PJ^c—  I^'^c^ 

R=k  f^^^  and  W,  =  MkTl^  -l)  =  MkQT,  -  T,).     Similarly, 


1/ 


T. 


for    the    engine    (clearance   being    ignored    in    both    cases),   W^  = 
Mk(^Ta  —  To).     The  net  work  expended  is  then 

W,-  WE^Mk(iT,-T,-T,+  Ta^. 

We  might  also  write,  heat  dehvcred  to  the  cooler  =q  =Mk{Ti,  —  To) , 

Practical  imperfections  will  increase  the  power  consumption  30  to 
50  per  cent  above  this. 

617.  Cooling  Water.  The  heat  carried  away  at  the  cooler  must  be 
equal  to  the  heat  extracted  along  dc  plus  the  heat  equivalent  of  the  net 
work  expended;  it  is 

^  Mk{T,~  Ta  +  T,-  T,-  Ta+  Ta)  =  Mk{T,-  T^), 
as  the  path  indicates.     Let  the  rise  in  temperature  of  the  cooHng  water 
be  T-t:  then  the  weight  of  water  required  is  Mk{T^-  TJ  --  {T-t). 

618.  Size  of  Cylinders.  At  iV  revolutions  per  Jf  pounds  of  air 
circulated,  the  displacement  per  stroke  of  the   double-acting    com- 

MRT 

pressor  piston  must  be,  ignoring  clearance,  I)  =  MV^  -^2N=     ^.^p''- 

The  same    air  must  pass  through  the  expansion  cylinder ;  its  dis- 

MRT  T 

placement  is      ^jj/ ;   the  two  displacements  have  the  ratio  -^  if  the 

cylinders  run  at  equal  r.  p.  m. 

The  piston  displacements  may  be  corrected  for  clearance  as  in  Art.  233.  They 
shonld  be  further  increased  from  5  to  10  per  cent  to  allow  for  imperfect  valve  action, 
etc.  A  slight  droj)  in  pressure  at  the  end  of  expansion  is  not  objectionable.  The 
temperature  T^  and  the  capacity  of  the  machine  may  be  varied  by  changing  the 
point  of  cut-off  of  the  expansion  cylinder. 

619.  Practical  Proportions.  In  air  machines  of  the  so-called  "  oj^en  type,"  the 
pressure  in  the  cold  chamber  is  that  of  the  atmosphere ;  the  temperature  may  be 
anywhere  between  0  and  50°  F.  The  maximum  pressure  is  often  made  four  at- 
mospheres absolute.  The  cooling  water  may  be  warmed  from  60  to  80°  F.,  and  the 
air  may  leave  the  condenser  at  90°  F.  Clearance  may  be  from  2  per  cent  upward ; 
piston  speeds  range  from  75  to  300  ft.  per  minute,  according  to  the  type  of 
compressor. 

620.  Objections  to  Air  Machines.  The  size  of  apparatus  is 'inordinate  as  com- 
pared with  that  of  the  vapor- compression  machines  to  be  described.     The  size  may 
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be  considerably  reduced  by  operating  under  pressure,  as  in  the  Kirk  and  Allen 
"  dense  air  "  machines,  in  which  the  suction  pressure  exceeds  that  of  the  atmosphere. 
Small  machines  of  the  latter  type  are  frequently  used  in  marine  service  for  cooling 
pantries  and  for  making  ice  for  table  use.     The  suction  pressure  is  about  65  lb., 
the  discharge  pressure  225  lb.     Coils  must  be  used  in  the  vaporizer.     The  regenera- 
tive modification  (Art.  612)   may  be  applied,  resulting  in  temperatures  as  low  as 
—  80°  F.     Much  difficulty  has  been  experienced  in  open  air  machines  from  the 
presence  of  water  vapor,  which  congeals  in  the  pipes  and  passages  at  low  tempera- 
tures.    This  objection  is  avoided  by  working  on  the  "  dense  air  "  principle.     Light- 
foot  (4)  has  introduced  a  form  in  which  expansion  is  conducted  in  two  stages.     The 
temperature  of  the  air  in  the  first  stage  is  reduced  to  only  about  35°  F.,  at  which 
most  of  the  vapor  is  precipitated  and  carried  off,  before  the  air  enters  the  second 
cylinder.     In  many  au"  machines,  ordinary  mechanical  separators  are  used  to  dry 
the  air. 

621.  Coefficient  of  Performance.  In  all  cases,  we  have  tlie  relation 
heat  taken  from  the  cold  body  +  work  done  =  heat  rejected  to  the  cooler ;  or 

Q  -\-  W=  q.  The  ratio  Q  h-  TF  is  described  as  the  coefficient  of  performance. 
For  the  Carnot  cycle,  it  is  obviously  t^{T  —  t),  the  limiting  values  being 
unity  and  infinity.  This  ratio  is  sometimes  spoken  of  as  the  efficiency,  a 
designation  sufficiently  correct  so  far  as  work  expenditure  goes,  but  which 
is  apparently  not  in  conformity  with  the  prin-  p 
ciple  that  no  physical  transformation  can  have 
an  efficiency  equalling  unity.  Figure  302  6 
explains  the  anomaly.  The  Carnot  cycle  is 
abcclj  an  and  bX  are  indefinite  adiabatics. 
Now  ndcN ^  abed  =  Q -i- W  may  have  any 
value  whatever  exceeding  1 ;  but  these  two 
areas  do  not  represent  all  of  the  heat  actions 
occurring  in  the  cycle.  Heat  has  been  re- 
moved by  the  condenser  along  ba,  equivalent     ^'''-  302&     Art  62l.-Coeffi- 

•^  o         7      J.  cieut  of  Performauce. 

to  nabN=q.     We  may  indefinitely  lower  the 

"  efficiency  "  by  increasing  the  upper  temperature,  as  by  the  paths  ef,  gh, 
etc.,  vnthout  at  all  increasing  the  useful  refrigerating  effect  obtained. 
We  may,  in  fact,  regard  refrigeration  as  a  negative  effect  produced  by  the 
cooling  in  the  condenser,  the  negative  work  done  being  regarded  as  a 
by-product  of  this  cause  :  —  g  =  —  Q  —  TF.  A  reversal  of  the  argument 
of  Art.  139  serves  to  show  that  no  cycle  can  give  a  higher  coefficient  of 
performance  than  that  of  Carnot. 

622.  Desirable  Range.  The  value  of  the  coefficient  of  performance  is 
increased  as  that  of  (T—t)  decreases;  i.e.,  for  efficient  refrigeration,  the 
range  of  temperature  must  be  small,  a  result  of  extreme  practical  impor- 
tance. It  is  more  economical  to  cool  the  given  body  of  air  or  other  sub- 
stance directly  through  the  required  range  of  temperature,  than  to  cool 
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one  tenth,  say,  of  this  body,  through  ten  times  the  temperature  range, 
afterward  cooling  the  remainder  by  mixture.  This  is  a  special  example 
of  the  general  thermodynamic  principle  that  mixtures  of  substances  at 
different  temperatures  are  wasteful,  such  processes  being  irreversible.  In 
practice,  T  is  fixed  by  the  temperature  of  the  cooling  water.  It  is  seldom 
less  than  60°  F.  The  refrigerant  temperature  t  should  then  be  kept  as 
high  as  possible,  for  the  service  in  question,  if  operation  is  to  be  efficient ; 
it  must,  however,  be  somewhat  below  the  desired  room  or  solution  tem- 
perature, in  order  that  the  heat  transfer  may  be  reasonably  rapid.  In 
making  ice,  for  example,  t  must  be  considerably  below  32°  F. 

A  reversal  of  the  demonstration  in  Art.  255,  as  applied  to  Fig.  301, 
shows  that  the  coefficient  of  performance  for  the  Joule  cycle  (Bell-Cole- 

T  T 

man  machine),  with  adiabatic  paths,  is  — — - — = — ;   for  the  corre- 

Ta  —  T^      Tj,—  T^ 

sponding  Carnot  cycle  it  would   have   been   Tc-^{Ta,—  T^,  a  naturally 

higher  value.* 

Since  any  heat  motor  using  air  is  bulky,  it  is  necessary,  in  order  to  keep  the 
size  of  these  machines  within  reasonable  limits,  to  make  the  temperature  range 
large.  This  lowers  the  coefficient  of  performance,  which  in  practice  is  usually 
only  about  one  fifth  that  of  a  good  ammonia  refrigerating  machine.  Air,  how- 
ever, is  the  least  expensive  of  fluids,  is  everywhere  obtainable,  is  safe,  and  may  be 
worked  at  high  temperatures  without  excessive  pressure. 

623.  The  Kelvin  Warming  Machine.  In  Fig.  301,  let  an  air  engine  receive  its 
supply  along  ea  at  normal  temperature  and  high  pressure.  The  air  expands  along  ad, 
falling  in  temperature,  after  which  it  is  warmed  by  transmission  from  the  external 
atmosphere  along  dc  and  compressed  in  a  separate  cylinder  along  ch.  The  tem- 
perature at  c  is  equal  to  that  at  a.  The  compression  along  ch  increases  the  tem- 
perature, and  the  hot  air  may  be  discharged  into  coils  in  an  apartment  to  be 
heated.     The  ratio  of  heating  done  to  power  expended  is 

T^-Ta-T,-\-Ta      T,-Td' 

The  entropy  diagram  is  that  of  Fig.  302,  and  the  ratio  of  heat  delivered  to  the 
room  to  work  expended  is  here  hmhg  ~  bmac,  which  exceeds  unity,  because  of  the 
heat  supplied  by  the  external  air.  This  is  consequently  an  ideal  method  for  heat- 
ing. Its  advantage  increases  as  the  range  of  temperature  decreases.  Considering 
an  ideal  heat  engine  and  an  ideal  warming  machine,  both  working  in  the  same 
Carnot  cycle,  the  combined  efficiency  so  far  as  power  is  concerned  would  be  unity. 
The  efficiency  would  exceed  that  of  direct  stove  heating  without  any  loss  whatever, 
whenever  the  range  of  temperature  in  the  engine  exceeded  that  in  the  warming 
machine.  Practically,  the  economical  range  of  temperature  would  be  low,  the 
machine  of  immense  size,  and  the  operation  slow. 

*  Tr  is  the  highest  temperature  at  which  refrigeration  may  be  performed  ;  and  Ta  is 
the  lowest  temperature  at  which  the  cooling  water  is  effective. 
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624.  The  Vapor  Compression  Machine.  In  the  air  machine,  the  temperature 
is  reduced  by  expansion  in  a  working  cylinder.  The  mere  flow  of  the  air  through 
a  valve  would  not  perceptibly  lower  its  temperature  (Art.  73).  With  a  vapor^  a 
decided  lowering  of  temperature  occurs  when  the  pressure  is  reduced  by  free 
expansion.  The  expansion  cylinder  may,  therefore,  be  omitted,  and  this  omission 
is  made  in  spite  of  the  fact  that  an  opportunity  for  saving  some  power  is  thereby 
lost. 

625.  Principle.  If  a  small  quantity  of  ether  be  poured  into  the 
palm  of  the  hand,  a  sensation  of  cold  is  produced.  This  is  due  to 
the  rapid  evaporation  of  the  ether  at  the  temperature  of  the  body  ; 
the  heat  thus  absorbed  by  the  ether  is  received  from  the  hand,  de- 
creasing the  temperature  of  the  latter.     In  Fig.  303,  let  the  closed 
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Fig.  303.     Art.  625.  —  Vapor  Refrigeration. 

vessel  R  be  partly  filled  with  a  liquid  at  the  temperature  ^,  having 
above  it  its  saturated  vapor.  Then  the  pressure  in  R  will  be  that 
at  which  the  boiling  point  of  the  liquid  is  ^.  If  the  liquid  is  anhy- 
drous ammonia,  for  example,  and  t  =  68°  F.^p  =  125.056  lb.  absolute. 
Let  some  of  the  liquid  pass  through  jB'  to  the  condensing  coil  JB,  in 
which  the  pressure  is  P,  less  than  p.  Its  heat  per  pound  tends  to 
change  from  h  to  H ;  since  h  exceeds  H,  a  certain  amount  of  liquid 
must  be  evaporated  in  B  to  reestablish  thermal  equilibrium ;  thus, 

h  =  H-^  XL,  or  X=  ^1^^. 


If,  now,  the  coil  B  be  immersed  in  water  at  a  temperature  higher 
than  its  own,  the  remaining  (1  —  X)  pounds  of  liquid  may  evapo- 
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rate  ;  the  surrounding  water  will  be  cooled,  giving  up  heat  (1  —  X)X 
if  the  substance  in  the  coil  be  completely  evaporated,  and  the  pres- 
sure in  B  be  kept  constantly  at  P,  by  artificially  removing  the  added 
vapor  from  B  as  rapidly  as  it  is  formed.  The  substance  used  must 
be  one  having  a  low  boiling  point  even  under  heavy  pressure,  if  the 
surrounding  water  is  to  be  cooled  much  below  the  temperature  of 
the  air. 


Fig.   301.      Art. 


626.  —  Vapor   Compression 
Machine. 


626.    Action  of  Compressor.     In  Fig.  304,  A  represents  the  com- 
pressor, B  the  condenser,  0  the  vaporizer,  and  D  the  expansion  valve. 

,  The    compressor    piston    first 

moves  upward,  drawing  in  vapor 
from  C.  On  the  return  stroke, 
the  valve  e  is  closed  (the  valves 
are,  in  practice,  built  in  the  com- 
pressor cylinder)  and  the  vapor 
is  compressed.  When  its  pres- 
sure equals  that  in  B^  the  valve 
/  is  opened,  and  discharge  oc- 
curs. The  valve  /  is  now  closed 
and  D  is  opened,  the  pressure  falling  from  that  in  B  to  that  in  C. 
Described  as  a  plant  cycle,  vapor  is  compressed  along  cb^  Fig.  305, 
condensed  in  the  condenser  along  ha^  becoming  liquid  at  «,  and  ex- 
pands through  the  valve  D  along  ad^ 
its  pressure  falling  so  that  it  begins 
to  boil  violently.  Further  boiling 
gives  the  path  dc^  along  which  heat 
is  removed  from  the  vaporizer  C. 
Refrigeration  begins  at  c?,  as  soon  as 
the  vapor  has  passed  the  expansion 
valve.  The  pipes  beyond  this  valve 
are  usuall}^  covered  with  snow.  The 
vapor  process  always  involves  (1) 
the  condensation  of  the  vapor,  (2)  a  lowering  of  its  pressure  and 
temperature  by  expansion,  (3)  evaporation  of  the  liquid  in  the 
vaporizer,  and  (4)  compression  to  the  initial  state.  The  under- 
lying principles  are  two :    the  raising  of  the  boiling  point  by  pres- 


FiG.  305.     Art.  626.  —  Vapor  Cycle. 


VAPOR  REFRIGERATION 


463 


464 


APPLIED  THERMODYNAMICS 


sure,  and  the  absorption  of  heat  from  surrounding  bodies  during 
evaporation.  The  pump  analogy  is  useful.  The  vaporizer  may  be 
likened  to  a  pit  or  well  in  which  a  fixed  water  level  is  to  be  main- 
tained ;  by  using  a  pump,  the  water  may  be  raised  to  a  level  at  which 
it  will  of  itself  flow  away.  The  "  pump  "  is  the  compressor,  which 
raises  the  low-temperature  heat  of  the  vaporizer  to  a  high-tempera- 
ture heat  which  can  flow  away  with  the  condensed  water.  The 
heat  absorbed  by  the  water  is  usually  valueless  for  further  service, 
as  its  temperature  seldom  exceeds  80°  F. 

Figure  306  represents  a  complete  plant. 
The  pipes  a,  b  correspond  to  those  similarly 
lettered  in  Fig.  304.  The  vaporizer  may 
be  merely  an  insulated  room  to  be  cooled, 
or  a  vessel  of  water  or  brine  the  temperature 
of  which  is  to  be  lowered.  There  should  be 
no  loss  of  liquid  in  operation  excepting  by 
leakage. 
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Fig.  307.  Arts.  627,  628,  629,  630  - 
Vapor  Refrigeration,  Entropy  Dia 
gram. 


627.  Entropy  Diagram.  Figure 
307  shows  the  various  forms  of  en- 
tropy diagram,  according  as  the  sub- 
stance is  wet  {dcba^  dgefd)  dry 
(djhfa)^  or  superheated  (djMfa)  as 
it  leaves  the  vaporizer.  These  are  based  on  adiabatic  paths.  The 
actual  operation  is  not  a  perfect  Clausius  cycle.  During  expansion 
the  condition  is  one  of  constant  total 
heat,  giving  such  a  path  as  axd^  Fig. 
308.  This  decreases  the  useful  re- 
frigerating effect  area  to  ydjz.  Com- 
pression may  be  made  more  economical 
than  adiabatic,  as  in  air  compressors, 
by  jacketing  or  spraying  with  oil  or 
other  liquid;  the  compressive  path  may 
then  be,  say,  jh^  decreasing  the  work  ex- 
penditure to  axdjh^  without  altering  the 
refrigerating    effect.      The  path  jh^    if 

represented  exponentially,  will  show  a  value  of  n  less  than  that  of 
y  for  the  vapor  in  question.  An  actual  indicator  diagram  from  a 
vapor  compressor  is  given  in  Fig.  309. 


Fig.  308.    Art.  627.  — Modifications 
of  Refrigerative  Cycle. 
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628.  Coefficient  of  Performance.  For  the  cycle  dcha  of  Fig.  307, 
in  which  the  vapor  at  no  state  becomes  superheated,  maximum  heat 
removed  from  the  vaporizer  is,  say, 
xl.  Heat  is  returned  to  it,  however, 
along  a<i,*  the  liquid  being  lowered 
in  temperature,  to  the  extent  H—  li. 
The  net  refrigerating  effect  is 

The  heat  delivered  to  the  condenser  is  XZ,  and  the  work  done  is 

W=^XL-\-H-h-xL 

The  coefficient  of  performance  is  then 


Fig.  309.      Art.  627.  —  Ammonia  Com- 
pressor Indicator  Diagram. 


h<-" 


E+  A)  -  (XZ  -\-H-h-  xl}. 


Formulas  may  readily  be  derived  for  the  coefficient  when  the  vapor 
becomes  superheated  during  compression  or  even  before  compression 
begins. 


629.    Multi-stage  Operation:   Superheat.     A  gain  is  possible  by  compress- 
ing ill  two  or  more  stages.     This  gives  an  entropy  diagram  like  tliat  of  Fig.  309  a. 
Fig.  307  shows  that  the  highest  coefficient  of  performance  is  attained  when  the 
^  vapor    remains    saturated    (wet    or    dry), 

throughout  the  cycle.  Comparing  the  cycles 
abed  and  afegd,  for  example,  the  added  re- 
frigeration eifect  cgnm  is  gained  at  the  cost 
of  the  proportionately  greater  expenditure 
of  external  work  cgefh.  Superheating  may 
be  prevented  by  keeping  the  vapor  always 
sufficiently  wet  at  the  beginning  of  com- 
pression, or  by  cooling  during  compression 
so  as  to  avoid  the  adiabatic  path,  as  de- 
scribed in  Art.  198.  "  Dry "  compression 
(in  which  superheating  occurs)  involves 
the  use  of  jackets  to  permit  of  lubrication. 
Wet  compression  is  far  more  frequently 
practiced.  Heat  interchanges  with  the 
cyhnder  walls  probably  justify  a  shght 
amount  of  superheating  at  the  end  of  compression,  just  sufficient  to  ensure  the 
absence  of  liquid  at  the  beginning  of  the  following  suction  stroke. 


Fig.  309  a.     Art.  029.  —  Two-stage 
Coinpressiou. 


*  In  this  ideal  case,  no  cooling  occurs  between  the  condenser  and  the  expansion 
valve  or  between  the  expansion  valve  and  the  vaporizer. 
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630.  Choice  of  Liquid.  The  entropy  diagram,  Fig.  307,  shows  clearly 
one  consideration  which  should  influence  the  choice  of  a  working  fluid. 
The  net  refrigerating  effect  is  reduced  by  the  area  under  da,  as  explained 
in  Art.  627.  The  steeper  this  line,  the  less  the  reduction ;  the  longer  the 
line  dc,  the  greater  is  the  refrigerating  effect.  Steepness  of  the  line  da 
means  a  loiv  specific  heat  of  liquid;  a  long  line  dc  means  a  high  latent  heat. 
The  best  fluids  for  refrigeration  are  therefore  those  in  which  the  ratio  of 
latent  heat  to  specific  heat  of  liquid  is  large.  Prom  this  standpoint,  ammonia 
is  among  the  most  efficient  of  the  vapors  used.  With  carbon  dioxide, 
the  area  under  da  forms  a  large  deduction  from  the  gross  refrigerating 
effect. 

631.  Fluids  Used.  The  vapors  used  for  refrigeration  include  sulphuric  ether, 
sulphur  dioxide,  methylic  ether,  ammonia,  carbon  dioxide,  ethyl  chloride,  Pictet 
fluid  (a  mixture  of  carbon  dioxide  and  sulphur  dioxide),  and  steam.  The  vapor 
cliosen  must  not  be  too  expensive,  and  it  must  not  exert  a  detrimental  influence  on 
the  machinery.  Ether,  once  commonly  employed,  is  quite  costly ;  its  specific  volume 
is  so  great  that  the  machines  were  excessively  bulky.  The  inward  leakage  of  air 
resulting  from  the  extremely  low  pressures  necessary  often  heated  the  compressor 
cylinder.  Sulphur  dioxide  unites  with  water  to  form  sulphurous  acid,  which  rapidly 
corrodes  the  cylinder  when  any  moisture  enters  the  system.  The  Pictet  fluid  has  been 
used  only  by  its  inventor.  Carbon  dioxide,  though  inefficient,  has  been  commer- 
cially satisfactory  excepting  where  its  low  critical  temperature  (Art.  379)  was 
objectionable.  Ammonia  is  the  fluid  principally  employed,  especially  in  this  country; 
the  only  serious  objection  to  it  seems  to  be  the  presence  of  occasional  traces  of 
moistm-e.  It  costs  20  to  25  cents  per  pound.  The  ordinary  ammonia  of  com- 
merce is  a  weak  aqueous  solution  of  the  gas,  H3N.  The  ammonia  employed  in  refrig- 
erating machines  is  the  nearly  pure  anhydrous  Hquefied  gas,  which  has  an  intensely 
irritating  and  dangerous  odor.     It  boils  at  —26°  F.  at  atmospheric  pressure. 

Nitrous  oxide,  N2O,  has  been  lately  introduced  for  refrigeration  at  very  low 
temperatures  (around  —100°  F.).  At  such  temperatures,  NH3  and  SOo  would  have 
to  be  worked  at  high  vacua,  while  CO2  would  solidify.  The  boiling  point  of  N-iO 
at  atmospheric  pressure  is  below  330°  F.  absolute.  Its  pressure-temperature  curve 
lies  between  those  of  ammonia  and  of  the  more  "  permanent  "  gases.  A  table  of 
its  properties  is  given  by  Planck,  Zeits.f.  d.  gesammte  Kdlte-Indu.strie,  Oct.,  Nov.,  1911. 

632.  Comparisons.  It  is  interesting  to  compai'e 
the  effects  following  the  use  of  various  fluids  between 
assigned  temperature  limits.  Let  the  cycle  be  one 
in  which  the  vapor  is  dry  at  the  beginning  of  com- 
pression, abcde,  Fig.  309  b.     We  have' 


Q  =  aefg — gahh  =Le  —  {hb—ha). 
f         ■  W  =  q-Le. 

Fig.  mb.      Art.  G32.-Dry  q=gabcdj=gabh+hbci+icdf 

Compressiou  Cycle.  =hi)—ha+Lc-\~l:{Ta  —  Tc). 
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The  value  of  T^  is  T^e  J  — ^  j  ,  where  y  is  the  adiabatic  ex|3onent.  The  value 
of  k  is  variable  ;  but  we  have 

k  log,|f'  =  n,  -  n„  OYk  log  T^  -  k  log  T,  =  (n,  -  n,)  -  2.3, 

in  which  Ta,  Tc,  n^,  and  7Jc  are  kuoNvii.  The  following  are  specimen  results  (see 
tables,  pp.  247,  248,  422,  424)  : 

NHs                             SOo  H.O 

64.4'^  F.  116°  F. 

5°  F.  32°  F. 

153.81  1038 

169.745  1060 

10.44  84 

-  8.449  0 

44.537  1.5 

11.756  0.0886 

159°  F.  484°  F. 

0.2023  0.493 

0.3478  2.1832 

0.3140  1.9412 

1.272  1.298 

191.8  1303 

150.86  976 

22.05  243 

6.82  4.02 

633.  Capacity.  The  common  basis  for  rating  refrigerating  machines 
is  in  tons  of  ice-melting  effect  per  24  hr.  The  "  ice-meltiiig  "  effect  is  a  con- 
ventional term  denoting  the  performance  of  142  B.  t.  u.  of  refrigercition. 
(The  latent  heat  of  fusion  of  ice  is  approximately  142  B.  t.  u.)  Let  Q  be 
the  heat  removed  from  the  vaporizer  per  cubic  foot  of  fluid  measured  at 
its  maximum  volume  during  the  cycle  ;  then  the  tonnage  per  cubic  foot  is, 
theoretically, 

r=Q-(142x2000). 

Let  D  be  the  piston  displacement,  per  24  hr.,  in  cubic  feet ;  then  the  "  rat- 
ing "  of  the  machine  is 

^-i)r=i;)Q-- 284000. 

In  practice,  this  does  not  exactly  hold,  because  the  vapor  is  superheated 
by  the  cylinder  walls  during  the  suction  stroke,  its  density  being  thus 
decreased  below  that  of  the  saturated  vapor.  The  reduction  of  capacity 
due  to  this  superheating  may  be  represented  by  the  empirical  expression 


n 

64.4°  F. 

Ta 

5°F. 

Lc 

520.22 

Le 

582.1 

h 

36.86 

K 

-  25.63 

P     : 

=  P6 

117.42 

Pe 

=  Pa 

33.667 

Ta 

175°  F. 

k 

0.70 

rie 

1.20 

■«c 

1.065 

y 

1.33 

Q 

659.91 

Q 

519.61 

w 

77.81 

Q^ 

W 

6.68 

468  APPLIED  THERMODYNAMICS 

0.04:]) -^P,  in  which  ;;  is  the  pressure  in  the  condenser,  and  P  that  at  the 
vaporizer.     The  actual  tonnage  is  then 


I   1-0.04'- ji>e  4- 284000. 

634.  Economy.  A  practical  unit  of  economy  is  the  pounds  of  ice-melt- 
uig  effect  per  2)oinid  of  coal  humed  in  the  boiler  which  drives  the  com- 
pressor engine.  The  refrigerating  effect  per  cubic  foot  of  fluid  is,  if  we 
ignore  self-evaporation  (Art.  625), 

(l-O.OifjQ; 

the  work  done  in  the  compressor  cylinder  is  (q  —  Q)',  that  in  the  engine 
cylinder  is  C(q—  Q),  in  which  C  is  the  reciprocal  of  the  combined  mechani- 
cal efficiency  of  engine  and  compressor,  ranging  from  1.15  to  1.25  for  direct 
connected  units.  The  foot-pounds  of  refrigerating  effect  per  foot-pound 
of  indicated  Avork  in  the  engine  cylinder  are  then 

The  ice-melting  effect  per  horse  power  hour  is  then 
1980000 


142  X 


^fl-0.04|   Q.C(,-Q). 


If,  as  in  ordinary  average  practice,  three  pounds  of   coal  are  used  per 
Ihp.-hr.,  the  ice-melting  effect  per  pound  of  coal  is 


1980000 


l-OM^\Q^C{q-q). 


142  X  3  X  778  V  P 


635.    Cooling  Water.    The  heat  absorbed  by  the  condenser  per  cubic  foot 
of  piston  displacement  is 

'l-0.04|V. 

The  number  of  pounds  of  water  required  per  24  hr.  to  absorb  this  heat, 
assuming  the  temperature  rise  of  the  water  to  be  30°,  is 


fl-0M^\Dq-^30. 


The  gallons  of  water  necessary  per  minute  for  each  ton  of  "  rating  "  (as 
defined  in  Art.  G33)  then  become, 

1.0  -  0.04  ^^^Dg- ^30  X  60  X  24  X  S\\\^\  (l-O  M^QD 

142x2000^1. 
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This  is  about  one  gallon  for  the  given  range  of  wa.ter  temperature ;  the 
usual  range,  however,  is  only  about  15°. 

.  636.  Size  of  Compressor.  If  the  fluid  at  the  beginning  of  compression 
be  just  dry,  and  v  be  the  specific  volume  and  M  the  weight  of  this  dry 
vapor  circulated  per  minute,  the  total  volume  displaced  per  minute  is  Mv, 
if  ^  be  the  number  of  single  strokes  per  minute,  the  piston  displacement 
per  single  stroke  of  a  double-acting  compressor  must  be  Z)  =  Mv  -=-  N. 
This  must  be  increased  for  superheating,  as  in  Art.  633,  the  displace- 
ment becoming 

Mv-hJSffl-OM^ 

and  must  be  further  corrected  for  clearance,  as  in  Art.  233.  A  small 
additional  increase  is  made  in  practice,  to  allow  for  the  presence  of  air 
and  moisture,  etc. 

637.  Compressor  Design.  The  refrigerating  effect  being  assigned,  the  nor- 
mal (unrefrigerated)  vaporizer  temperature  and  the  possible  condenser  tempera- 
ture are  ascertained.  These  determine  the  cyclic  limits.  The  type  (single-  or 
double-acting)  and  rotative  speed  of  the  compressor  are  then  fixed.  The  refriger- 
ating effect  per  ]30und  of  fluid  under  the  assumed  temperature  conditions  is  now 
computed,  and  the  necessary  weight  of  fluid  determined.  The  piston  displace- 
ment may  then  be  calculated  and  the  power  consumption  and  cooling  water  supply 
ascertained. 

In  most  vapor  computations,  the  specific  volume  of  the  liquid  may  be  ignored. 
This  does  not  hold  with  carbon  dioxide,  which  is  worked  so  near  its  critical  tem- 
perature that  the  specific  volume  of  the  liquid  closely  approaches  that  of  the  vapor. 
The  losses  in  the  vapor  compressor  are  similar  in  nature,  though  opposite  in  effect, 
to  those  in  the  steam  engine  cylinder.  The  transfer  of  heat  between  cylinder  walls 
and  working  fluid  causes  the  most  serious  loss ;  it  is  to  be  overcome  in  the  same 
ways  as  are  employed  in  steam  engine  practice. 

638.  Steam  Compressors.  In  these,  the  working  fluid  is  water,  injected  at 
ordinary  temperature  into  a  vacuum  chamber.  A  portion  of  the  water  vaporizes, 
absorbing  heat  from  the  remainder  and  thus  chilling  it.  The  vapor  is  then  slightly 
compressed,  condensed,  and  pumped  away  or  back  to  the  vaporizer.  The  principle 
of  action  is  the  same  as  that  of  any  vapor  machine,  but  the  pressure  throughout 
is  less  than  that  of  the  atmosphere.  The  temperature  cannot  be  lowered  below 
32>=  F.  (Art.  632). 

639.  Ammonia  Absorption  Machine.  This  was  invented  by  Carre.  The 
theory  has  been  presented  by  Ledoux  and  others  (5);  numerous  develop- 
ments of  the  original  Carre  apparatus  have  been  described  by  Wallis- 
Tayler  (6).  Instead  of  using  the  mechanical  force  exerted  by  a  compressor 
to  raise  the  temperature  of  the  fluid  emerging  from  the  vaporizer,  this 
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elevation  of  temperature  is  produced  by  the  application  of  external  heat 
from  fuel  or  steam  coils  in  what  is  called  the  generator.  The  fluid  then 
passes  to  the  condenser,  and  through  an  expansion  valve  to  the  vaporizer. 
It  cannot  be  returned  directly  to  the  generator,  because  the  pressure  there 
exceeds  that  in  the  vaporizer.  An  intermediate  element,  called  the 
absorber,  is  used.  The  operation  depends  upon  the  well-known  fact  that 
water  has  the  power  of  dissolving  large  volumes  of  volatile  vapors;  at 
59°  F.,  it  dissolves  727  times  its  own  volume  of  ammonia.*  This  solu- 
tion produces  an  exothermic  reaction;  heat  is  evolved,  amounting  to 
about  926  B.  t.  u.  per  pound  of  water.f  ''  The  mechanical  force  which 
draws  the  vapor  from  the  vaporizer  in  the  compression  system  is  here  re- 
placed by  the  affinity  of  water  for  ammonia  vapor ;  and  the  mechanical 
force  required  for  compressing  the  vapor  is  replaced  by  the  heat  of  the 
generator,  which  severs  this  affinity  and  sets  the  vapor  at  liberty  "  (Kent). 
Ammonia  is  among  the  most  soluble  of  the  substances  considered ;  other 
vapors  may,  however,  be  used  (7). 

640.  Arrangement  of  Apparatus.  The  absorption  apparatus  is  shown 
in  outline  in  Fig.  310.  At  A  is  the  generator,  containing  a  strong  solution 
of  ammonia  in  water  and  suitably  heated.  The  heat  liberates  ammonia 
gas,  which  passes  through  the  pipe  a  to  the  condenser  B.  From  this  the 
liquefied  ammonia  passes  out  at  b  and  is  expanded  through  the  valve  h, 
taking  up  heat  from  the  vaporizer  C,  as  in  the  compression  system.  The 
absorber  D  is  a  vessel  containing  water  or  a  weak  solution  of  ammonia  in 
water.  The  solution  of  vapor  in  this  water  produces  a  suction  which  con- 
tinually draws  vapor  over  from  C  to  D.  The  solubility  of  ammonia  in 
water  decreases  as  the  temperature  increases,  so  that  the  evolution  of  heat 
in  the  absorber  must  be  counteracted  by  jacketing  that  vessel  with  water 

*  The  absorption  increases  as  the  temperature  decreases  and  as  the  pressure 
increases. 

f  Generally,  the  heat  evolved  per  pound  of  water  is  (927xo— 142x0^)  B.  t.  u.,  where 
X  is  the  proportion  of  NH3  to  water,  by  weight. 

J  The  boiling  point  of  the  solution  is  less  than  that  of  water  at  the  same  pressure. 
When  X  is  the  proportion  by  weight  of  NH3,  the  amount  of  such  reduction  is  in  deg.  F., 


5.58a-  0.0868a2+0. 000591a 


in  which  a=         —  .     The  approximate  density  of  the  solution  is  (water  =1) 

l-0.43(x-x2+x3). 

The  partial  vapor  pressure  due  to  the  steam  is  approximately 

/1700-1700x\ 
^  \1700  +  100x/  ' 

where  jp  is  the  saturation  pressure  of  pure  steam  at  the  generator  temperature. 
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Fig.  310.     Arts.  640,  642. — Ammonia  Absorption  Apparatus. 

or  installing  water  coils  "in  the  solution.  The  waste  water  from  the  con- 
denser may  be  used  for  this  cooling.  The  more  concentrated  portion  of 
the  liquid  in  D  is  now  pumped  through /to  A,  while  the  weaker  solution 
is  drawn  off  from  the  bottom  of  A  and  returned  to  the  top  of  D  through  d. 
A  coil  heater  at  E  provides  for  the  interchange  of  heat,  thus  warming  the 
liquid  entering  A  and  cooling  that  entering  Z>,  as  is  to  be  desired. 

641.  Cycle.  From  the  condenser  to  the  vaporizer,  the  operation  is 
identical  with  that  in  a  compression  plant.  The  absorber  and  generator 
replace  the  compressor.  The  rise  in  pressure  occurs  between  the  pump  / 
and  the  generator  outlet  a.  In  Fig.  311,  B  may  be  taken  as  the  state  of 
the  gas  entering  the  condenser,  in  which  it  ig  liquefied  along  BA.  Ex- 
pansion reduces  its  pressure,  giving 
the  path  AJ.  In  passing  through  the 
vaporizer,  the  liquid  is  evaporated 
along  JC.  It  cannot  be  returned  di- 
rectly to  the  generator;  nor  can  it 
advantageously  be  returned  by  pump- 
ing, because  very  little  solution  would 
occur  at  the  high  temperature  main- 
tained in  the  generator.  It  is  there- 
fore absorbed  by  water  in  D,  Fig.  310, 
at  a  pressure  nearly  equal  to  that  in 
C,  and  transferred  to  the  generator, 
where  its  pressure  rises,  as  along  CB,  Fig.  311.  From  C  to  B,  the  vapor 
is  in  solution;  but  its  pressure  and  temperature  are  increased  by  the 
application  of  heat,  just  as  in  compression  machines  they  are  increased  at 
the  expenditure  of  external  work.  The  cycle  is  the  same  as  that  of  the 
compressive  apparatus. 

642.  Comparison  of  Systems.     The  temperature  attained  at  B,  Fig.  311,  is 

fP    \VliL  fP    \0'25 

practically  the  same  as  in  dry  compressive  systems ;  it\sTB—Tc[-~\ir=  TA  — ^ ) 


Fig.  311. 


Arts.  G41,  642. 
Cycle. 


Absorption 
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for  ammonia  (y  =  1,33).  The  refrigeration  per  pound  of  pure  dry  vapor  is 
Q  =  (1  —  X)L,  as  with  the  compressor.  Ideally,  the  heat  evolved  in  the  absorber 
should  be  approximately  sufficient  to  evaporate  the  solution  in  the  generator. 
Actually,  this  heat  is  largely  lost,  on  account  of  the  necessity  of  cooling  the  ab- 
sorber. Assuming  that  all  the  steam  consumed  by  the  pumps  is  afterward  em- 
ployed in  the  generator,  the  heat  consumption  of  the  absorption  app?a-atus  includes 
the  following  four  items : 

R,  that  necessary  to  evaporate  the  cold  water  drained  back  from  a  portion  of 
the  condenser  tubes ; 

E,  that  necessary  to  raise  the  temperature  of  the  solution  entering  the  genera- 
tor to  that  of  saturation  ; 

S,  that  necessary  to  distill  the  ammonia  in  the  generator  (latent  heat  plus  heat 
of  decomposition)  ; 

W,  necessary  to  raise  the  temperature  of  the  vapor  during  superheating. 

Symbolically,  H  =  W  ■{■  S  -\-  E  +  R.     Items  E  and  R  may  be  regarded  as  off- 
set by  the  friction  losses  in  the  compressor  system.     We  may  then  put  H=  W  +  S 
in  the  absorption  system.     "  A  rough  comparison  of  the  two  systems  is  as  follows  : 
At   a  suction  pressure  of  about  34  lb.  absolute,  at  which  the  vaporizer  temperature 
is  5°  (with  ammonia),  a  good  non-condensing  steam  engine  will  consume  heat 
amounting  to  about  969  B.  t.  u.  per  pound  of  ammonia  circulated,  the  condenser 
temperature  being  65°.     Under  the  same  conditions,  the  absorption  machine  will 
consume  about  72  B.  t.  u.  in  raising  the  temperature  and  about  897  B.  t.  u.  in  dis- 
tilling  the   ammonia;     whence   // =  72+897  =  969.     The   two   machines   are   thus 
equal  in  economy  for  a  suction  pressure  of  34  lb."     As  the  vaporizer  temperature 
falls   below   5°,  the   economy  of  the  absorption  system,  though  reduced,  becomes 
better  than  that  of  a  compressor  with  a  non-condensing  engine.     The  reverse  is 
the  case  when  the  vaporizer  temperature  rises.     Compared  with  condensing  engine 
driven  compressors,  the  economy  is  about  equal  for  the  two  types  when  the  vaporizer 
room  temperature  is  zero.     Where  a  low  back-pressure  is  required,  as  in  ice-making, 
the   absorption   system   is   thermodynamically   superior.     The   absorption   system 
requires  about  the  same  total  amount  of  cooling  water  as  is  needed  in  a  compres- 
sion system  operated  by  a  condensing  steam  engine. 

A  fairly  satisfactory  computation  of  the  heat  balance  presented  by  Spangler 
(5)  is  as  follows :  Let  steam  at  35  lb.  absolute  pressure,  0.9  dry,  be  supplied  for  heal- 
ing the  generator  of  a  15-ton  machine  {24--hour  actual  capacity).  The  condenser  tem- 
perature is  80°  F.,  that  of  the  vaporizer  is  10° F.  and  that  of  the  absorber  is  kept  at  100°  F. 
The  generator  solution  contains  25  per  cent  of  NHs,  the  absorber  holds  a  12  per  cent 
solution.     All  cooling  ivater  rises  from  60°  to  80°  in  temperature. 

The  temperature  in  B  (Fig.  310)  being  80°,  the  ammonia  pressure  (page  486) 
is  154.7.  The  steam  pressure  at  this  temperature  is  negligible.  Since  the  passage 
between  A  and  B  is  open,  the  pressure  in  A  will  be  the  same  as  that  in  B — 154.7  lb.; 
the  vapor  being  somewhat  superheated  in  A. 

The  solution  in  A  is  0,25  NH3.  If  it  were  pure  water,  its  temperature  would 
at  the  given  pressure  be  360.9°  F.     The  third  foot-note  to  Art.  640  gives 

a  =  ^^^^^^^  =35.4,  temperature  reduction  =  (5.58X35.4) -(0.0868X35.42) 

+(0.000591  X35.43)  =  115°  F., 
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so  that  the  boihng  point  of  the  solution  is  360.9  —  115=246°  F.  At  this  tempera- 
ture, the  pressure  of  saturated  steam  is  27.8  lb. ;  the  partial  steam  pressure  in  the 
generator  is  then  (Art.  640) 

and  the  partial  pressure  of  NH3  is  154.7—20.5  =  134.2  lb. 

The  pressure  in  C  and  D  is  that  corresponding  with  the  temperature  (10°  F.) 
in  C;  37.9  lb. 

Each  cubic  foot  of  vapor  leaving  the  generator  consists  of  1  cu.  ft.  of  superheated 
steam  at  20.5  lb.  pressure  and  246°  F.,  and  1  cu.  ft.  of  superheated  NH3  at  134.2  lb. 
pressure  and  246°  F.  The  density  of  the  steam  is  found  to  be  0.0495.  That  of  the 
ammonia  (Art.  403)  is  about  0.3088. 

Any  vapor  condensing  between  A  and  B  is  not  allowed  to  enter  B,  but  is  separately 
drawn  off  through  a  rectifier,  as  shown  in  Fig.  310,  and  drained  back  to  the  generator. 
If  this  condensation  were  not  removed,  the  NH3  absorbed  by  the  water  formed 
would  be  carried  to  the  absorber.  The  temperature  at  the  rectifier  will  be  slightly 
above  that  at  the  condenser,  say  85°  F.  The  density  of  water  vapor  at  this  tem- 
perature is  0.00183.  The  ammonia  has  now  been  brought  to  a  pressure  of  154.7  lb. 
and  a  temperature  of  85°,  at  which  its  specific  volume  (Art.  403)  is,  nearly,  2.09 
cu.  ft.  Its  actual  volume  is  0.3088  X 2.09  =0.641  cu.  ft.  It  contains  0.641  X 0.00183 
=  0.0012  lb.  of  water.  The  rectifier  has  then  removed  0.0495-0.0012  =  0.0483  lb. 
of  water. 

The  condensed  water  absorbs  some  of  the  ammonia  vapor.  Under  the  pressure 
of  154.7  lb.  and  at  85°  F.,  1  lb.  of  water  absorbs  2.36  lb.  of  NH3.  The  weight  of 
NH3  absorbed  is  'then  0.0483X2.36=0.114  lb.  The  quantity  of  NH3  passing 
on  to  the  condenser  is  consequently  0.3088—0.114=0.1948  lb.,  accompanied  by 
0.0012  1b.  of  steam. 

Upon  condensation  in  B,  the  0.0012  lb.  of  water  absorbs  0.0012X2.33=0.0028 
lb.  of  NH3,  and  must  be  drained  back  to  the  generator.  The  anhydrous  hquid 
NH3  leaving  the  condenser  now  amounts  to  0.1948-0.0028  =0.192  lb. 

The  pump  must  handle  a  sufficient  amount  of  strong  liquor  from  Z),  and  the 
generator  must  return  a  sufficient  amount  of  weak  liquor  to  D,  to  cause  a  decrease 
in  strength  of  solution  from  25  per  cent  to  12  per  cent.  When  the  pump  draws 
off  100  parts  of  solution,  containing  25  of  ammonia,  the  generator  must  return 
100  parts,  containing  12  of  ammonia.  The  weight  of  ammonia  decreases  25  — 12  =  13, 
and  the  weight  of  solution  increases  13,  or  from  75  to  75  +  13=88.  The  quantity 
of  strong  hquor  that  must  be  handled  per  pound  of  ammonia  is  then  f|  =  6.77  lb., 
and  that  of  weak  liquor  is  6.77-1.0  =  5.77  lb. 

The  pump  must  handle  6.77X0.192  =  1.3  lb.  of  strong  liquor,  and  the  generator 
must  return  5.77X0.192  =  1.108  lb.  of  weak  Hquor,  per  cubic  foot  of  NH3  discharged 
from  the  generator. 

In  passing  the  valve  li,  the  pressure  falls  from  154.7  lb.  to  that  corresponding 
with  the  temperature  10°  F.  —37.9  lb.,  and  there  will  be  vaporized 

0.192^J^°=0'»^'^4+='">  =0.0279  lb.,  (Art.  625), 

the  remaining  liquid,  0.192-0.028=0.164  lb.,  bein^:  evaporated  at  C. 
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Heal  Computation.  In  the  rectifier,  0.0495  lb.  of  H2O  at  20.5  lb.  pressure  and 
246°  F.  is  reduced  to  85°  F.  and  saturation  (0.59  lb.  pressure).  Of  this  amount 
0.0483  lb.  is  condensed.  The  heat  given  up  is  {0.0495A;(r-0  =0.0495X0.48X 
(246-85)  =3.82  B.  t.  u.  (  + {0.0483L85  =  0.0483  XI 044  =50.5  B.  t.  u.}  Besides  this, 
0.3088  lb.  of  A'^3  at  134.2  lb.  pressure  and  246°  F.  is  reduced  to  85°  F.  and  154.7 
lb.  pressure;  of  which  weight,  0.114  lb.  is  absorbed  by  the  water.  The  ammonia 
gives  up  in  coohng  0.3088X0.508  *  (246-85)  =^5.1  B.  t.  u.  The  absorption  of 
NH3  evolves 

=  67.6  B.  t.  u.     (Art.  640). 

In  the  condenser,  0.0012  lb.  of  water  is  reduced  from  85°  to  80°  and  condensed, 
giving  up  0.0012  j  (0.48X5) +1047)  =1.26  B.  t.  u.  Also,  0.1948  lb.  of  ammonia 
is  cooled  from  85°  to  80°  (0.1948X0.508X5  =  0.5  B.  t.  u.)  and  0.0028  lb.  is  ab- 
sorbed by  water   (^0.0028  |  927-142  (^^|)  ]  =1-67  B.  t.  u.j  .       The    remaining 

0.192  lb.  of  ammonia  is  now  condensed,  giving  up  0.192L8o  =  0.192X499.4=55.9 
B.t.u. 

At  the  expansion  valve  and  vaporizer,  0.192  lb.  NH3  is  converted  from  liquid 
at  80°  to  dry  vapor  at  10°,  absorbing  0.192  (/iio-Z^so+Lio)  =0.192( -30-55  + 585) 
=  96  B.  t.  u. 

In  the  absorber,  0.1S2  lb.  NH3  is  raised  in  temperature  from  10°  to  100°  (0.192  X 
0.508X90  =  5.75  B.  t.  u.);  this  is  absorbed  so  as  to  raise  the  strength  from  12  to 
25  per  cent.     The  heat  evolved  is  (Art.  640), 

(927x0 -142xo2)  B.  t.  u.  per  lb.  of  water, 

where  Xo  =  proportion  of  NH3  to  water.  This  gives,  for  an  increase  of  strength  from 
A  to  B  (percentage  of  total),  per  pound  of  ammonia,  a  heat  evolution  of 

927-142  (j^^+^)B.t.u., 

which  for  our  conditions  gives 

0.192  I  927-142  (^+^)  \  =164.3  B.  t.  n., 

as  the  heat  liberated  by  solution. 

The  generator  must  raise  the  temperature  of  0.192  lb.  NH3  from  100°  to  246° 
and  reduce  the  strength  from  25  to  12  per  cent.  In  raising  the  temperature, 
(0.192X0.508X146)  =i4-^  B.  t.  u.  are  employed.  In  the  partial  distillation,  the 
same  amount  of  heat  is  consumed  as  was  liberated  at  the  absorber,  viz.,  164-3  B.  t.  u. 
Besides  this,  the  generator  raises  the  temperature  of  the  0.0483  lb.  of  water  (received 
from  the  rectifier)  from  85°  to  saturation,  evaporates  it  and  raises  its  temperature 

*  Art.  403. 
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to  246°.  This  requires  0.0483{V6-/?85o-rL20.5+0.48(246-/20.5)  =0.0483 {197.45 
-53.02+959.1o  +  (0.48.X16.7)!  =53.75  B.  t.  u.  In  addition,  the  0.114  lb.  of  NHs 
received  with  the  water  from  the  rectifier  must  be  heated  to  246°,  and  distilled  off. 
This  reqiiii-es  0.114X0.508X161  =9.3  B.  t.  n.  for  the  former  operation  and 


/  0.114  \ 
\0.0483/ 


0.114^  927-142  hT^—-r         =67.5  B.  t.  u.  for  the  latter. 


The  condenser  also  returns  to  the  generator  0.0012  lb.  of  water  and  0.0028  lb. 
of  NHs,  both  at  80°  F.  The  heat  necessary  to  handle  these  amounts  in  the  same 
way  as  the  rectifier  drainage  is 

0.0012{l97.45-48.03+959.15  +  (0.48Xl6.7)}  =1.33  B.  t.  u.  (water); 
0.0028X0.508X161=0.^5  B.  t.  u.  (to  superheat  the  ammonia); 

0.0028  I  927-142  (^^^^fl)  }  =1-67  B.  t.  u.  (to  distil  the  ammonia). 

At  the  pump,  1.3  lb.  of  strong  liquor  must  be  raised  in  pressure  from  37.9  lb.  to 
154.7  lb.  The  absolute  density  of  the  25  per  cent  solution  being  56.9  (see  Art.  640), 
the  work  of  the  pump  is 

1.3      144(154.7-37.9)  _ 
56:9  >< 778 -O.SB.t.u. 

Summary:  In  the  rectifier,  there  were  lost  3.82+50.5+25.1=79.42  B.  t.  u. 
Adding  the  heat  contributed  by  the  absorbed  ammonia,  67.6,  we  have  147.02  B.  t.  u. 
as  the  net  expenditure  of  heat  at  that  point. 

At  the  condenser,  there  were  losses  of  1.26+0.5  +  1.67+95.9=99.33  B.  t.  u. 
At  the  vaporizer,  the  fluid  received  96  B.  t.  u. 

At  the  absorber,  absorption  caused  a  loss  of  164.3  B.  t.  u.  but  the  heat  added 
to  the  ammonia  consumed  8.75  B.  t.  u.,  so  that  only  155.55  B.  t.  u.  were  rejected 
to  the  coohng  water. 

At  the  generator,  the  supply  of  heat  was  14.2  +  164.3+53.75+9.3+67.5  +  1.33 
+0.23  +  1.67  =  312.28  B.  t.  u. 

Total  Heat  Received. 

Generator,      312.28 
Pump,  0 . 5 

Vaporizer,        96 . 0 

408.78 


408.78 

The  error  in  the  heat  balance  is  thus  about  1|  per  cent. 

For  a  15  ton  machine,  the  effect  required  at  the  vaporizer  is  15X2000X142 
=^4,260,000  B.  t.  u.  per  24  hours.  The  generator  effect  necessary  per  minute  is 
then 


Total  Heat  Accounted  for 

Rectifier, 

147.02 

Condenser, 

99. 

33 

Absorber, 

155, 

55 

401. 

90 

Unaccounted  for, 

6.88 
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Each  pound  of  steam  contributing  0.9  L  =0.9X938.9  =  845  B.  t.  u.,  the  weight 
of  steam  needed  per  minute  is  -V¥V-  =  11.4  lb.  A  total  effect  of  401.9  B.  t.  u.  is 
produced  by  cooling  water  per  96  B.  t.  u.  of  refrigeration.  The  weight  of  water 
required  pei  minute  is  then 

4,260,000      401.9  . 
24X60    X-gg- -(80-60)  =620  lb. 

643.  Steam  Absorption  Machines.  A  water-vapor  machine  of  the  class  de- 
scribed in  Art.  638  may  dispense  with  the  compressor,  the  steam  being  absorbed 
by  and  generated  from  solutions  in  sulphuric  acid.  This  form  of  apparatus  has 
been  in  use  for  at  least  a  century,  having  been  successfully  developed  by  Carre  and 
others  (8). 

Details  and  Commercial  Standards 

644.  Direct  Expansion.  When  the  refrigerating  fluid  is  itself  circu- 
lated in  the  room  or  through  the  material  to  be  cooled,  the  system  is  that 
of  direct  expansion.  While  simple  and  economical,  there  are  objections  to 
this  type  of  plant.  The  least  movement  of  the  expansion  valve  changes 
the  lovs^er  pressure  and  temperature,  and  consequently  the  temperature  of 
the  room  to  be  cooled.  The  introduction  of  a  substance  like  ammonia  is 
often  considered  too  hazardous  in  rooms  where  valuable  materials  like 
furs  would  be  damaged  by  any  leakage. 

645.  Brine  Circulation.  By  expanding  the  refrigerating  fluid  in  coils  im-. 
mersed  in  some  harmless  liquid,  like  salt  water,  the  former  may  be  kept  wholly 
within  the  power  plant ;  the  cooled  water  is  then  circulated  through  the  rooms  to 
be  refrigerated  by  means  of  a  pump.  The  operation  is  wasteful,  because  it  in- 
volves an  irreversible  rise  in  temperature  between  working  fluid  and  brine,  but 
is  often  preferred  for  the  reasons  given.  The  brine  serves  as  a  "fly  wheel  for 
heat,"  smoothing  out  the  variations  in  temperature  which  occur  with  direct  expan- 
sion ;  but  a  secondaiy  circulating  system  is  more  expensive  in  installation  and 
operation.  In  addition  to  the  usual  apparatus,  there  must  be  supplied  a  brine  tank, 
which  now  becomes  the  vaporizer,  coils  within  the  brine  tank,  and  a  brine  pump. 
The  cooling  coils  in  the  refrigerated  room,  and  the  piping  thereto,  must  be  sup- 
plied as  in  direct  expansion  ;  they  are,  however,  rather  less  expensive. 

646.  Fluids.  Salt  brine  is  commonly  used  rather  than  water,  since  the 
freezing  point  of  the  former  may  be  as  low  as  —  5°  F.  This  fluid  is  detrimental 
to  cast-iron  fittings,  and  these  are  ordinarily  made  exti-a  heavy  when  used  for 
brine  circulation.  Chloride  of  calcium  in  solution  *  permits  of  a  still  lower  tem- 
perature; it  may  solidify  at  as  low  a  temperature  as  —54^  F.  A  solution  of  magne- 
sium chloride  is  occasionally  used.  Salt  brine  cannot  be  left  in  the  system  after 
the  circulation  ceases,  as  the  salt  settles  out  and  the  freezing  point  is  raised. 

*  A  study  of  the  specific  heats  of  some  calcium  chloride  solutions  is  contained  in 
the  Bulletin  of  the  Bureau  of  Standards,  6,  3. 
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647.  Brine  Circulation  Plant.  Figure  312  shows  a  complete  plant.  In  opera- 
tion, the  compressor  is  lirst  started,  drawing  the  air  out  of  the  pipe  coils.  A  drum 
of  anhydrous  ammonia  is  placed  at  i>,  and  the  contents  allowed  to  run  into  the 
liquid  receiver  through  the  valve  C.  The  expansion  valve  D  is  then  opened  and 
liquid  ammonia  passes  through  to  the  brine  tank.  The  valves  A  and  F  are  kept 
open  until  the  odor  of  ammonia  is  evident.  They  are  then  closed,  the  valve  L  is 
opened,  and  the  water  turned  on  at  the  condenser.  The  compressed  vapor  is  now 
liquefied  in  the  condenser,  its  temperature  falling  within  20"^  of  that  of  the  cool- 
ing water  in  usual  practice.  The  brine  pump  G  is  started,  circulating  the  chilled 
brine  through  the  refrigerated  room  II,  and  the  speed  of  the  compressor  is  in- 
creased until  the  temperature  of  the  fluid  in  the  l)rine  tank  is  about  20°  below 
the  required  temperature  in  //.  Ammonia  is  supplied  at  C  until  the  level  in  the 
receiver  remains  constant.  The  supply  is  then  cut  off.  At  the  beginning  of  the 
operation,  all  of  the  ammonia  will  be  evaporated  in  E,  and  the  vapor  will  be  highly 
superheated  during  compression.  As  the  brine  is  chilled,  the  tempeiature  of  the 
discharged  vapor  falls,  and  frost  forms  on  the  outside  of  the  pipe  /,  gradually 
approaching  the  compressor.  If  the  supply  of  fresh  liquid  is  stopped  at  this  point, 
superheating  will  continue  to  occur,  producing  "dry"  compression.  In  "wet" 
compression,  the  compressor  inlet  becomes  heavily  frosted  and  the  outlet  pipe  is 
sufficiently  cool  to  be  touched  by  the  hand.  With  adequate  jacketing,  etc.,  the 
dry  system  may  be  in  practice  as  economical  as  the  wet  (Art.  629),  but  additional 
care  is  necessary  to  avoid  leakage  at  the  stuffing  boxes.  A  direct  expansion  system 
has  already  been  shown  in  Fig.  306. 

648.  Indirect  Refrigeration.  In  some  cases,  neither  brine  circulating  coils 
nor  direct  expansion  coils  are  used  in  the  cooling  room,  but  air  is  blown  over  a 
bank  of  coils  and  thence  through  ducts  to  the  room.  This  constitutes  indirect 
refricjeration,  providing  ventilation  as  well  as  cooling.  In  direct  refrigeration, 
provision  is  sometimes  made  for  drawing  off  foul  air  by  vertical  flues.  In  certain 
applications,  arrangements  are  made  for  washing  or  filtering  and  drying  the  air 
supply  introduced. 

649.  Abattoirs,  Packing  Houses.  Refrigeration  here  plays  an  important  part. 
Either  direct  expansion  or  brine  circulation  may  be  employed,  the  coils  being 
located  along  the  side  walls  near  the  ceiling,  or  suspended  from  the  ceiling,  if 
head  room  will  permit.  The  latter  is  the  better  arrangement.  Moisture  from 
the  atmosphere  of  the  room  rapidly  condenses  on  the  outside  of  the  pipes,  and 
provision  must  be  made  for  removal  of  the  dri^D.  The  atmosphere  of  the  room 
rapidly  becomes  dry. 

650.  Cold  Storage.  For  preserving  vegetables,  fruits,  poultry,  eggs,  butter, 
milk,  cheese,  fish,  meats,  etc.,  either  in  permanent  storage  or  during  transporta- 
tion, mechanical  refrigeration  has  been  widely  applied.  Temperatures  of  from 
25°  to  40°  F.  are  usually  maintained,  the  temperature  being  lowered  gradually. 
Some  substances  keep  best  when  actually  frozen.  Mechanically  cooled  refrigera- 
tor cars  have  been  described  by  Miller  (9).  For  all  storage-room  applications, 
the  fundamental  principles  underlying  the  computation  of  the  amount  and  dis- 


478 


APPLIED   THERMODYNAMICS 


K\\\\\\\\\\\\\\\\\\\\\\\\\\\\\\\\^^^^ 


AWWWWN 


/r^ 


^  ^d^ 


a- 


S\\\\\\\\\\\\\\\\\\\\\\\\\W 


Viry 


\^y>y'y'^^^^^^^y^^y'y'^^^^y 


L\\\\\\\\\\\\\v\\\v\\'^\\\\V\<\\^\\\\\\v\\\\v\\\\\\\\\\^^ 


ICE  MAKING  479 

tribution  of  coil  surface  are  precisely  those  employed  in  the  design  of  heating  and 
ventilating  systems.  Reference  should  be  made  to  the  works  of  Siebel  (10)  and 
Wallis-Tayler  (11).  The  thorough  insulation  of  the  rooms  and  of  the  conduct- 
ing pipes  is  of  much  importance. 

651.  Other  Applications.  Mechanical  refrigeration  is  universally  employed  in 
breweries,  for  cooling  of  the  cellars  and  the  wort,  as  well  as  for  cooling  during 
fermentation  (attemperator  system)  (12).  It  is  popular  in  marine  service,  where 
the  sj)ace  occupied  by  stored  ice,  and  its  shrinkage,  would  be  serious  items  of 
expense.  It  is  applied  in  candy  factories,  for  cooling  chocolate;  in  candle  and 
paraffin  works  and  linseed-oil  refi.neries  for  precipitating  out  solid  waxes  from 
mixtures;  in  dairies  for  cooling  the  milk;  in  tea  warehoiises,  dynamite  factories, 
in  the  manufacture  of  photographic  dry  plates,  in  wine  cellars,  soda-water  estab- 
lishments, sugar  refineries,  chemical  works,  glue  factories,  and  for  the  winter  stor- 
age of  furs.  The  losses  experienced  in  marine  transportation  of  cattle  on  the  hoof 
have  been  greatly  reduced  by  cooling  the  space  between  decks.  Refrigeration  has 
also  been  used  for  congealing  quicksand  during  excavation  and  tunneling  opera- 
tions in  loose  soil. 

A  recent  application  is  in  the  formation  of  indoor  skating  ponds.  These  are 
frozen  by  direct  expansion  through  submerged  coils.  A  fresh  surface  is  frq^en 
on  whenever  necessary,  and  this  is  kept  smooth  by  the  use  of  a  planing  machine. 
Pipe-line  refrigeration  from  central  stations  is  being  practiced  in  at  least  nine 
American  cities;  the  present  status  of  this  public  service  has  been  studied  by 
Hart  (13). 

652.  Ice  Making.  This  is  one  of  the  most  important  applications.  The 
manufacture  of  ice  may  be  carried  on  as  an  adjunct  to  the  ordinary  operation  of 
any  refrigerating  plant.  The  product  is  from  an  hygienic  standpoint  immeasur- 
ably superior  to  the  visual  natural  ice.  In  practice,  three  systems  are  used :  the 
plate,  the  stationary  cell,  and  the  can,  the  last  being  of  most  importance. 

653.  Plate  System.  Large,  shallow,  hollow,  rectangular  boxes  are  immersed  in 
a  tank  containing  the  water  to  be  frozen,  dividing  the  body  of  water  into  narrow 
sections,  corresponding  to  the  "plates"  of  ice  to  be  formed.  Through  the  hollow 
boxes,  a  solution  of  chilled  brine  circulates ;  in  some  cases,  however,  this  brine  is 
quiescent,  being  chilled  by  coils  immersed  in  it,  in  which  coils  brine  from  the 
compressor  plant  circulates.  A  "plate"  14  in.  thick  maybe  produced  in  from' 
9  to  14  days.  The  plates  when  formed  are  loosened  by  circulating  warm  brine  for 
a  few  moments,  and  are  then  hoisted  out  by  cranes. 

654.  Stationary  Cell  System.  A  large  number  of  approximately  cubical 
tanks,  with  hollow  walls  and  bottoms,  are  set  in  a  frame.  Brine  is  circulated 
through  the  walls.  A  "  cake  "  of  ice  is  gradually  formed  within  the  tanks.  This 
is  loosened  in  the  same  manner  as  plate  ice. 

655.  Clear  Ice.  Much  difficulty  has  been  experienced  in  securing  a  product 
free  from  the  characteristic  porous,  granular    structure.     A  clear   ice  has  been 
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found  to  be  most  probable  when  the  temperature  of  the  operation  is  not  too  low, 
when  the  water  is  agitated  during  cooling,  and  when  the  layers  are  thin,  as  in  the 
plate  system  or  with  shallow,  stationary  cells.  To  provide  these  conditions  usually 
involves  delay,  trouble,  or  expense.  Tiie  clear  ice  of  the  present  day  is  pro- 
duced by  the  use  of  distilled  water.  This  may  be  obtained  by  condensing  the 
exhaust  from  the  compressor  engine,  or  by  using  that  exhaust  in  an  evaporator  to 
distill  in  vacuo  a  fresh  suj^ply  of  water.  Traces  of  cylinder  oil  must  in  the  former 
case  be  thoroughly  eliminated,  and  the  water  carefully  filtered. 

656.  Can  System.  The  use  of  distilled  water  from  the  engine  exhaust  in 
portable  cans  is  at  present  standard  practice.  The  cans,  of  plain  galvanized  iron, 
stand  in  a  tank  containing  a  circulating  solution  of  brine,  the  temperature  being 
somewhat  below  32°.  Blocks  of  300  lb.  weight  are  produced  in  from  50  to  60  hr. 
—  about  one  fourth  the  time  usually  required  with  the  plate  system.  The  ice  is 
loosened  by  lowering  the  cans  for  a  moment  in  warm  water.  The  various  wastes 
of  water,  when  the  condensation  from  the  engine  is  employed,  require  that  the 
amount  fed  the  boiler  shall  be  about  33  per  cent  in  excess  of  the  amount  of  ice  to 
be  made.  A  highly  economical  steam  engine  is  thus  undesirable.  "The  can  sys- 
tem requires  about  one  fourth  the  floor  area  and  one  twelfth  the  cubical  space  that 
are  needed  by  the  plate  system  for  the  same  output,  while  it  is  about  four  times 
as  rapid,  and  costs  initiall}^  about  25  per  cent  less." 

In  a  system  recently  introduced,  large  hollow  cylinders,  through  which  ammonia 
circulates,  are  revolved  in  a  freezing  tank.  A  thin  film  of  ice  forms  on  the  outside 
of  the  cylinders,  and  is  scraped  off  by  knives  and  pumjDed  in  slushy  condition  to  a 
hydraulic  press,  where  it  is  formed  into  cakes.  The  process  is  continuous  and  re- 
quires little  labor.  The  clearness  of  the  ice  depends  upon  the  pressure  to  which 
it  is  subjected. 

657.  Details.  The  pressure  range  is  usually  frojn  190  to  15  lb.  gauge  approxi- 
mately. The  brine  may  be  ordinary  salt  brine,  consisting  of  3  lb.  of  medium 
ground  salt  per  gallon  of  water  (specific  heat  about  0.8),  or  calcium  chloride  brine, 
in  the  proportion  of  3  to  5  lb.  of  chloride  to  one  gallon,  or,  on  the  average,  at  about 
23°  Be.,  weighing  13^  lb.  per  gallon  and  permitting  of  a  temperature  of  —  9°  F. 
The  specific  heat  of  this  solution  is  about  0.9.  The  brine  must  be  periodically 
examined  with  a  salinometer.  The  ice-making  capacity  is  not  the  same  as  the  ice- 
melting  effect  described  in  Art.  633.  To  produce  actual  ice,  the  water  must  be 
cooled  from  its  initial  temperature  to  the  freezing  point,  while  the  ice  is  usually 
formed  at  a  temperature  considerably  below  32°.  Roughly  speaking,  about  one- 
half  ton  of  actual  ice  may  be  made  per  ton  of  rated  capacity.  The  productive 
capacity  is  further  reduced  by  the  losses  attending  the  handling  of  the  ice. 

658.  Tonnage  Rating.  The  ice-melting  effect  of  a  machine  work- 
ing between  the  pressures  |?  and  P  is,  from  Art.  633, 

^  =  m^l  -  0. 04  ^)i>(l  -  ^)L  --  (142  x  2000), 
in  which  m  is  the  density  of  the  vapor  at  the  suction  pressure. 
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Since  X  is  determined  by  p  and  P,  the  capacity  depends  directly 
upon  the  pressure  range  and  the  piston  disphiceinent.  The  Ameri- 
can Society  of  Meclianical  Engineers  (14)  has  standardized  these 
pressures  by  assigning  90°  and  0°  F.  as  the  corresponding  tempera- 
ture limits.  This  makes  the  lowest  possible  room  temperature  about 
15°  F.  with  direct  expansion  and  about  25°  F.  with  brine  circulation. 
Lower  temperatures  are  frequently  required.  The  lower  of  the 
assigned  temperatures  also  fixes  the  value  of  m.  For  any  other 
pressures,  q,  §,  at  the  state  M^  x,  Z,  the  tonnage  capacity  would  be 

T=  Jf^l -  0.04 -|Wl-2;)Z- (142x2000);  whence 

jf^_0.04lVl-^)? 


^        m 


fl_0.04|j(l-X)i 


659.  Compressor  Proportions.  The  builders  of  machinery  do  not  in  all 
cases  rate  their  machines  on  this  basis.  Many  of  them  merely  state  the 
piston  displacement  (which  may  range  from  6500  to  8700  cubic  inches  per 
minute  per  ton  of  nominal  capacity)  or  the  weight  of  vapor  circulated 
under  given  pressure  conditions.  Power  rates  usually  range  from  one  to 
two  horse  power  at  the  engine  per  ton  of  capacity;  piston  speeds  vary 
from  125  to  600  ft.  per  minute. 

660.  Tests.  A  standard  code  for  trials  of  refrigerating  machines 
is  under  consideration  by  a  committee  of  the  American  Society  of 
Mechanical  Engineers,  a  preliminary  report  having  already  been 
made  (15).  Results  of  tests  are  stated  in  ice  melting  effect  in  pounds 
per  pound  of  coal  or  per  indicated  horse  power  hour  at  the  compressor 
engine.  Where  the  coal  is  not  measured,  3  lb.  of  coal  per  hour  are 
often  assumed  to  be  equivalent  to  one  horse  power.  Let  a  be  the 
ice  melting  effect  per  indicated  horse  power :  then 

142  a  -  (1980000  --  778)  =  0.0557  a 
is  the  efficiency  from  engine  cylinder  to  cooling  room.     Let  b  be  the 
ice-melting  effect  per  pound  of  coal  containing  14,000  B.  t.  u.  ;  then 

142  6 --14000  =  0.01015  5 
is  the  efficiency  from  coal  to  cooling  room.     A  few  well-known  tests 
will  be  quoted. 
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661.  Air  Machines.  Ledoux  quotes  tests  (16)  in  which  the  ice-melting  effect 
per  pound  of  coal  was  from  3.0  to  3.42  at  3  lb.  coal  per  Ihp. ;  the  efficiencies  from 
coal  to  cooling  room  being  respectively  only  0.0304  and  0.0346.  A  Bell-Coleman 
machine  at  Hamburg,  tested  by  Schroter  (17)  gave  from  354  to  371  calories  of 
refrigeration  per  Ihp.-hr.,  the  efficiency  from  the  engine  to  cooling  room  being 
therefore  from  0.551  to  0.580.  The  range  of  temperatures  was  very  low.  About 
half  the  power  expended  in  the  compressor  is  ordinarily  recovered  in  the  expan- 
sion cylinder. 

662.  Compression  Machines.  Most  tests  have  been  made  with  ammonia. 
Ledoux  tabulates  (18)  ice-making  effects  per  pound  of  coal  ranging  from 
9.86  to  46.29,  based  on  3  lb,  of  coal  per  horse  power ;  the  corresponding 
efficiencies  being  from  0.10  to  0.469.  A  number  of  tests  by  Schroter  gave 
from  19.1  to  37.4  lb.,  or  from  0.194  to  0.379  efficiency.  Shreve  and  Anderson 
obtained  21  lb.,  or  0.213  efficiency  (19).  Anderson  and  Page  (20)  obtained 
18.261  lb.  of  ice-melting  effect  per  pound  of  coal  containing  12,229.6  B.  t.  u. 
per  pound ;  or  65.79  lb.  per  Ihp.  The  efficiency  from  engine  to  refrigera- 
tion was  3.65;  from  coal,  it  was  0.211.  The  pressure  range  was  from 
28.88  to  132.01  lb.  absolute.  Denton  (21)  reported  23.37  lb.  of  ice-melt- 
ing effect  per  pound  of  coal  on  the  3  lb.  basis,  working  between  27.5  and 
161  lb.  pressure.  The  ice-melting  capacity  for  24  hr.  was  74.8  tons,  the 
average  steam  cylinder  horse  power,  S5 ;  whence  the  engine  to  room  effi- 
ciency was  (23.37  x  3  x  142)  ^2545  =  3.92,  and  the  coal  to  room  efficiency 
about  0.236.  The  efficiency;  from  coal  to  engine  cylinder  was  then 
0.236  --3.92  =  0.0602.  A  series  of  tests  by  Schroter  (22)  gave  from  1674 
to  4444  calories  of  refrigeration  per  compressor  horse  power,  the  corre- 
sponding efficiencies  being  therefore  from  2.61  to  6.91 ;  the  engine  to 
room  efficiency  might  be  15  per  cent  less,  say  from  2.21  to  5.87.  A  Pictet 
fluid  machine  (23)  gave  3507  calories  per  horse  power  4n  the  steam 
cylinder,  or  5.5  efficiency.  The  reason  for  these  high  values,  exceeding 
unity,  has  been  stated  in  Art.  621.  The  steam  engine  efficiencies  in  none 
of  these  tests  exceeded  15  per  cent ;  it  did  not  average  much  over  5  per 
cent ;  an  average  efficiency  of  0.237  from  coal  to  room  corresponds  to  a 
coefficient  of  performance  of  about 

0.237-7-0.05=4.74  (neglecting  friction  of  mechanism). 

The  engine  to  room  efficiency  is  equal  to  the  actual  coefficient  of  perform- 
ance multij)lied  by  the  mechanical  efficiency  of  engine  and  compressor. 

663.  Ammonia  Absorption  Machines.  Assuming  an  evaporation  of  11.1  lb.  of 
water  from  and  at  212"^  F.  per  pound  of  combustible,  Ledoux  (24)  reports  a  test 
in  which  20.1  lb.  of  ice-melting  effect  were  produced  per  pound  of  coal,  the  over- 
all efficiency  being  tluis  0.204.  A  seven-day  test  by  Denton  (25)  gave  17.1  lb., 
based  on  10  lb.  of  steam  per  pound  of  coal,  the  corresponding  efficiency  being 
about  0.173.     The  pressure  range  was  from  23.4  to  150.77  lb.  absolute.     The  tem- 
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perature  range  was  from  272°  to  80°  F. ;  the  coefficient  of  performance  for  the 
Carnot  cycle  would  have  been  2.83.  The  equivalent  efficiency  from  coal  to  com- 
pressor cylinder  in  a  compression  machine  must  then  have  been  at  least 

0.173  -  2.83  =  0.0613 ; 
or  from  coal  to  engine  cylinder,  about 

1.2  X  0.0612  =.  0.07344. 

664.  Commercial  Types.  Compressors  may  be  driven  directly  from  a  steam 
cylinder,  or  by  belt.  Any  form  of  slov/-speed  engine  may  be  used  for  driving ; 
a  favorite  arrangement  is  to  have  the  steam  cylinder  horizontal  and  the  ammonia 
cylinder  vertical,  as  in  Fig.  313.  Tandem  or  cross-compound  engines  may  be 
used.  The  ammonia  condenser  may  be  an  ordinary  surface  condenser,  or  an 
atmospheric  condenser  of  the  form  described  in  Art.  585,  consisting  of  a  coil  of 
exposed  pipes  over  which  streams  of  water  trickle.  In  other  types,  the  ammonia 
coils  are  submerged  in  a  tank  of  circulating  water.  Cooling  towers  are  used 
where  there  is  an  inadequate  water  supply. 

(1)  WsiWis-Tsiyler,  Refrige7^ation,  Cold  Storage,  and  Ice  Maki7ig, 19Q2.  (2)  Zeuner, 
Technical  Thermodynamics  (Klein  tr.),  I,  384.  (3)  Op.  cit.  (4)  Proc.  Inst.  Mech. 
Eng.,  1881,  105;  1886,  201.  (5)  Ice-making  Machines,  D.  Van  Nostrand  Co.,  1903; 
Spangler,  Applied  Thermodynamics,  1910.  (6)  Op.  cit.,  p.  154  et  seq.  (See  also  the 
paper  by  Ophuls,  in  Power,  Apr.  23,  1912.)  (7)  Wallis-Tayler,  op.  cit.,  p.  25.  (8) 
Wallis-Tayler,  op.  cit.,  pp.  24-32.  (9)  Stevens  Indicator,  April,  1904;  Railroal 
Gazette,  October  23,  1903.  (10)  Compend  of  Mechanical  Refrigeration.  (11)  Op. 
cit.  (12)  Op.  cit.,  381.  (13)  Engineering  Magazine,  June,  1908,  p.  412.  (14)  Trans- 
actions, 1904.  (15)  Transactions,  XXVIII,  8,  1249.  (16)  Ice-making  Machines, 
1906,  Table  A.  (17)  Untersuchungen  an  Kaltemachinen,  1887.  (18)  Loc.  cit.  (19) 
Wood,  Thermodynamics,  1905,  352.  (20)  Ihid.,  348.  (21)  Trans.  A.  S.  M.  E.,  XII. 
(22)  Peabody,  Thermodynamics,  1907,  414.  (23)  Schroter,  Verg.  Vers,  an  Kalte- 
maschinen.     (24)  Loc.  cit.     (25)  Trans.  A.  S.  M.  E.,  X. 

SYNOPSIS   OF   CHAPTER  XVIII 

A  heat  cycle  may  be  reversed,  the  heat  rejected  exceeding  that  absorbed  by  the  ex- 
ternal work  done. 

The  Carnot  cycle  would  lead  to  a  bulky  machine.  Actual  air  machines  work  with  a 
regenerator  or  in  the  Joule  cycle.  In  this  latter,  the  low-temperature  heat  ex- 
tracted from  the  body  to  be  cooled  is  mechanically  raised  in  temperature  so  that 
it  may  be  carried  away  at  a  comparatively  high  temperature.  The  mechanical 
compression  may  occur  in  one  or  more  stages. 

The  Joule  cycle  is  bounded  by  two  constant  pressure  lines  and  two  like  polytropics. 
If  the  latter  are  adiabatics, 

W=  3Ik(Th-  Tc-  Ta+  Ta),  Q  =  Mk(Tc  -  Td),q  =  Mk(n-  Ta). 

The  displacement  per  stroke  of  a  double-acting  compressor  is  MR  Tc  -^  2  NPc ;  that  of 
the  engine  is  MRTa-^^NPa',  the  tv/o  displacements  ordinarily  have   the  ratio 

T 

— -^-    These  are  to  be  modified  for  clearance,  etc. 

Ta 
Open  type  air  machines  work  between  pressures  of  14.7  and  70  to  85  lb.;  '■'•  dense  air 
machines'''  between  05  and  225  lb.,  using  closed  circulation  and,  in  some  cases,  a 
reorenerator. 
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Coefficient  of  performance  =:  -^  5   ^^^  value   usually  exceeds  unity  ;   the  temperature 

W 
range  should  be  low.    Value  for  Joule  cycle  = ^ —  = ^ — ,  if  paths  are  adi- 

o  -J  rp  rii  rji  '7' 

abatic.  ^«       ' '^      ^^      ^'^ 

The  Kelvin  warming  machine  works  in  the  Joule  cycle  and  delivers  heat  proportional 

rp  rp 

to  the  work  expended  in  the  ratio —  = — ,  which  may  greatly  exceed 

unity.  ^«  ~  ^''^      ^'  -  ^'^ 

The  vapor  compression  machine  uses  no  expansion  cylinder.  Refrigeration  results  from 
evaporation,  but  is  reduced  by  the  excess  liquid  heat  carried  to  the  cold  chamber. 

The  vaporizer  is  the  body  to  be  cooled  ;  the  condenser  removes  the  heat  to  be  rejected  ; 
the  compressor  mechanically  raises  the  temperature  without  the  addition  of  heat ; 
cooling  of  the  fluid  occurs  during  its  passage  through  the  expansion  valve. 

The  path  through  the  expansion  valve  is  one  of  constant  total  heat ;  otherwise,  the 
cycle  is  ideally  that  of  Clausius. 

Q  —  xl  —  (II—  h),  q  =  XL,  W  =  XL  -\-  II  —  h  —  xl,  for  vapor  wet  throughout  com- 
pression. 

The  vapor  may  be  wet,  dry,  or  superheated  at  the  beginning  of  compression. 

The  fluid  used  should  be  one  having  a  large  latent  heat  and  small  specific  heat.  NH3, 
SO2,  and  CO2  are  those  principally  employed.  NoO  is  used  for  very  low  tem- 
peratures. 

Capacity  =  ice-melting  effect  in  tons  per  24  hours  =  ...-,  ~'  nn^^^"'  corrected  for 
superheating.  " 

Economy  =  ice-melting  effect  per  pound  of  coal  per  Ihp.-hr. 

Calculations  of  economy,  capacity,  and  dimensions  must  include  the  corrective  factor 


(1-0.04 1) 


The  absorption  machine  replaces  the  compressor  by  the  absorber  and  the  generator. 

For  low  vaporizer  temperatures  it  is  theoretically  superior  to  the  compression 
apparatus.     The  absorption  apparatus  should  give  an  efficiency  equal  to  that  in  a 

non-condensing  engine-driven  compression  system  when  the  vaporizer  tempera- 
ture is  5°,  and  to  that  in  a  condensing  engine  system  when  it  is  0°.     Computation 
of  heat  balance. 
Refrigeration  may  be  indirect,  by  direct  expansion  or  by  hinne  circulation. 
In  ice  snaking  the  can  system  is  more  rapid  and  occupies  less  space,  while  costing  less, 

than  the  stationary  cell  or  plate  system.     Clear  ice  is  produced  by  using  distilled 

water  and  as  high  a  temperature  as  possible.     An  economical  compressor  engine 

is  unnecessary.    The  pressure  range  is  usually  from  30  to  205  lb.     The  actual  ice 

production  is  about  one  half  the  "  ice-melting  capacity." 
The  A.  S.  31.  E.  basis  for  rating  machines  is  at  temperatures  of  0°  and  OO'^  F. 
Usual  ;n'sio>2  displacements  are  from  6500  to  8700  cu.  in.  per  minute  per  ton  of  rated 

capacity  ;  engine  power  rates,  from  1  to  2  Ihp.  per  ton. 
Efficiency  from   engine  cylinder  to    cooling   room  =  0.0557  x  ice-melting   effect    per 

Ihp.-hr. 
Efficiency  from  coal  to  cooling  room  =  0.01015  x  ice-melting  effect  per  pound  of  coal 

(14,000  B.  t.  u.). 
Usual  efficiencies  from  coal  to  cooling  room,  with  vapor  machines,  range  from  0.100  to 

0.469,  the  average  in  good  tests  being  about  0.237  ;  say  23^  lb.  of  ice-melting  effect 

per  pound  of  coal.     Absorption  machines  have  not  shown  efficiencies  quite  as  high  ; 

those  of  air  machines  are  extremely  low. 
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PROBLEMS 

Note.  Our  knowledge  of  the  properties  of  some  of  the  vapors  used  in  refrigeration 
is  far  from  accurate.  Any  general  conclusions  drawn  from  the  results  of  the  problems 
are  therefore  to  be  regarded  with  caution.     (Sae  Art.  402.) 

1.  Plot  to  scale  to  FV  coordinates  a  Carnot  cycle  for  air  in  which  T=  80"  F., 
t  =  0""  F.,  and  the  extreme  range  of  specific  volumes  is  from  1  to  4.  Compare  its  area 
with  that  of  the  Joule  cycle  between  the  same  volume  and  pressure  limits. 

2.  In  a  Bell-Coleman  machine  working  between  atmospheric  and  73.5  lb.  pressure, 
the  temperature  of  the  air  at  the  condens8r  outlet  is  80°,  and  that  at  the  compressor 
inlet  is  0"^.  Find  the  temperatures  after  expansion  and  after  compression,  the  curves 
following  the  law  PV^'-^  =  c. 

3.  Find  the  coefficient  of  performance  for  a  Bell-Coleman  machine  with  pressures 
and  temperatures  as  given  above,  but  with  compression  in  two  stages  and  intercool- 
ing  to  80°.  (The  intermediate  pressure  stage  to  be  determined  as  iu  Art.  211.)  Com- 
pare with  that  of  the  single-stage  apparatus.  * 

4.  Compare  the  consumption  of  water  for  cooling  in  jackets  and  condenser  and 
for  intercooling,  in  the  two  cases  suggested.     (See  Art.  234.) 

5.  The  machine  in  Problem  2  is  to  handle  10,000  cu.  ft.  of  free  air  at  32'^  F.  per 
hour.  Find  the  sizes  of  the  double-acting  expansion  and  compression  cylinders  ideally 
necessary  at  100  r.  p.  m.  and  400  ft.  per  minute  piston  speed. 

6.  What  would  be  the  sizes  of  compressive  cylinders,  under  these  conditions,  if 
compression  were  in  two  stages  ? 

7.  Find  the  theoretical  cylinder  dimensions,  power  consumed,  coefficient  of  per- 
formance, and  cooling  water  consumption,' for  a  single-stage,  double-acting,  dense  air 
machine  at  60  r.  p.  m.,  300  ft.  per  minute  piston  speed,  the  pressures  being  05  and  225 
lb.,  the  compressor  inlet  temperature  5°,  the  condenser  outlet  temperature  of  air  95", 
and  the  circulating  water  rising  from  65°  to  80°.  The  apparatus  is  to  make  -|  ton  of 
ice  per  hour  from  water  at  65°.     The  curves  follow  the  l&w pv^-^=  c. 

8.  Find  the  theoretical  coefficient  of  performance  of  a  sulphur  dioxide  machine 
working  between  temperatures  of  64.4°  and  5°  F.,  the  condition  at  the  beginning  of 
compression  being,  (a)  dry,  (&)  60  per  cent  dry.  Also  (c)  if  the  substance  is  dry  at 
the  end  of  compression. 

9.  Check  all  values  in  Art.  632. 

10.  What  is  the  theoretical  ice-melting  capacity  of  the  machine  in  Problem  5  ? 

11.  Find  the  ice-melting  capacity  per  horse  power  hour  in  Problem  7. 

12.  Find  the  results  in  Problem  7  for  an  ammonia  machine  working  between  5°  and 
95°,  the  vapor  being  just  dry  at  the  end  of  adiabatic  compression.  How  do  the  coeffi- 
cients of  performance  in  the  two  cases  compare  with  those  of  the  corresponding  Carnot 
cycles  ? 

13.  What  is  the  loss  in  Problem  2,  if  a  brine  circulation  system  is  employed,  re- 
quiring that  the  temperature  at  the  compressor  inlet  be  —  25°  F.  ? 

*  The  formula  for  coefficient  of  performance  of  the  Joule  cycle,  given  in  Art.  622, 
will  be  found  not  to  apply  when  tlie  paths  are  not  adiabatic. 
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14.  In  a  Kelvin  warming  machine,  the  temperature  limits  for  the  engine  are 
300°  F.  and  110°  F. ;  those  for  the  warming  cycle  are  150°  F.  and  60°  F.  Assume  that 
the  cycles  are  those  of  Carnot,  and  introduce  reasonable  efficiency  ratios,  determining 
the  probable  efficiency  (referred  to  power  only)  of  the  entire  apparatus. 

15.  Compare  the  coefficient  of  performance  in  Problem  12  with  those  in  which  the 
vapor  is  (a)  80  per  cent  dry,  (&)  dry,  as  it  leaves  the  vaporizer. 

16.  Find  the  coefficient  of  performance  in  Problem  15  (h)  if  the  compressive  path 
is  PV^-^  =  c.     (Compare  the  Pambour  cycle,  Art.  41.3.) 

17.  Compare  the  ratio  latent  heat ^^  ^o  ^^^  q^^o  y,  (Art.  632),  for 

specific  heat  of  liquid 
ammonia,  carbon  dioxide,  and  sulphur  dioxide.     Draw  inferences. 

18.  Plot  on  the  entropy  diagram  in  Problem  12  the  path  of  the  substance  through 
the  expansion  valve,  determining  five  points. 

19.  Find  the  temperature  at  the  generator  discharge  of  an  ammonia  absorption 
machine,  the  liquid  from  the  absorber  being  delivered  at  110°  F.  and  30  lb.  pressure, 
and  the  pressure  of  vapor  leaving  the  generator  being  198  lb. 

20.  An  ammonia  compression  apparatus  is  required  to  make  200  tons  of  ice  per 
24  hr.;  in  addition  it  must  cool  1,000,000  cu.  ft.  of  air  from  90°  to  40°  each  hour  by 
indirect  refrigeration.  Making  allowances  for  practical  imperfections,  find  the  tonnage 
rating,  cylinder  dimensions,  power  consumed,  cooling  water  consumption,  and  ice- 
melting  effect  per  Ihp.-hr.,  the  machine  being  double-acting,  70  r.  p.  m.,  560  ft.  per 
minute  piston  speed,  operating  between  33.67  and  198  lb.  pressure  with  vapor  dry  at 
the  end  of  adiabatic  compression,  water  being  available  at  65°.  Estimate  whether  the 
exhaust  steam  from  the  engine  will  provide  sufficient  water  for  ice  making. 

21.  Make  an  estimate  of  the  production  of  ice  per  pound  of  coal  in  a  good  plant. 

22.  What  is  the  tonnage  rating  of  the  machine  in  Problem  20  on  the  A.S.M.E. 
basis  ? 

23.  Coal  containing  13,500  B.  t.  u.  per  pound  drives  a  simple  non-condensing 
engine  operating  an  ammonia  compression  apparatus.  The  ice-melting  effect  is  81  lb. 
per  Ihp.-hr.  at  the  engine  cylinder.  The  coal  consumption  is  3  lb.  per  Ihp.-hr.,  and  the 
mechanical  efficiency  of  the  combined  engine  and  compressor  is  0.80.  Find  the  ice- 
melttng  effect  per  pound  of  coal,  the  coefficient  of  performance,  the  efficiency  from  fuel 
to  engine  cylinder,  and  the  efficiency  from  fuel  to  refrigeration.  May  this  last  exceed 
unity  ? 

24.  An  absorption  apparatus  gives  an  ice-melting  effect  of  1.8  lb.  per  pound  of 
dry  steam  at  27  lb.  pressure  from  feed  water  at  55°  F.  Prove  that  this  performance 
may  be  excelled  by  a  compression  plant. 

25.  Find  a  relation  between  coefficient  of  performance  and  ice-melting  effect  per 
Ihp.-hr.  at  the  compressor  cylinder. 

26.  Find  the  tonnage  on  tlie  A.S.M.E.  standard  basis  of  a  12  x  30  inch  double- 
acting  compressor  at  60  r.  p.  m.,  using  (a)  ammonia,  (6)  carbon  dioxide. 

27.  Find  the  A.S.M.E.  tonnage  rating  for  an  ammonia  absorption  apparatus  work- 
ing between  30  and  182.83  lb.  pressure  with  10,000  lb.  of  dry  vapor  entering  the  gen- 
erator per  hour, 

28.  Check  all  derived  values  in  Art.  660  to  Art.  663. 
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29.  Compare  the  coefficients  of  performance,  in  Art.  632  and  in  Troblem  8,  with 
those  of  the  corresponding  Carnot  cycles. 

30.  Compute  the  value  of  X  in  Art.  658. 

31.  Compute  as  in  Art.  632  the  results  for  carbon  dioxide.     Why  might  not  ether 
be  included  in  a  similar  comparison  ? 

32.  Ether  at  52"^  F.  is  compressed  adiabatically  to  232°  F.,  becoming  wholly  liquid. 
What  was  its  initial  condition  ?     (Fig.  315.) 

PRESSURE^     LBS.  PER.SQ.  IN. 


0.05 


0.10  0.15  0.20  0.25  0.30  0.35 

ENTROPY 

Fig.  315.  —Entropy  Chart  for  Ether. 


0.40 


33.  Discuss  variations  with  temperature  of  the  total  heat  of  ammonia,  sulphur 
dioxide,  carbon  dioxide.     (See  tables,  pp.  422-424.) 

34.  Plot  a  total-heat  entropy  diagram  for  carbon  dioxide. 

35.  Find  the  ratio  cubic  inches  of  piston  displacement  per  minute  ^^^.  ^^^^  a.S.M.E. 

rated  tonnage 
temperature  limits,  with  vapor  dry  at  the  beginning  of  compression.     (Art.  650.) 

36.  Find  a  general  expression  for  the  coefficient  of  performance  in  the  Joule  cycle, 
the  paths  not  being  adiabatic. 

37.  Discuss  the  economy  and  general  desirability  of  using  the  exhaust  steam  from 
the  engine  driving  an  ammonia  compressor,  to  distill  in  vacuo  the  water  from  which  ice 
is  to  be  made. 
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Pressure.  Lbs.  per  Sq.  In. 

100       120       140       160       180 


200       220        240 


Entropy  above  82  °F.,  B.t.u; 
Fig.  316.  —  Entropy  Chart  for  Ammonia. 
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Absolute  humidity,  382c. 
Absolute  temperature,  152-156,  167. 
Absolute  zero,  44,  45,  156. 
Absorption  refrigerating  machine,  639-643. 
Accumulator,  541. 

Adiabatic,  83,  100-105,  168,  173,  176,  325. 

Adiabatic   expansion   of   steam,    372,   373, 

416,  431a,  432,  513,  515,  517-520. 

of  mixture,  382/,  382/i. 

specific  heat  variable,  329a. 
Adiabatics  of  vapors,  391-397. 
Afterburning,  325. 
Aftercooler,  208. 
Air,  Carnot  cvcle  for,  249. 

free,  233. 

moisture  in,  182,  208;   page  246. 

liquid,  246,  355,  609-610. 

saturated,  382c. 

in  solutions,  591. 

specific  heat,  71,  72. 
Air   compressor,    193-212,   215,   216,   221- 

242,  540. 
Air  cooling  in  compressor,  199. 
Air  engine,  177,  180-192,  245,  254. 
Air   refrigerating   machine,    227,    612-620, 

661. 
Air-steam  mixture,  382c,  382/,  382,7. 
Air  supply,   boiler  furnace,  560,   563-567, 
573,  575. 

gas  engine,  309. 
Air  thermometer,  41 ,  42,  48,  49,  152. 
Air  transmission,  243,  245. 
Alcohol  engine,  279,  280,  341. 
Alcohol  thermometer,  7. 
Altitude.  52a. 
Ammonia,    403,    606,    630-632,    640,    644. 

Table,  p.  486,  Fig.  316. 
Ammonia    absorption    machine,    639-643, 

663. 
Analysis  of  producer  gas,  285. 
Andrews'    critical   temperature,    379,    380, 

605,  607. 
Anthracite  coal,  560. 
Apparent  ratio  of  expansion,  450. 
Apparent  specific  heat,  61. 
Atkinson  gas  engine,  276,  296,  297. 
Atmosphere,  pressure  of,  52a. 
Atmospheric  condenser,  664. 
Atomic  heat,  59. 
Automatic  engine,  507. 


Automatic  ignition,  322. 
Automobile  engine,  335,  340,  348. 

self-starter,  351. 
Auxiliaries,  gas  producer,  281. 
Avogadro's  principle,  40,  53,  56. 

Back'pressure,  405a,  448,  459,  549A. 

Ballonet,  52a. 

Balloon,  52a. 

Barometric  condenser,  584. 

Barrel  calorimeter,  489. 

Bell-Coleman  refrigerating  machine,   613- 

620,  661. 
Bicycle,  motor,  340. 
Binary  vapor  engine,  483. 
Blading,  turbine,  530,  535. 
Blast  furnace  gas,  276,  278,  329,  353. 
Blowing  engine,  179,  211,  239. 
Boiler,  143,  566,  568-573. 
Boiler  efficiency,  569,  571-573. 
Boiler  horse-power,  570. 
Boiling  points  of  ammonia  solutions,  640. 
Boulvin's  method,  455,  456. 
Boyle's  law,  38,  39,  84. 
Brake  horse  power,  554. 
Brauer's  method,  117. 
Brayton  cycle,  299,  300,  302,  304. 
Brine,  646,  657. 
Brine  circulation,  645-647. 
British  thermal  unit,  22. 
Bucket,  512.  527-530. 


Calcium  chloride  brine,  646. 

Caloric  theory,  2,  131. 

Calorie,  23. 

Calorimeter,  488-494. 

Calorimeter,  testing  of  steam  engine,  504, 

505,  511. 
Capacity,    air   compressor,    222-229,    230- 
237. 

air  engine,  182,  183,  188,  190. 

air  refrigerating  machine,  616   618,  619. 

compound  steam  engine,  476-477. 

gas  engine,  277,  330. 

hot-air  engine,  248,  249,  275,  277. 

Otto-cycle  gas  engine,  293. 

steam  cycles,  418. 

steam  engine,  445,  447,  449. 

vapor  compressor,  633,  636,  637. 
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Carbon   dioxide,   379,   402,    605-608,    Oil, 

630-632,  637,  Fig.  314,  Table,  p.  487. 
Carbon  monoxide,  565. 
Carbon  tetrachloride,  382h. 
Carbureted  air,-  279. 
Carburetor,  279,  282,  310,  336. 
Cardinal  property,  10,  76,  81,  88,  160,  102, 

169,  176,  370,  399. 
Carnot,  28,  130. 
Carnot  cycle,  128-143,  253,  451. 

air  engine,  250. 

entropy  diagram,  159,  166. 

for  air,  249. 

for  steam,  406. 

reversed,  138,  612,  621. 
Carnot  function,  155. 
Cascade  system,  60S. 
Centigrade  heat  unit,  23. 
Centigrade  thermometer,  8. 
Change  of  state,  15-18. 
Characteristic   equation,    10,   50,   84,   303, 

390,  401,  403.  404. 
Characteristic  surface,  84. 
Characteristic  symbols,  p.  xiii. 
Charles'  law,  41-49,  84. 
Chimney,  575. 

Circulation  in  steam  boiler,  569. 
Clapeyron's  equation,  368. 
Clausius  cycle,  408,  410,  447,  514. 
Claus7us  ratio,  127a. 
Clearance,  188. 

air  compressor,  222,  223. 

gas  engine,  295,  313,  324. 

steam  engine,  450,  451,  462,  471,  5491. 

vapor  compressor,  616,  618. 
Clerk's  gas  engine,  300,  303-305. 
Closed  feed-water  heater,  581. 
Closed  hot-air  engine,  248,  275. 
Coal,  560,  578. 
Coal  gas,  276,  278,  329. 
Coefficient  of  performance,  6^,  622,  628. 
Coil  calorimeter,  490. 
Combined  diagrams,  466-468,  475-479. 
Combustion,   1276,  560,  561,  563-567,  569, 
573,  575. 

surface,  569. 
Complete  pressure  gas  engine  cycle,  300, 

303-305. 
Compound    steam    engine,    438,    459-483j 

510,  548a,  5486,  550. 
Compound  locomotive,  510. 
Compressed  air,  177-247. 

distributing  system,  212-221. 

refrigeration  by,  227. 

storage  system,  185,  245. 

transmission,  243-245. 

uses,  177,  178. 
Compression,  in  air  compressor,  105-211. 

air  engine,  189,  191. 

Carnot  cycle,  132,  134. 

gas  engine,  276,  295,  297,  299,  312,  313, 
325,  348. 


Compression,  steam  engine,  451,  462,  5491. 

Compressive  efficiency,  213. 
Compressor,  air,   193-212,  215,  216,  221- 
242,  540. 

vapor,  624-638,  642,  658,  660,  662,  664. 
Condensation  in  steam  cylinder,  428-443, 

448,  460. 
Condenser,  496,   502,  584,   585,   591,  617, 

635,  664. 
Condenser  pumps,  584, 
Constant  dryness  curve,  369. 
Constant  heat  curve,  370,  398. 
Constant  volume  curve,  377. 
Constant  weight  curve,  365. 
Constrained  expansion,  124. 
Cooling  of  gas  engine  cylinder,  312,  314- 

318,  325. 
Cooling  pond,  585. 
Cooling  tower,  585,  664. 
Cooling  water  in  refrigerating  plant,  617, 

635. 
Coordinate  diagrams,  81-127,  158. 
Criterion  of  reversibility,  139-141,  144-149. 
Critical  temperature,  379,  380,  605,  607. 
Cross-compound   steam  engine,   464,   477, 

478. 
Curtis  steam  turbine,  524,  531,  537. 
Cushion  air,  262,  264. 
Cushion  steam,  453,  457a,  575. 
Cycle,  Carnot,  128-143,  253,  451. 
Cycle,  external  work,  89. 

forms,  130. 

heat  engine,  129. 

heat  expended  in,  90. 

regenerative,  259. 

reversed,  90. 

reversible,  138-141,  147,  148,  152,  175, 
176. 
Cycles,  air: 

air  compressor,  194-211. 

air>ngine,  180-183. 

air_refrigeration,  615. 

air  system,  218-221. 

Bell-Coleman,  615. 

Ericsson,  270. 

hot-air  engine,  256. 

Joule,  254,  255,  613,  622. 

Lorenz,  252. 

poly  tropic,  251. 

regenerative  air  engine,  259. 

Reitlinger,  253,  259. 

Stirling,  264. 
Cycles,  gas,  276,  287-308,  329a. 

Brayton,  299. 

Clerk,  300,  303-305. 

complete  pressure,  300,  303-305. 

Diesel,  306,  307,  3076. 

Frith,  2956. 

Lenoir,  298,  300,  301 ,  304. 

Otto,  276,  287-297,  300,  309-329,  329a. 

Sargent,  295a. 

two-stroke,  289-292,  329. 
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Cycles,  refrigerative: 

air  machine,  254,  255,  613,  615,  622. 

regenerative,  259,  610,  612. 

vapor  machine,  627. 
Cycles,  steam,  417,  418,  422-458,  544. 

binary,  483. 

Clausius,  408-410,  417,  447,  514. , 

non-expansive,  412,  417,  423. 

Pambour,  413,  417. 

Rankine,  411,  417,  424,  429,  447,  544. 

regenerative,  544. 

superheated,  414-418,  544. 

turbine,  514. 
Cylinder  condensation,  428-444,  447,  460. 
Cylinder  efficiency,  212,  215,  216,  229. 
Cylinder  feed,  453,  466. 
Cylinder  ratios,  474,  480,  543a,  549n. 
Cylinder  walls,  429,  431a,  432,  504,  505. 

vapor  compressor,  637. 

Dalton's  law,  40,  526,  3826. 

Davis'  method  for  determining  H,  360,  388. 

De   Laval   steam   turbine,    512,   524,   530, 

536. 
Dense  air  refrigerating  machine,  620. 
Design  of  compound  engine,  469-472. 
Desormes'  apparatus,  110. 
Development  of  steam  engine,  543a. 
Diagram,  coordinate,  81-127,  158. 

entropy,    158-160,    164,    166,    169-171, 

174,    184,    218-221,    255,    266,    295a, 

2956,    307,    347,    367,    376-378,    398, 

453-458,  615,  627. 

indicator,  437,  452,  454,  486-487,  500, 

501. 
indicator,  gas  engine,  311. 
Mollier,  399,  516,  .532. 
of  energy,  86-90. 

temperature-entropy,  158-160,  164,  166, 
169-171,  174,  184,  218-221,  255,  266, 
295a,    2956,   307,   347,    367,    376-378, 
398,  453-458,  615,  627. 
total  heat  entropy,  399,  516,  532. 
total  heat-pressure,  399. 
velocity,  527-529,  534. 
Diagram  factor,  329,  334,  445,  466,  633. 
Diesel  engine,  306,  307,  3076. 
Difference  of  specific  heats,  65,  67,  77,  165. 
Diffusion  of  gases,  1276. 
Direct  expansion,  644. 
Disgregation  work,   3,    12,    15-17.   53,   56, 

64,  75,  76,  78,  80,  359,  360. 
Dissipation  of  energy,  176. 
Dissipation  of  gases,  1276. 
Dissociation,  63,  1276,  318,  325. 
Distillation,  591-601. 
Distribution    of    work,    compound    steam 

cylinders,  469-472. 
Double-acting  engine,  423. 
Down-draft  furnace,  578. 
Draft,  560,  567,  570,  575-577,  582. 
Drop,  181,  436,  447,  465,  467,  468,  479. 


Dry  compression,  629,  647. 
Dry  vacuum  pump,  237,  584. 
Dryness  curve,  369. 
Duplex  compressor,  239. 
Duty,  503. 

Economizer,  282,  582. 
Effects  of  heat,  12-17. 
Efficiency,  air  engine,  180,  185,  190,  192. 
boiler,  569,  571-573. 

Bray  ton  cycle,  299. 

Carnot  cycle,  135,  136,  142,  166. 

Clausius  cycle,  409. 

compressed  air  system,  212-217. 

compressive,  213. 

Diesel  engine,  307,  3076. 

Ericsson  engine,  248,  249,  269-273. 

Frith  engine,  2956. 

gas  engine,  295,  295a,  2956,  308a,  329a, 
334,  342-346. 

gas  producer,  284-286. 

heat  engine,  128,  142,  143,  149. 

Humphrey  pump,  308a. 

injector,  588,  590. 

Joule  air  engine,  235. 

Lenoir  cycle,  298,  301. 

mechanical,  212,  214,  216,  342,  345,'487, 
503,  511,  553-558. 

multiple-effect  evaporation,  599. 

non-expansive  cycle,  412. 

nozzle,  518. 

Otto  gas  engine,  295-297,  300,  329a. 

Pambour  cycle,  413,  417. 

plant,  503. 

Rankine  cycle,  411,  544. 

ratio,  544,  551. 

refrigerating    machine,    621,    622,    634, 
642,  661-663. 

refrigerating  plant,  621,  622.  628. 

regenerative  steam  cycle,  544. 

Sargent  cycle,  295a. 

steam  engine,  496,  543a,  545-549o,  551. 

steam  turbine,  526,  529,  552. 

Stirling  engine,  265,  267,  268. 

superheated  cycles,  415,  544. 

thermal,  342,  496. 

transmissive,  212-216,  243,  244. 

volumetric,  222-229,  233. 
Ejector,  587. 
Electrical  ignition,  323. 
Electrical  resistance  pyrometer,  9. 
Electric  calorimeter,  494. 
Energy,  10,   12,  76-78,  81,   100,   109,   113, 

li9-123,  359,  374,  375,  ZS2d. 
Engine,  air,  177,  180-192,  245. 

binary  vapor,  483. 

blowing,  179,  211,  239. 

Clerk's,  300,  303-305. 

Diesel,  306-307,  3076. 

Frith,  2956. 

gas,   248,   276.   277,   287-308,   312,   313, 
324,  325,  329a,  330,  348. 
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Engine,  heat,  128,  130,  132,  139,  142,  143. 

hot-air,  248-275,  277. 

internal  combustion,  248,  276,  277,  287- 
308,  329tt. 

Joule,  235,  254. 

for  mixed  vapors,  382i. 

oil,  276,  279,  280,  299. 

rotary  steam,  177,  192. 

Sargent,  295a. 

for  special  vapors,  405a. 

steam,  143,  408-419,  422-511,  514,  543a, 
550. 

turbine,  239,  512-542,  555. 
Engineering  A^apors,  402. 
Entropy,  10,  157-176. 

formulas,  169. 

gases,  169. 

mixtures,  169a,  382'/-382/j. 

physical  significance,  160. 

specific  lieats  variable,  3296. 

units,  171. 
Entropy  diagram,  158,  174. 

air  engine,  184. 

Bell-Coleman  machine,  615. 

Carnot  cycle,  159,  166. 

compressed  air  system,  218-221. 

Diesel  engine,  307,  3076. 

Frith  cycle,  2956. 

gas  engine,  347. 

Joule  engine,  255. 

Sargent  cycle,  295a. 

specifiQ  heats  of  gases,  164. 

steam,  398. 

steam  engine,  453-458. 

steam  formation,  367,  376-378. 

Stirling  engine,  266. 

vapor  refrigeration,  627. 
Equalization  of  work,  469-472. 
Equation,  characteristic,    10,    50,    84,    303, 
390,  401,  403.  404. 

of  condition,   10,  50,  84,  363,  390,  401, 
403,  404. 
Equation  of  flow,  522. 

Equivalent  evaporation,  361,  367,-386,572. 
Equivalent  simple  engine,  473. 
Ericsson  hot-air  engine,  270. 
Ether,  371,  372,  402,  483,  611,  631,  6G3, 

Fig.  315. 
Evaporation,  factor  of,  361.  367,  389,  572. 

latent  heat  of,  359,  360. 

rate  of,  569. 

in  vacuo,  6S1-601. 
Evaporative  condenser,  585. 
Evaporator,  593,  595,  600,  601. 
Exhaust  gas  heat,  346. 
Exhaust  line,  gas  engine  diagram,  326. 
Exhaust  steam  injector,  589. 
Exhaust  steam  turbine,  540,  541,  552. 
Expansion,  constrained,  124. 

direct,  644. 
Expansion,  free,  73,  75,  79,  124-127,  513, 
515,  517,  607,  610,  613. 


Expansion,  latent  heat  of,  58,  107. 
regenerative,  610,  612. 
steam  c^'linder,  428-447,  450,  479,  486, 

557. 
steam  turbine,  513,  515,  517. 
Expansion  curve,  gas  engine,  325. 
Explosion  waves,  319,  325. 
Exponential  equation.  391,   394,   395;    pp. 

71,  72. 
External  work,  14,  15,  86-90,  95,  98,  121- 

123,  160,  359,  374,  375. 
Externally  fired  boiler,  568. 

Factor,  heat,  170. 

Factor  of  effect,  123a. 

Factor  of  evaporation,  361,  367,  389,  572. 

Feed  pump,  586. 

Feed-water  heater,  580-582. 

Figure  of  merit,  286. 

Fire-tube  boiler,  568,  569. 

First  law  of  thermodynamics,   28-37,   79, 

128,  167,  505. 
Fixed  point,  6,  16,  18. 

Flame  propagation,  309,  310,  319,  320,  325. 
Flow,  equation  of,  522. 

in  nozzle,  518,  521-523. 

in  orifice,  523. 
Fluid  friction,  326,  342. 
Forced  draft,  570,  577. 
Formation  of  steam,  354-360,  366,  381,  386. 
Free  air,  233. 
Free  expansion,  73,  75,  79,  124-127,  513, 

515,  517,  607,  610,  613. 
Freezing  mixtures,  15.  611. 
Friction,  fluid,  326,  342,  518. 

in  Joule's  experiment,  76,  127. 

in  nozzles,  518-520,  523. 

in  steam  engine,  554-558. 

in  turbine  buckets,  527. 
Frith  cycle,  2956. 
Fuel  oil,  280. 
Fuels,  560,  561. 
Function,  Carnot's,  155. 

thermodynamic,  170. 
Furnace  for  soft  coal,  578. 
Fusion,  602-604. 

Gas,  coal,  276,  278,  329. 

liquefaction  of,  605-610. 

monatomic,  127a.  ■ 

natural,  276,  278,  329. 

oil,  279. 

perfect,  39,  50,  51,  53,  56,  74,  80,  607. 

permanent,  16,  63,  605. 

polyatomic,  127a,  1276. 

producer,  276-286,  312,  329. 

steam,  357,  390,  391. 

water,  278,  281,  329. 
Gas  engine,  248,  276,  277,  287-308,  308a, 
312,  313,  324,  325,  329a,  330,  348. 

Clerk's,  300,  303-305. 
Gas-engine  design,  330—335. 
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Gasoline,  279,  280. 

Gas  power,  27G-353. 

Gas  producer,  276-286. 

Gas  producer  auxiliaries,  281. 

Gas  transmission,  276. 

Gas  turbine,  540. 

Gas-vapor  mixtures,  3826-382i. 

Gases,  dissipation  of,  127a. 

diffusion  of,  1276. 
Gases,  kinetic  theory,  53-56,  80. 

mixtures  of,  52b. 

properties  of,  52,  63. 
Gay-Lussac's  law,  41-49. 
Goss  evaporator,  601. 
Governing,  air  compressor,  238, 

gas  engine,  290,  336-338,  348,  349. 

steam  engine,  462,  468,  478,  505a. 
Gram-calorie,  23. 
Grate  area,  284,  569. 
Gravity  return  drip  system,  583. 
Guarantees,     steam    engine    performance, 

549o. 
Gunpowder,  123a. 


H,  350,  360,  388. 

Heat   absorbed,    graphical   representation, 

106,  123,  167. 
Heat,  mechanical  theor5%  2-5. 
Heat  balance;  345,  346,  496. 
Heat  of  combustion,  1276,  561a. 
Heat  consumption,  544. 
Heat  drop,  515-519. 
Heat    engine,     128,     130,     132,    139,    142, 

143. 
Heater,  feed-water,  580-582. 
Heat  factor,  170. 
Heat  of  formation,  561a. 
Heat  of  liquid,  359. 
Heat  unit,  20-23. 
Heat  value,  561,  561a. 
Heat  weight,  170,  172. 
Heating  surface,  569. 
High-speed  steam  engine,  434,  507. 
High  steam  pressure,  143,  444,  459,  462. 
Hirn,  32. 

Hirn's  analysis,  504,  505,  511. 
Hit.-or-miss  governing,  349. 
Horse  power,  boiler,  570. 

brake,  554. 
Hot-air  engine,  248-275,  277. 
Hot-air  jacket,  439. 
Hot-tube  ignition,  322,  336,  337. 
Humidity,  382c. 
Humphrey  pump,  308a. 
Hydraulic  compressor,  241. 
Hydraulic  piston  compressor,  240. 
Hydrogen,  60,  355,  609. 

in  producer  gas,  284,  285,  312. 
Hygrometry,  382  c. 
Hyperbolic  curve,  444,  450,  479,  486. 
Hyperbolic  functions,  p.  71. 


Ice,  2,  85,  602-604. 

Ice  making,  652-657. 

Ice-melting  effect,  634. 

Ignition,  105a,  314-323,  325,  336,  337. 

Impulse  turbine,  524,  530-533.  536-538. 

Incomplete  expansion,  181,  436,  447,  465, 

467,  468. 
Indicated  thermal  efficiency,  342. 
InMicator,  424,  484-485. 
Indicator  diagram,  437,  452,  454,  486-487, 

500-501. 
gas  engine,  311. 
Indirect  refrigeration,  648. 
Induced  draft,  577. 
Initial   condensation,   430,   433,   436,   437, 

442,  448,  460. 
formula  for,  437. 
Injector,  587-590. 
Injection  of  water,  195,  200. 
Injector  condenser,  584. 
Intercooler,  206,  207. 
Intermediate  compound,  474,  480,  549n. 
Internal  combustion  engine,  248,  276,  277, 

287-308,  308a,  329a. 
Internal  combustion  pump,  308a. 
Internal   energy,    10,    12,    76-78,    81,    100, 

109,  113,  119-123,  359,  374,  375,  382d~ 

382/1. 
Internal  work  of  vaporization,  359,  360. 
Internally  fired  boiler,  568,  569. 
Inversion,  373,  395,  401. 
IrreversibiUty,  11,  73-76,  78,  175,  176. 
Irreversible  process,  124-127,  160,  426,  513. 
Isentropic,  168,  176. 
Isodiabatic,  108,  112. 
Isodynamic,  83,  96,  120-122. 
Isodynamic  vapor,  382. 
Isoenergic,  83,  96,  120-122,  382.    ■ 
Isometric,  83. 
Isopiestic,  83. 
Isothermal,  78,  83,  91-95,  122,  366,  382/. 

Jacket,  gas  engine,  352,  353. 

hot-air,  439. 

steam,    413,    438-441,    466,     482,    505, 
5496,  549  m. 

vapor  compressor,  635. 
Jet  condenser,  496,  502,  584. 
Joule  air  engine,  254. 
Joule  apparatus,  2,  30. 
Joule  cycle,  254,  255,  613,  622. 
Joule  experiment,  73-80,  124-127,  156,  176. 
Joule's  law,  75-80,  109. 
Junkers  engine,  3076. 

Kelvin  scale  of  absolute  temperature,  153- 

156,  167. 
Kelvin  warming  machine,  623. 
Kerosene,  279,  280,  310. 
Kinetic  theory  of  gases,  53-56,  80,   127a 

1276. 
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Kirk  air  refrigerating  machine,  612. 
Knoblauch  and  Jakob,  384. 

Lagging,  439. 

Latent  heat  of  expansion,  58,  107. 

of  fusion,  602-604. 

of  evaporation,  359,  360. 
Leakage,  4316,  452,  549^^ 
Lenoir  cycle,  298,  300,  301,  304. 
Linde  apparatus,  246,  610. 
I-ine  of  inversion,  373. 
Liquefaction  of  gases,  605-610. 

of   steam    during    expansion,    372,    373, 
431a,  432. 
Liquid  air,  246,  355,  609*  610. 
Liquids,  mixtures,  169a. 
Locomotive  boiler,  568. 

superheater,  443,  509,  553. 

tests,  497,  511,  533. 

theory,  509. 

turbo-,  540. 

types,  509,  510. 
Logarithms,  pp.  71,  72. 
Logarithmic  diagram,  4316,  446. 
Loop,  steam,  583. 
Lorenz  cycle,  252. 
Losses  in  steam  boiler,  566. 

in  steam  turbine,  514. 

Mariotte's  law,  38,  39. 

Marine  boiler,  568. 

Marine  turbine,  540. 

Mathematical     thermodynamic     method, 

400,  401. 
Mayer,  29,  72. 
Mayer's  principle,  94. 
Mean  effective  pressure,  329,  331,  445,  471, 

486. 
Mean  specific  heat,  61,  164. 
Mechanical  draft,  576,  582. 
Mechanical  efficiency,  212,  214,  216,  487, 

•    503,  511,  553-558. 

gas  engine,  342,  345. 
Mechanical  equivalent  of  heat,  2,  28-37, 

79,  505. 
Mechanical  theory  of  heat,  2-5. 
Mercurial  thermometer,  7. 
Metallic  pyrometer,  9. 
Mixtures,  20,  21,  25. 

air  and  moisture,  182,  208,  382a. 

expansion  of,  382rf-382/,  382h. 

entropy  of,  169a,  382d-382/i. 

freezing,  15,  611. 

gas  and  vapor,  526,  3826-382i. 

in  gas  engine,  309,  310,  321,  348. 

in  heat  engines,  382?". 

internal  energy  of,  382^-382';. 

hquids,  169a. 

steam  and  air,  382c,  382/,  382.9. 

specific  heat,  382c. 
Moisture  m  air,  182,  208,  382a. 

in  steam,  549/. 


Molecular  heat,  59. 

Mollier  diagram,  399,  516,  532. 

Monatomic  gas,  127a. 

Mond  gas,  278,  283. 

Motor-bicycle,  340. 

Multiple-effect  evaporization,  594-601. 

Multiple    expansion,    438,    459-483,    510, 

548a,  5486,  549/i,  550. 
Multi-stage  air  compression,  205-211,  221, 

226,  232,  234,  235,  239. 
Multi-stage  vapor  compression,  629. 

n,  91,  97,  115-118,  164,  3296,  382/,  4316, 
446. 

Natural  gas,  276,  278,  329. 
Negative  specific  heat,  115,  371. 
Negative  work,  87,  89,  99. 
Neutrals,  319,  320. 
Newhal!  evaporator,  593. 
Nitrous  oxide,  631. 
Non-expansive  cycle,  412,  423. 
Nozzle,  512-515,  518-523,  525. 

i 

Oil  engine,  276,  279,  280,  299,  306,  307. 

Oil  fuel,  280. 

Oil  gas,  279. 

Open  feed-water  heater,  581. 

Opposed  beam  engine,  464a. 

Optical  pj-rometer,  9. 

Ordnance,  123o. 

Orifice,  523. 

Osmosis,  1276. 

Otto   cycle,   276,   287-297,   300,   309-329, 

329a. 
Overload  capacity,  gas  engine,  330,  333. 

steam  epgine,  447. 
Oxygen,  606,  608,  609. 

Pambour  cycle,  413. 

Parsons  turbine,  524,  533,  539,  555. 

Path,  83,  85,  88,  97-99,  111-118. 

Paths  of  vapors,  392-399. 

Paths  of  mixtures,  382r/,  382e. 

Pel  ton  bucket,  529. 

Perfect  gas,  39,  50,  51,  53,  56,  74,  80,  607. 

Permanent  gas,  16,^63,  605. 

Petleton  evaporator,  601. 

Pictet  apparatus,  608. 

Pictet  fluid,  631. 

Piston  speeds,  gas  engine,  320. 

steam  engine,  445. 
Plant  efficiency,  503. 
Pneumatic  tools,  178. 
Polyatomic  gas,  127a,  1276. 
Poly  tropic  cycle,  251. 
Polytropic  paths,  97-99,  111-118,  125,  161, 

164,  165. 
Pond,  cooling,  585. 
Porous  phig  experiment,   73-80,    124-127, 

156,  176. 
Power  plant,  steam,'"407,  408,  560-590. 


INDEX 


501 


Preheater,  186,  187. 

Pressure  in  gun,  123a. ^ 

Pressure,  hie;h  steam,   143,  444,  459,  462, 

549e. 
Pressure  in  internal   combustion    engines, 

316. 
Pressure-temperature    relation,    355,    358, 

362,  368,  382a. 
Pressure  ^turbine,  524,  533-535,  539. 
Problems,  pages,  10,  17-18,  30-31,  41-42, 

73-75,    82-83,    89-91,    104-105,    113- 

144,  160-161,  226-229,  292-297,  358- 

362,  395-396,  413-414,  436-438,  452- 

453,  489-491. 
Producer,  276-286. 
Producer  gas,  276-286,  312,  329. 
Projectile,  123a. 
Propagation  of  flame,  105a,  309,  310,  316, 

319,  320,  325. 
Properties  of  gases,  52,  63. 
Properties  of   steam,   360,   367,    376,  405, 

420,^421. 
Pump,  feed,  586. 
condenser,  584. 
internal  combustion,  308a. 
turbo-,  540. 

vacuum,  236,  237,  584,  591. 
Pyrometer,  9. 

Quadruple  expansion  engine,  461,  543a,  550. 

R,  51,  52,  65,  66,  68,  70,  3826,  382c,  foot- 
note 3,  page  41. 
Rankine,  151. 

Rankine  cycle,  411,  424,  429,  447,  544. 
Rankine's  theorem,  106,  157,  158,  167. 
Rateau  turbine,  524,  531,  538,  541. 
Rate  of  combustion,  560,  569. 

of  evaporation,  569. 

of  flame  propagation,  309,  310,  319,  320, 
325. 

of  gasification,  284. 

of  heat  transmission,  582,  584. 
Rating  automobile  engines,  335. 
Ratio    of   expansion,   433,   436,   445,   447, 
459,  549t. 

compound  engines,  474,  476. 

real  and  apparent,  450. 

specific  heats,  69,  70. 
Reaction  in  producer,  285a. 
Reaction  turbine,  524,  533-535,  539. 
Real  ratio  of  expansion,  450. 
Real  specific  heat,  61,  78. 
Reaumur  thermometer,  8. 
Receiver  compound  engine,  464a-478. 
Receiver  pressure,  air  compressor,  211. 
Recuperator,  281. 

Reevaporation,  431a,  444,  448,  460. 
Reeves'  method,  457a. 

Refrigerating  machine,  612,  616.  618-620, 
629,  633,  636,  637,  647,  658-660,  663, 
664. 


Refrigeration,  611-664. 

applications  of,  649-657. 

compressed  air,  227,  247. 

vapors  used,  400-405. 
Regenerative  expansion,  544,  610,  612. 
Regenerator,  246,  257-259,  271,  281,  2956, 

541,  610. 
Regnault,  43,  46,  49. 
Regnault's  law,  63. 
Regulation,  air  compressor,  238. 

gas  engine,  336-338,  348,  349. 

steam  engine,  462,  505a. 
Reheating,  481,  549m. 
Reitlinger  cycle,  253,  259. 
Relative  efficiency,  544,  551. 
Relative  humidity,  382c. 
Representation  of  heat  absorbed,  106,  123, 

167. 
Research  problems,  gas  power,  p.  223. 
Reversibility,  139-141,  144-149.' 

cycle,     138-141,     147,      148,     152,     175, 
176. 

path,  125,  1,26,  162,  168,  175,  176. 
Rotary  steam  engine,  177,  192. 
Rotative  speed,  445. 

Sargent  cycle,  295a. 

Saturated  air,  382c. 

Saturated  steam,  356,  358-382. 

Saturated  vapor,  356. 

Saturation  curve,  365. 

Scales,  thermometric,  8. 

Scavenging,  312,  327,  339. 

Second  law  of  thermodynamics,   138-142, 

144-156. 
Self-starter,  351. 
Simple  engine,  tests,  546,  547. 
Single-acting  gas  engine,  345. 
Siphon  condenser,  584. 
Size  of  engine,  549o. 
Sleeve  valve,  350. 
Small  calorie,  23. 
Soft  coal,  560,  578. 
Solution,  15,  591,  604. 
Sommeiller  compressor,  240. 
Specific  heat,  20,  21,  24-27,  57,  58. 

air,  71,  72. 

apparent,  61. 

difference,  65,  67,  77,  165. 

entropy  diagram,  164. 

gases,  57-72. 

mean,  61,  164. 

mixtures,  382c. 

negative,  115,  371. 

polytropics,  112,  115,  164. 

ratio,  68,  70. 

real,  61,  78. 

saturated  vapor,  401. 

superheated  stean),  383-385,  387,  388. 

variable,  329a,  3296. 

volumetric,  60,  67. 

water,  24,  26,  359. 
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Specific  volume  of  steam,  page  296;    360, 

363,  368. 
Speed  of  engines,  549o. 

of  ignition,  105a. 

piston,  445. 

regulation,  505a. 

rotative,  445. 
Starting  gas  engines,  351. 
Steam-air  mixtures,  382a,  382c,  382/,  382^7. 
Steam,  formation,  354-359,  366,  381. 

pressure-temperature  relation,  355,  358, 
362,  368. 

saturated,  356,  358-382. 

superheated,    355,    358,    365,    366,    380, 
382c,  383-397. 
Steam  adiabatic,  372,  373,  431,  432,  513, 

515,  517-520. 
Steam  boiler,  143,  566,  568-573. 
Steam    consumption    from    indicator    dia- 
gram, 437,  487,  500,  501. 
Steam  cycles,  408-412,  414-418,  422-458, 

483,  514,  544. 
Steam  engine,  143,  419,  422-511,  550. 

cycle,  408-412,  414-418,  422-458,  483, 
514,  543-558. 

description,  422. 

entropy  diagram,  453-458,  475. 

governing,  462. 
Steam  in  gas  producer,  285a. 
Steam-ether  engine,  483. 
Steam  gas,  357,  390,  391. 
Steam  jacket,  413,  438^41,  466,  482,  505. 
Steam  loop,  583. 

Steam  power  plant,  407,  508,  560-590. 
Steam  refrigeration,  631,  632,  638,  643. 
Steam  table,  360,  367,  376,  405,  420,  421. 
Steam  turbine,  512-542,  552,  555. 
Steam,  wet,  364,  367. 
Still,  591. 

Stirling  hot-air  engine,  260-268. 
Stoker,  578. 

Storage,  compressed  air,  185,  245. 
Straight-line  compressor,  239. 
Stumpf  engine,  507a. 
Stumpf  turbine,  536. 
Sublimation,  17,  382a. 
Suction  producer,  281,  282. 
Suction  stroke,  gas  engine,  328. 
Sulphur  dioxide,  404,  483,  606,  608,  611, 

631,  632,  Table,  p.  488. 
Superheat,  locomotives,  443,  509,  553. 

refrigeration,  629,  633,  636,  647. 

turbines,  517,  552. 

use  of,  438,  442-444,  482,  579. 
Superheated  adiabatic,  416. 
Superheated    steam,    355,    358,    365,    366, 
380,   382c,   383-397,   544,   549c,   549cZ, 
549^7. 

cycles,  414-418. 

table,  421. 
Superheated  vapor,  356. 
Superheaters,  579. 


Superheating  calorimeter,  491. 

Surface  condenser,  496,  502,  569,  584. 

Surface-condensing  calorimeter,  490. 

Symbols,  p.  xiii. 

Synopses,  pp.  10,  17,  29-30,  41,  70-71,  82, 
89,  103-104,  141-143,  159-160,  224- 
226,  289-292,  355-358,  394-395,  412- 
413,  435-436,  451,  484-485. 

Table,  air  and  moisture  mixtures,  S82h. 

combustion  data,  561. 

properties  of  gases,  52,  63. 

symbols,  p.  xiii. 
Table,  steam,  360,  367,  376,  405,  420,  421. 
Tandem-compound,  464a,  467,  475,  476. 
Tank  calorimeter,  489. 
Temperature,  6,  19-21. 

absolute,  152-156,  167. 

gas  engine  cylinder,  312,  314-318. 

inversion,  373,  395,  401. 

measurement,  6-9. 
Temperature-volume    equation,    footnote, 

p.  296. 
Testing  hot  air  engines,  274. 
Tests,  heat  values,  561a. 
Tests,  locomotive,  497,  511,  553. 

refrigerating  machine,  660-663 

speed  regulation,  505a. 

steam  boiler,  572. 

steam   engine,   484-505,    543-551,    554- 
558. 

steam  turbine,  543,  552,  554,  555. 
Thermal  capacity,  57,  58. 
Thermal  efficiency,  342,  496. 
Thermal  line,  83. 

Thermochemistry,  4,  40,  53,  56,  59,  561a. 
Thermodynamic  function,  170. 
Thermodynamic  surface,  84. 
Thermo-electric  pyrometer,  9. 
Thermometer,  7,  8. 

air,  41,  42,  48,  49,  152. 
Thermometric  scales,  8. 
Thermometry,  6-9. 
Theta-phi  diagram,  170. 
Thomas'  experiments,  385. 
Three-stage  compressor,  211. 
Throttling,  388,  426. 
Throttling  calorimeter,  491. 
Throttling  engine,  427,  507.  . 
Throttling,  gas  engine,  326,  348. 
Thrust  in  turbines,  528. 
Time  ofjgnition,  321. 
Tonnage  rating,  658,  659. 
Total  heat-entropy  diagram,  399. 
Total  heat-pressure  diagram,  399. 
Total  heat,  saturated  steam,  359,  360,  388. 

superheated  steam,  386. 
Tower,  cooling,  585,  664. 
Trajectory  of  steam,  530. 
Transmission,  air,  243-245. 

gas,  276. 

rate  of,  582,  584. 
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Transmissive  efficiency,  212,  216,  243,  244. 
Triple-expansion    engine,    461,    474,    480, 

543a,  549a. 
Tubes  in  boilers,  569. 
Turbine,  gas,  540. 

exhaust  steam,  540,  552. 

steam,  512-542,  552,  555,  584. 
Turbo-compressor,  239,  540. 
Turbo-locomotive,  540. 
Turbo-pump,  540. 

T\vo-cycle  gas  engine,  289-292,  329,  339. 
Two  specific  heats  of  gases,  57,  58,  62,  64- 

72,  107,  127a,  165. 
Types,  air  compressor,  238-242. 

gas  engine,  336-341,  350-351. 

locomotive,  509,  510. 

multiple-expansion  engine,  461. 

steam  engine,  507. 

vapor  compressor,  664. 

Uniflow  engine,  507a. 
Universal  gas  constant,  52,  69. 

Vacuum,  footnote,  page  358. 
Vacuum  distillation,  591-601. 
Vacuum  pump,  236,  237,  584,  591. 
Valves,  air  compressor,  195,  242. 

gas  engine,  310,  326.  350. 

steam  engine,  350,  452,  507. 
Vapor,  paths,  392-399. 

specific  heat,  401.     ' 
Vapor  adiabatic.  391-397. 
Vapor  compressor,  624-638,  642,  658,  660, 

662,  664. 
Vapor  refrigeration,  624-643,  647,  662. 
Vaporization,  internal  r/ork,  359,  360. 

latent  heat,  359,  360. 
Vaporizer,  279,  282,  310,  336,  612,  626. 
Vapors,  16,  17,  354-421. 

for  heat  engines,  402,  405a. 

mixtures,  382/i. 

for  refrigeration,  400-405,  630-632. 

saturated,  356. 

superheated,  356. 
Variable  specific  heat,  329a,  3296,  564. 
Variables,    steam    engine    economy,    545- 

549o. 
Velocity  diagram,  527,  529,  534. 
Velocity  of  molecules,  127&. 

of  projectiles,  123a. 

in  throat  of  nozzle,  522. 
Velocity  turbine,  524,  530-533,  536-538. 


Velocity,  wave,  105a,  316. 

Velocity  work,  127,  176,  512,  518,  525. 

Vibration  work,  3,  12,  13,  54-56. 

Volume  curves,  377. 

Volume  temperature  equation,  page  296. 

Volumetric  efficiency,  222-229,  233. 

Volumetric  specific  heat,  66,  67. 

Volume,  vapor,  360,  363,  368,  369,  401. 

Walls,  gas  engine  cylinder,   312,   317,   325, 
347. 

steam  cylinder,  429,  431a,  432,  504,  505. 

vapor  compressor,  637. 
Warming  machine,  Kelvin,  623. 
Water,  air  compressor,  195-200,  206,  207. 

in  refrigerating  plant,  617,  635. 

specific  heat,  24,  26,  359. 
W^ater  gas,  278,  281,  329. 
Water  jacket,  air  compressor,  201,  204. 

gas  engine,  312,  317,  325,  352,  353. 
Water  supply,  evaporator,  600. 
Water-tube  boiler,  568,  569. 
Watt's  diagram,  86-90. 
Watt's  law,  359. 
Waves,  explosion,  319,  325. 
Wave  velocity,  105a,  316. 
Westinghouse-Parsons  turl^ine,  539. 
Wet-bulb  thermometer,  382c. 
Wet  compression,  629,  647. 
Wet  steam,  364,  367. 
Willans'  line,  555. 
Wiredrawing,  426,  442,  448,  451,  474,  518, 

549;. 
Woolf  engine,  463. 
Work,  Clausius  cycle,  410. 

compression,  210. 

external,  14,  15,  86-90,  95,  98,  121-123, 
160,  359,  374,  375. 

negative,  87,  89,  99. 

superheated  adiabatic,  416. 

vapor  adiabatic,  396. 

velocity,  127,  176,  512,  515,  518. 

vibration,  3,  12,  13,  54-56. 
Wormell's  theorem,  36. 

V,  57,   58,   62,   64-72,   101,    102,    105,   107, 

110,  127a,  165. 
Yaryan  evaporator,  595-600. 

Zero,  absolute,  44,  45,  156. 

of  entropy,  171. 
Zero  line,  373.  " 
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Bale,  M.  P.     Pumps  and  Pumping i2mo,  i  50 

Ball,  J.  W.    Concrete  Structures  in  Railways.    {In  Press,) Svo, 
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Ball,  R.  S.     Popular  Guide  to  the  Heavens 8vo,  *4  50 

Natural  Sources  of  Power.     (Westminster  Series.) 8vo,  *2  00 

Ball,  W.  V.     Law  Affecting  Engineers 8vo,  *3  50 

Bankson,  Lloyd.     Slide  Valve  Diagrams.     (Science  Series  No.  108.) .  i6mo,  o  50 

Barba,  J.     Use  of  Steel  for  Constructive  Purposes i2mo,  i  00 

Barham,  G.  B.     Development  of  the  Incandescent  Electric  Lamp. .  .  8vo,  *2  00 

Barker,  A.    Textiles  and  Their  Manufacture.     (Westminster  Series.) . .  8vo,  2  00 

Barker,  A.  H.     Graphic  Methods  of  Engine  Design i2mo,  *i  50 

Barnard,  F.  A.  P.     Report  on  Machinery  and  Processes  of  the  Industrial 

Arts  and  Apparatus  of  the  Exact  Sciences  at  the  Paris  Universal 

Exposition,  1867 8vo,  5  00 

Barnard,  J.  H.     The  Naval  Militiaman's  Guide i6mo,  leather  i  25 

Barnard,  Major  J.  G.     Rotary  Motion.     (Science  Series  No.  90.). . . .  i6mo,  o  50 

Barrus,  G.  H.     Boiler  Tests 8vo,  *3  00 

Engine  Tests 8vo,  *4  00 

The  above  two  purchased  together *6  00 

Barwise,  S.     The  Purification  of  Sewage i2mo,  3  50 

Baterden,  J.  R.     Timber.     (Westminster  Series.) 8vo,  *2  00 

Bates,  E.  L.,  and  Charlesworth,  F.     Practical  Mathematics i2mo, 

Part  I.    Preliminary  and  Elementary  Course *i  50 

Part  n.    Advanced  Course *i  50 

Practical  Mathematics i2mo,  *i  50 

Practical  Geometry  and  Graphics i2mo,  *2  00 

Beadle,  C.     Chapters  on  Papermaking.     Five  Volumes i2mo,  each,  *2  00 

Beaumont,  R.     Color  in  Woven  Design 8vo,  *6  00 

Finishing  of  Textile  Fabrics 8vo,  *4  00 

Beaumont,  W.  W.     The  Steam-Engine  Indicator 8vo,  2  50 

Bechhold.     Colloids  in  Biology  and  Medicine.    Trans,  by  J.  G.  Bullowa 

{In  Press.) 

Beckwith,  A.     Pottery 8vo,  paper,  o  60 

Bedell,  F.,  and  Pierce,  C.  A.    Direct  and  Alternating  Current  Manual.8vo,  *2  00 

Beech,  F.     Dyeing  of  Cotton  Fabrics 8vo,  *3  00 

Dyeing  of  Woolen  Fabrics 8vo,  *3  50 

Begtrup,  J.     The  Slide  Valve 8vo,  *2  00 

Beggs,  G.  E.     Stresses  in  Railway  Girders  and  Bridges (In  Press.) 

Bender,  C.  E.     Continuous  Bridges.     (Science  Series  No.  26.) i6mo,  o  50 

Proportions  of  Piers  used  in  Bridges.     (Science  Series  No.  4.) 

i6mo,  o  50 

Bennett,  H.  G.     The  Manufacture  of  Leather 8vo,  *4  50 

Leather  Trades    (Outlines   of  Industrial   Chemistry).    8vo.  .(In  Press.) 

Bernthsen,    A.      A  Text  -  book  of  Organic  Chemistry.      Trans,  by  G. 

M'Gowan i2mo,  *2  50 

Berry,  W.  J.    Differential  Equations  of  the  First  Species.    i2mo.  (In  Preparation.) 
Bersch,  J.     Manufacture  of  Mineral  and  Lake  Pigments.     Trans,  by  A.  C. 

Wright 8vo,  *5  00 

Bertin,  L.  E.     Marine  Boilers.     Trans,  by  L.  S.  Robertson 8vo,  5  00 

Beveridge,  J.     Papermaker's  Pocket  Book i2mo,  *4  00 

Binns,  C.  F.     Ceramic  Technology 8vo,  *5  00 

Manual  of  Practical  Potting 8vo,  *7  50 

The  Potter's  Craft i2mo,  *2  00 

Birchmore,  W.  H.    Interpretation  of  Gas  Analysis i2mo,  *i  25 
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Blaine,  R.  G.     The  Calculus  and  Its  Applications i2mo,  *i  50 

Blake,  W.  H.     Brewers'  Vade  Mecum 8vo,  *4  00 

Blake,  W.  P.     Report  upon  the  Precious  Metals 8vo,  2  00 

Bligh,  W.  G.     The  Practical  Design  of  Irrigation  Works 8vo,  *6  00 

Bliicher,  H.      Modern  Industrial  Chemistry.     Trans,  by  J.  P.  Millington 

8vo,  *7  50 

Blyth,  A.  W.     Foods:  Their  Composition  and  Analysis Svo,  7  50 

Poisons:  Their  Effects  and  Detection Svo,  7  50 

Bockmann,  F.     Celluloid i2mo,  *2  50 

Bodmer,  G.  R.     Hydraulic  Motors  and  Turbines. i2mo,  5  00 

Boileau,  J.  T.     Traverse  Tables Svo,  5  00 

Bonney,  G.  E.     The  Electro-platers'  Handbook i2mo,  i  20 

Booth,  N.     Guide  to  the  Ring-spinning  Frame i2mo,  *i  25 

Booth,  W.  H.     Water  Softening  and  Treatment Svo,  *2  50 

Superheaters  and  Superheating  and  Their  Control Svo,  *i  50 

Bottcher,  A.     Cranes:    Their  Construction,  Mechanical  Equipment  and 

Working.     Trans-  by  A.  Tolhausen 4to,  *io  00 

Bottler,  M.     Modern  Bleaching  Agents.     Trans,  by  C.  Salter i2mo,  *2  50 

Bottone,  S.  R.     Magnetos  for  Automobilists i2mo,  *i  00 

Boulton,  S.  B.     Preservation  of  Timber,     (Science  Series  No.  82.) .  i6mo,  o  50 

Bourgougnon,  A.     Physical  Problems.     (Science  Series  No.  113.).. i6mo,  050 
Bourry,  E.     Treatise  on  Ceramic  Industries.     Trans,  by  A.  B.  Searle. 

Svo,  *5  00 

Bow,  R.  H.     A  Treatise  on  Bracing Svo,  i  50 

Bowie,  A.  J.,  Jr.     A  Practical  Treatise  on  Hydraulic  Mining Svo,  5  go 

Bowker,  W.  R.     Dynamo,  Motor  and  Switchboard  Circuits Svo,  *2  50 

Bowles,  O.     Tables  of  Common  Rocks.      (Science  Series  No.  125.). .  i6mo,  o  50 

Bowser,  E.  A,     Elementary  Treatise  on  Analytic  Geometry i2mo,  i  75 

' Elementary  Treatise  on  the  Differential  and  Integral  Calculus.  i2mo,  2  25 

Elementary  Treatise  on  Analytic  Mechanics i2mo,  3  00 

Elementary  Treatise  on  Hydro- mechanics i2mo,  2  50 

A  Treatise  on  Roofs  and  Bridges i2mo,  *2  25 

Boycott,  G  W.  M.     Compressed  Air  Work  and  Diving. Svo,  *4  00 

Bragg,  E.  M.     Marine  Engine  Design i2mo,  *2  00 

Brainard,  F.  R      The  Sextant.     (Science  Series  No   10 1.) i6mo, 

Brassey's  Naval  Annual  for  191 1 , Svo,  *6  00 

Brew,  W.     Three-Phase  Transmission Svo,  *2  00 

Brewer,  R.  W.  A.     Motor  Car  Construction , Svo,  *2  00 

Briggs,   R.,    and   Wolff,    A.    R.     Steam-Heating.     (Science    Series   No. 

67.) i6mo,  o  50 

Bright,  C      The  Life  Story  of  Sir  Charles  Tilson  Bright Svo,  *4  50 

Brislee,  T.  J.    Introduction  to  the  Study  of  Fuel.     (Outlines  of  Indus- 
trial Chemistry) Svo,  *3  00 

British  Standard  Sections 8x15  *i  00 

Complete  list  of  this  series  (45  parts)  sent  on  application. 
Broadfoot,  S.   K.     Motors,  Secondary  Batteries.     (Installation  Manuals 

Series) i2mo,  *o  75 

Broughton,  H.  H.    Electric  Cranes  and  Hoists *9  00 

Brown,  G.     Healthy  Foundations.     (Science  Series  No.  So.) i6mo,  o  50 

Brown,  H.     Irrigation Svo,  *s  00 

Brown,  Wm.  N.     The  Art  of  Enamelling  on  Metal x2mo,  *i  00 
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Brown,  Wm.  N.    Handbook  on  Japanning  and  Enamelling i2mo, 

House  Decorating  and  Painting i2mo, 

History  of  Decorative  Art i2mo, 

Dipping,  Burnishing,  Lacquering  and  Bronzing  Brass  Ware. .  .i2mo, 

Workshop  Wrinkles 8vo, 

Browne,  R.  E.     Water  Meters.     (Science  Series  No.  8i.).. i6mo, 

Bruce,  E.  M.     Pure  Food  Tests , i2mo, 

Bruhns,  Dr.     New  Manual  of  Logarithms 8vo,  half  morocco, 

Brunner,  R.     Manufacture   of  Lubricants,  Shoe  Polishes  and  Leather 

Dressings.     Trans,  by  C.  Salter Svo, 

Buel,  R.  H.     Safety  Valves.     (Science  Series  No.  21.) i6mo, 

Bulman,  H.  F.,  and  Redmayne,  R.  S.  A.     Colliery  Working  and  Manage- 
ment  Svo, 

Burgh,  N.  P.     Modern  Marine  Engineering .4to,  half  morocco, 

Burstall,  F.  W.    Energy  Diagram  for  Gas.    With  Text Svo, 

Diagram.    Sold  separately *i 

Burt,  W.  A.     Key  to  the  Solar  Compass i6mo,  leather, 

Burton,  F.  G.     Engineering  Estimates  and  Cost  Accounts i2mo, 

Buskett,  E.  W.     Fire  Assaying i2mo, 

Butler,  H.  J.     Motor  Bodies  and  Chassis Svo, 

Byers,  H.  G.,  and  Knight,  H.  G.    Notes  on  Qualitative  Analysis Svo, 

Cain,  W.     Brief  Course  in  the  Calculus i2mo, 

Elastic  Arches.     (Science  Series  No.  4S.) i6mo, 

Maximum  Stresses.     (Science  Series  No.  3S.) i6mo,      o  50 

Practical  Designing  Retaining  of  Walls.     (Science  Series  No.  3.) 

i6mo,      o  50 
Theory     of     Steel-concrete    Arches   and    of    Vaulted    Structures. 

(Science  Series  No.  42.) i6mo, 

Theory  of  Voussoir  Arches.     (Science  Series  No.  12.) i6mo, 

Symbolic  Algebra.     (Science  Series  No.  73.) i6mo, 

Campin,  F.     The  Construction  of  Iron  Roofs Svo, 

Carpenter,  F.  D.     Geographical  Surveying.     (Science  Series  No.  37.) .  i6mo. 
Carpenter,   R.   C,   and  Diederichs,  H.     Internal  Combustion  Engines. 

Svo, 
Carter,  E.  T.     Motive  Power  and  Gearing  for  Electrical  Machinery  .  .Svo, 

Carter,  H.  A.     Ramie  (Rhea),  China  Grass i2mo, 

Carter,  H.  R.     Modern  Flax,  Hemp,  and  Jute  Spinning Svo, 

Cathcart,  W.  L.     Machine  Design.     Part  I.  Fastenings Svo, 

Cathcart,  W.  L.,  and  Chaffee,  J.  I.     Elements  of  Graphic  Statics Svo, 

Short  Course  in  Graphics i2mo, 

Caven,  R.  M.,  and  Lander,  G.  D.     Systematic  Inorganic  Chemistry.  12 mo, 

Chalkley,  A.  P.     Diesel  Engines Svo, 

Chambers'  Mathematical  Tables Svo, 

Charnock,  G.  F.     Workshop  Practice.     (Westminster  Series.).  .  .  .Svo  {In  Press.) 

Charpentier,  P.     Timber Svo,     *6  00 

Chatley,  H.     Principles  and  Designs  of  Aeroplanes.    (Science   Series.) 

No.  126.) i6mo,      o  50 

How  to  Use  Water  Power i2mo,     *i  00 

Gyrostatic  Balancing Svo,     *i  00 

Child,  C.  D.    Electric  Arc Svo,   *{In  Press.) 
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Child,  C.  T.     The  How  and  Why  of  Electricity i2mo,  i  oo 

Christie,  W.  W.     Boiler- waters.  Scale,  Corrosion,  Foaming. 8vo,  *3  oo 

■ Chimney  Design  and  Theory 8vo,  *3  oo 

Furnace  Draft.     (Science  Series  No.  123.) i6mo,  o  50 

Water :  Its  Purification  and  Use  in  the  Industries 8vo,  *2  00 

Church's  Laboratory  Guide.     Rewritten  by  Edward  Kinch Svo,  *2  50 

Clapperton,  G.     Practical  Papermaking Svo,  2  50 

Clark,  A.  G.    Motor  Car  Engineering. 

Vol.  I.     Construction *3  00 

Vol.  II.    Design (In  Press.) 

Clark,  C.  H.     Marine  Gas  Engines i2mo,  *i  50 

Clark,  D.  K.     Rules,  Tables  and  Data  for  Mechanical  Engineers Svo,  5  00 

Fuel:  Its  Combustion  and  Economy i2mo,  j  50 

The  Mechanical  Engineer's  Pocketbook i6mo,  2  00 

Tramways:  Their  Construction  and  Working Svo,  5  00 

Clark,  J.  M.     New  System  of  Laying  Out  Railway  Turnouts i2mo,  i  00 

Clausen-Thue,  W.     ABC  Telegraphic  Code.     Fourth  Edition i2mo,  *5  00 

Fifth  Edition Svo,  *7  00 

— —  The  A  I  Telegraphic  Code Svo,  *7  50 

Cleemann,  T.  M.     The  Railroad  Engineer's  Practice i2mo,  *i  50 

Clerk,  D.,  and  Idell,  F.  E.     Theory  of  the  Gas  Engine.     (Science  Series 

No.  62.) i6mo,  o  50 

Clevenger,  S.  R.     Treatise   on   the   Method   of   Government   Surveying. 

i6mo,  morocco 2  50 

Clouth,  F.     Rubber,  Gutta-Percha,  and  Balata Svo,  *5  00 

Cochran,  J.    Treatise  on  Cement  Specifications Svo,  *i  00 

Coffin,  J.  H.  C.     Navigation  and  Nautical  Astronomy i2mo,  *3  50 

Colburn,  Z.,  and  Thurston,  R.  H.    Steam  Boiler  Explosions.     (Science 

Series  No.  2.) i6mo,  o  50 

Cole,  R.  S.    Treatise  on  Photographic  Optics i2mo,  i  50 

Coles-Finch,  W.     Water,  Its  Origin  and  Use Svo,  *5  00 

Collins,  J.  E.     Useful  Alloys  and  Memoranda  for  Goldsmiths,  Jewelers. 

i6mo o  50 

Constantine,    E.     Marine  Engineers,  Their    Qualifications   and   Duties. 

Svo,  *2  00 

Coombs,  H.  A.     Gear  Teeth.     (Science  Series  No.  120.) i6mo,  o  50 

Cooper,  W.  R.     Primary  Batteries Svo,  *4  00 

"  The  Electrician  "  Primers . . .  • Svo,  *5  00 

Part  I *i  50 

Part  II *2  50 

Part  III . . *2  00 

Copperthwaite,  W.  C.     Tunnel  Shields 4to,  *9  00 

Corey,  H.  T.     Water  Supply  Engineering Svo  (In  Press.) 

Corfield,  W.  H.     Dwelling  Houses.     (Science  Series  No.  50.) i6mo,  o  50 

Water  and  Water-Supply.     (Science  Scries  No.  17.) i6mo,  o  5c 

Cornwall,  H.  B.     Manual  of  Blow-pipe  Analysis Svo,  *2  50 

Courtney,  C.  F.     Masonry  Dams Svo,  3  50 

Cowell,  W.  B.     Pure  Air,  Ozone,  and  Water. i2mo,  *2  00 

Craig,  T.     Motion  of  a  Solid  in  a  Fuel.     (Science  Series  No.  49.) ....  i6mo,  o  50 

Wave  and  Vortex  Motion.     (Science  Series  No.  43.) i6mo,  o  50 

Cramp,  W.     Continuous  Current  Machine  Design c. .  Svo,  *2  50 
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Crocker,  F.  B.    Electric  Lighting.    Two  Volumes.    8vo. 

Vol.   I.     The  Generating  Plant 3  oo 

Vol,  II>     Distributing  Systems  and  Lamps 3  00 

Crocker,  F.  B.,  and  Arendt,  M.     Electric  Motors 8vo,     *2  50 

Crocker,  F.  B.,  and  Wheeler,  S.  S,     The  Management  of  Electrical  Ma- 
chinery   i2mo,     *i  00 

Cross,  C.  F.,  Be  van,  E>  J.,  and  Sindall,  R.  W.     Wood  Pulp  and  Its  Applica- 
tions.    (Westminster  Series.) .8vo, 

Crosskey,  L.  R.     Elementary  Perspective Svo, 

Crosskey,  L,  R.,  and  Thaw,  J,    Advanced  Perspective Svo, 

CuUey,  J.  L.      Theory  of  Arches.     (Science  Series  No,  87.) i6mo, 
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Dadourian,  H.  M.     Analytical  Mechanics i2mo,  {In  Press.) 

Davenport,  C.     The  Book.     (Westminster  Series.) 8vo, 

Da  vies,  D.  C,     Metalliferous  Minerals  and  Mining. 8vo, 

Earthy  Minerals  and  Mining 8vo, 

Da  vies,  E.  H.     Machinery  for  Metalliferous  Mines 8vo, 

Da  vies,  F.  H.     Electric  Power  and  Traction 8vo, 

Foundations  and  Machinery  Fixing.     (Installation  Manual  Series.) 

i6mo,  {In  Press.) 

Dawson,  P.     Electric  Traction  on  Railways. 8vo,     *g  00 

Day,  C.     The  Indicator  and  Its  Diagrams •. i2mo, 

Deerr,  N.     Sugar  and  the  Sugar  Cane 8vo, 

Deite,  C.     Manual  of  Soapmaking.     Trans,  by  S.  T.  King 4to, 

De  la  Coux,  H.     The  Industrial  Uses  of  Water.     Trans,  by  A.  Morris. 

Svo, 

Del  Mar,  W.  A.     Electric  Power  Conductors Svo, 

Denny,  G.  A.     Deep-level  Mines  of  the  Rand 4to, 

Diamond  Drilling  for  Gold *5 

De  Roos,  J.  D.  C.     Linkages.     (Science  Series  No.  47.) i6mo, 

Derr,  W.  L.     Block  Signal  Operation Oblong  i2mo, 

Maintenance-of-Way  Engineering (In  Preparation.) 

Desaint,  A.     Three  Hundred  Shades  and  How  to  Mix  Them Svo, 

De  Varona,  A.     Sewer  Gases.     (Science  Series  No.  55.) i6mo, 

Devey,  R.  G.     Mill  and  Factory  Wiring.     (Installation  Manuals  Series.) 

i2mo, 

Dibdin,  W.  J.     Public  Lighting  by  Gas  and  Electricity Svo, 

Purification  of  Sewage  and  Water Svo, 

Dichmann,  Carl.    Basic  Open-Hearth  Steel  Process i2mo, 

Dieterich,  K.     Analysis  of  Resins,  Balsams,  and  Gum  Resins Svo, 

Dinger,  Lieut.  H.  C.     Care  and  Operation  of  Naval  Machinery i2mo, 

Dixon,  D.  B.     Machinist's  and  Steam  Engineer's  Practical  Calculator. 

i6mo,  morocco,       1  25 
Doble,  W.  A.     Power  Plant  Construction  on  the  Pacific  Coast  {In  Press.) 
Dodd,  G.     Dictionary    of    Manufactures,    Mining,    Machinery,    and   the 

Industrial  Arts i2mo,       i  50 

Dorr,  B.  F.     The  Surveyor's  Guide  and  Pocket  Table-book. 

i6mo,  morocco,      2  00 

Down,  P.  B.     Handy  Copper  Wire  Table i6mo,     *i  00 

Draper,  C.  H.    Elementary  Text-book  of  Light,  Heat  and  Sound, . ,  i2mo,      i  00 
— —  Heat  and  the  Principles  of  Thermo-dynamics i2mo,       1  50 
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Duckwall)  E.  W.     Canning  and  Preserving  of  Food  Products 8vo,  *5  oo 

Dumesny,  P.,  and  Noyer,  J.     Wood  Products,  Distillates,  and  Extracts. 

8vo,  *4  50 
Duncan,  W.  G.,  and  Penman,  D.     The  Electrical  Equipment  of  Collieries. 

8vo,  *4  00 
Dunstan,  A.  E.,  and  Thole,  F.  B.  T.    Textbook  of  Practical  Chemistry. 

i2mo,  *i  40 

Duthie,  A.  L.     Decorative  Glass  Processes.     (Westminster  Series.).  .Svo,  *2  00 

Dwight,  H.  B.    Transmission  Line  Formulas Svo,   (In  Press.) 

Dyson,  S.  S.     Practical  Testing  of  Raw  Materials Svo,  *5  00 

Dyson,  S.  S.,  and  Clarkson,  S.  S.    Chemical  Works Svo,  *7  50 

Eccles,  R.  G.,  and  Duckwall,  E.  W.     Food  Preservatives Svo,  paper  o  50 

Eddy,  H.  T.     Researches  in  Graphical  Statics  Svo,  i  50 

•  Maximum  Stresses  under  Concentrated  Loads Svo,  i  50 

Edgcumbe,  K,     Industrial  Electrical  Measuring  Instruments Svo,  *2  50 

Eissler,  M.     The  Metallurgy  of  Gold Svo,  7  50 

The  Hydrometallurgy  of  Copper. Svo,  *4  50 

The  Metallurgy  of  Silver Svo,  4  00 

•■ The  Metallurgy  of  Argentiferous  Lead Svo,  5  00 

^ Cyanide  Process  for  the  Extraction  of  Gold Svo,  3  00 

A  Handbook  on  Modern  Explosives Svo,  5  00 

Ekin,  T.  C.     Water  Pipe  and  Sewage  Discharge  Diagrams folio,  *3  00 

Eliot,  C.  W.,  and  Storer,  F.  H.     Compendious  Manual  of  Qualitative 

Chemical  Analysis i2mo,  *i  25 

Elliot,  Major  G.  H.     European  Light-house  Systems Svo,  5  00 

Ennis,  Wm.  D.     Linseed  Oil  and  Other  Seed  Oils Svo,  *4  00 

Applied  Thermodynamics Svo  *4  50 

Flying  Machines  To-day. i2mo,  *i  50 

Vapors  for  Heat  Engines i2mo,  *i  00 

Erfurt,  J.     Dyeing  of  Paper  Pulp.     Trans,  by  J.  Hubner Svo,  *7  50 

Ermen,  W.  F.  A.     Materials  Used  in  Sizing Svo,  *2  00 

Erskine-Murray,  J.     A  Handbook  of  Wireless  Telegraphy .  Svo,  *3  50 

Evans,  C.  A.     Macadamized  Roads (In  Press.) 

Ewing,  A.  J.     Magnetic  Induction  in  Iron .Svo,  *4  00 

Fairie,  J.     Notes  on  Lead  Ores i2mo,  *i  00 

Notes  on  Pottery  Clays i2mo,  *i  50 

Fairley,  W.,  and  Andre,  Geo.  J.     Ventilation  of  Coal  Mines.     (Science 

Series  No.  5S.) i6mo,  o  50 

Fairweather,  W.  C.     Foreign  and  Colonial  Patent  Laws Svo,  *3  00 

Fanning,  J.  T.     Hydraulic  and  Water-supply  Engineering Svo,  *5  00 

Fauth,  P.      The  Moon  in  Modern  Astronomy.     Trans,  by  J.  McCabe. 

Svo,  *2  00 

Fay,  I.  W.     The  Coal-tar  Colors Svo,  *4  00 

Fernbach,  R,  L.     Glue  and  Gelatine Svo,  *3  00 

— : —  Chemical  Aspects  of  Silk  Manufacture i2mo,  *i  00 

Fischer,  E.     The  Preparation  of  Organic  Compounds.     Trans,  by  R.  V. 

Stanford i2mo,  *i  25 

Fish,  J.  C.  L.     Lettering  of  Working  Drawings Oblong  Svo,  i  00 

Fisher,  H.  K.  C,  and  Darby,  W.  C.     Submarine  Cable  Testing Svo,  *3  50 
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Fiske,  Lieut.  B.  A.     Electricity  in  Theory  and  Practice 8vo,  2  50 

Fleischmann,  W.     The   Book  of  the  Dairy.     Trans,  by  C.  M.  Aikman. 

8vo,  4  00 
Fleming,  J.  A.     The  Alternate-current  Transformer.     Two  Volumes.    8vo. 

Vol.    I.     The  Induction  of  Electric  Currents *5  00 

Vol.  II.     The  Utilization  of  Induced  Currents *5  00 

Propagation  of  Electric  Currents Svo,  *3  00 

Centenary  of  the  Electrical  Current Svo,  *o  50 

Electric  Lamps  and  Electric  Lighting Svo,  *3  00 

Electrical  Laboratory  Notes  and  Forms 4to,  *5  00 

A  Handbook  for  the  Electrical  Laboratory  and  Testing  Room.     Two 

Volumes Svo,  each,  *5  00 

Fleury,  P.     Preparation  and  Uses  of  White  Zinc  Paints Svo,  *2  50 

Fluery,  H.     The  Calculus  Without  Limits  or  Infinitesimals.     Trans,  by 

C.  0.  Mailloux {In  Press.) 

Flynn,  P.  J.     Flow  of  Water.     (Science  Series  No.  S4.) i6mo,  o  50 

Hydraulic  Tables.     (Science  Series  No.  66.) i6mo,  o  50 

Foley,  N.     British  and  American  Customary  and  Metric  Measures,  .folio,  *3  00 
Foster,  H.  A.     Electrical  Engineers'  Pocket-book.     {Sixth  Edition.) 

i2mo,  leather,  5  00 

Engineering  Valuation  of  Public  Utilities  and  Factories Svo,  *3  00 

Foster,  Gen.  J.  G,     Submarine  Blasting  in  Boston  (Mass.)  Harbor. . .  .  4to,  3  50 

Fowle,  F.  F.     Overhead  Transmission  Line  Crossings i2mo,  *i  50 

The  Solution  of  Alternating  Current  Problems Svo  {In  Press.) 

Fox,  W.  G.     Transition  Curves.     (Science  Series  No.  no.) i6mo,  o  50 

Fox,  W.,  and  Thomas,  C.  W.     Practical  Course  in  Mechanical  Draw- 
ing  i2mo,  I  25 

Foye,  J.  C.     Chemical  Problems.     (Science  Series  No.  69.) i6mo,  o  50 

Handbook  of  Mineralogy.     (Science  Series  No.  86.) i6mo,  o  50 

Francis,  J.  B.     Lowell  Hydraulic  Experiments 4to,  15  00 

Freudemacher,    P.    W.     Electrical    Mining    Installations.     (Installation 

Manuals  Series) i2mo,  *i  00 

Frith,  J.    Alternating  Current  Design Svo,  *2  00 

Fritsch,  J.    Manufactiire  of  Chemical  Manures.    Trans,  by  D.  Grant. 

Svo,  *4  00 

Frye,  A.  I.     Civil  Engineers'  Pocket-book i2mo,  leather,  *5  00 

Fuller,  G,  W.      Investigations  into  the  Purification  of  the  Ohio  River. 

4to.  *io  00 

Furnell,  J.    Paints,  Colors,  Oils,  and  Varnishes 8vo,  *i  00 

Gairdner,  J.  W.  I.    Earthwork Svo,   {In  Press.) 

Gant,  L.  W.     Elements  of  Electric  Traction Svo,  *2  50 

Garcia,  A.  J.  R.  V.     Spanish-English  Railway  Terms Svo,  *4  50 

Garforth,  W.  E.     Rules  for  Recovering  Coal  Mines  after  Explosions  and 

Fires i2mo,  leather,  i  50 

Gaudard,  J.     Foundations.     (Science  Series  No.  34.) i6mo,  o  50 

Gear,  H.  B.,  and  Williams,  P.  F.    Electric  Central  Station  Distribution 

Systems Svo,  *3  00 

Geerligs,  H.  C.  P.     Cane  Sugar  and  Its  Manufacture Svo,  *5  00 

World's  Cane  Sugar  Industry Svo,  *5  00 

Geikie,  J.     Structural  and  Field  Geology Svo,  *4  00 


il 
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Gerber,  N.   Analysis  of  Milk,  Condensed  Milk,  and  Infants' Milk-Food.    8vo,       i  25 
Gerhard,  W.  P.     Sanitation,  Watersupply  and  Sewage  Disposal  of  Country 

Houses i2mo, 

Gas  Lighting.     (Science  Series  No.  iii.) i6mo, 

Household  Wastes.     (Science  Series  No.  97.) i6mo, 

House  Drainage.     (Science  Series  No.  63.) i6mo, 

Sanitary  Drainage  of  Buildings.     (Science  Series  No.  93.) ....  i6nio, 

Gerhardi,  C.  W.  H.     Electricity  Meters 8vo, 

Geschwind,   L.     Manufacture   of   Alum  and  Sulphates.     Trans,   by  C. 

Salter 8vo, 

Gibbs,  W.  E.     Lighting  by  Acetylene i2mo, 

Physics  of  Solids  and  Fluids.     (Carnegie  Technical  School's  Text- 
books.)      *i 

Gibson,  A.  H.     Hydraulics  and  Its  Application Svo, 

Water  Hammer  in  Hydraulic  Pipe  Lines i2mo, 

Gilbreth,  F.  B.     Motion  Study i2mo, 

Primer  of  Scientific  Management i2mo, 

Gillmore,  Gen.  Q.  A.     Limes,  Hydraulic  Cements  acd  Mortars Svo, 

Roads,  Streets,  and  Pavements i2mo, 

Golding,  H.  A.     The  Theta-Phi  Diagram i2mo, 

Goldschmidt,  R.     Alternating  Current  Commutator  Motor Svo, 

Goodchild,  W.     Precious  Stones.     (Westminster  Series.) Svo, 

Goodeve,  T.  M.     Textbook  on  the  Steam-engine i2mo, 

Gore,  G.     Electrolytic  Separation  of  Metals Svo, 

Gould,  E.  S.     Arithmetic  of  the  Steam-engine i2mo, 

Calculus.     (Science  Series  No.  112.) i6mo, 

High  Masonry  Dams.     (Science  Series  No.  22.) i6mo, 

Practical  Hydrostatics  and  Hydrostatic  Formulas.     (Science  Series 

No.  117.) i6mo,       0  50 

Grant,  J.     Brewing  and  Distilling.     (Westminster  Series.)  Svo  {In  Press.) 

Gratacap,  L.  P.     A  Popular  Guide  to  Minerals Svo, 

Gray,  J.     Electrical  Influence  Machines i2mo, 

Marine  Boiler  Design i2mo, 

Greenhill,  G.     Dynamics  of  Mechanical  Flight Svo, 

Greenwood,  E.     Classified  Guide  to  Technical  and  Commercial  Books.  Svo, 

Gregorius,  R.     Mineral  Waxes.     Trans,  by  C.  Salter i2mo, 

Griffiths,  A.  B.     A  Treatise  on  Manures i2mo, 

Dental  Metallurgy Svo, 

Gross,  E.     Hops Svo, 

Grossman,  J.     Ammonia  and  Its  Compounds i2mo, 

Groth,  L.  A.     Welding  and  Cutting  Metals  by  Gases  or  Electricity Svo, 

Grover,  F.     Modern  Gas  and  Oil  Engines Svo, 

Gruner,  A.     Power-loom  Weaving Svo, 

GUldner,  Hugo.     Internal  Combustion  Engines.     Trans,  by  H.  Diederichs. 

4to, 

Gunther,  C.  0.     Integration. i2mo, 

Gurden,  R.  L.     Traverse  Tables folio,  half  morocco, 

Guy,  A.  E.     Experiments  on  the  Flexure  of  Beams Svo, 

Haeder,    H.      Handbook   on    the    Steam-engine.      Trans,  by  H.  H.  P. 

Powles i2mo,      3  00 
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Hainbach,  R.     Pottery  Decoration.     Trans,  by  C.  Slater i2mo, 

Haenig,  A.     Emery  and  Emery  Industry 8vo, 

Hale,  W.  J.     Calculations  of  General  Chemistry i2mo, 

Hall,  C.  H.     Chemistry  of  Paints  and  Paint  Vehicles i2mo, 

Hall,  R.  H.     Governors  and  Governing  Mechanism i2mo, 

Hall,  W.  S.     Elements  of  the  Differential  and  Integral  Calculus 8vo, 

Descriptive  Geometry 8vo  volume  and  a  4to  atlas, 

Haller,  G.  F.,  and  Cunningham,  E.  T.     The  Tesla  Coil i2mo, 

Halsey,  F.  A.     Slide  Valve  Gears i2mo, 

The  Use  of  the  Slide  Rule.     (Science  Series  No.  114.) i6mo, 

— —  Worm  and  Spiral  Gearing.     (Science  Series  No.  116.) . i6mo, 

Hamilton,  W.  G.     Useful  Information  for  Railway  Men i6mo. 

Hammer,  "W.  J.     Radium  and  Other  Radio-active  Substances 8vo, 

Hancock,  H.     Textbook  of  Mechanics  and  Hydrostatics. 8vo, 

Hardy,  E.     Elementary  Principles  of  Graphic  Statics. i2mo, 

Harrison,  W.  B.     The  Mechanics'  Tool-book i2mo. 

Hart,  J.  W.     External  Plumbing  Work 8vo, 

Hints  to  Plumbers  on  Joint  Wiping 8vo, 

Principles  of  Hot  Water  Supply 8vo, 

Sanitary  Plumbing  and  Drainage 8vo, 

Haskins,  C.  H.     The  Galvanometer  and  Its  Uses i6mo, 

Hatt,  J.  A.  H.     The  Colorist square  i2mo, 

Hausbrand,  E.     Drying  by  Means  of  Air  and  Steam.     Trans,  by  A.  C. 

Wright i2mo,     *2  00 

Evaporating,  Condensing  and  Cooling  Apparatus.     Trans,  by  A.  C. 

Wright 8vo,     *5  00 

Hausner,  A.     Manufacture  of  Preserved  Foods  and  Sweetmeats.     Trans. 

by  A.  Morris  and  H.  Robson 8vo, 

Hawke,  W.  H.     Premier  Cipher  Telegraphic  Code 4to, 

100,000  Words  Supplement  to  the  Premier  Code 4to, 

Hawkesworth,  J.     Graphical  Handbook  for  Reinforced  Concrete  Design. 

4to, 

Hay,  A.     Alternating  Currents 8vo, 

Electrical  Distributing  Networks  and  Distributing  Lines 8vo, 

Continuous  Current  Engineering 8vo, 

Heap,  Major  D.  P.     Electrical  Appliances Svo, 

Heather,  H.  J.  S.     Electrical  Engineering 8vo, 

Heaviside,  O.     Electromagnetic  Theory.      Vols.  I  and  H 8vo,  each, 

Vol.  Ill 8vo, 

Heck,  R.  C.  H.    The  Steam  Engine  and  Turbine 8vo, 

Steam-Engine  and  Other  Steam  Motors.    Two  Volumes. 

Vol.    I.     Thermodynamics  and  the  Mechanics 8vo, 

Vol.  II.     Form,  Construction,  and  Working 8vo, 

Notes  on  Elementary  Kinematics 8vo,  boards, 

Graphics  of  Machine  Forces 8vo,  boards, 

Hedges,  K.     Modern  Lightning  Conductors 8vo, 

Heermann,  P.     Dyers'  Materials.     Trans,  by  A.  C.  Wright i2mo, 

Hellot,  Macquer  and  D'Apligny.   Art  of  Dyeing  Wool,  Silk  and  Cotton.  8vo, 

Henrici,  O.     Skeleton  Structures 8vo, 

Hering,  D.  W.    Essentials  of  Physics  for  College  Students 8vo, 

Hering-Shaw,  A.     Domestic  Sanitation  and  Plumbing.     Two  Vols. . .  8vo, 
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Hering-Shaw,  A.    Elementary  Science 8vo,    *2  00 

Herrmann,  G.     The  Graphical  Statics  of  Mechanism.     Trans,  by  A.  P. 

Smith i2mo, 

Herzfeld,  J.    Testing  of  Yarns  and  Textile  Fabrics 8vo, 

Hildebrandt,  A.     Airships,  Past  and  Present 8vo, 

Hildenbrand,  B.  W.     Cable-Making.     (Science  Series  No.  32.) .  i6mo, 

Hilditch,  T.  P.     A  Concise  History  of  Chemistry i2mo. 

Hill,  J.  W.     The  Purification  of  Public  Water  Supplies.     New  Edition. 

(In  Press.) 

Interpretation  of  Water  Analysis {In  Press.) 

Hiroi,  I.     Plate  Girder  Construction.     (Science  Series  No.  95.) i6mo, 

Statically-Indeterminate  Stresses i2mo, 

Hirshfeld,  C.  F.     Engineering  Thermodynamics.     (Science  Series  No.  45.) 

i6mo, 

Hobart,  H.  M.     Heavy  Electrical  Engineering Svo, 

— —  Design  of  Static  Transformers i2mo, 

Electricity , Svo., 

Electric  Trains Svo, 

Hobart,  H.  M.    Electric  Propulsion  of  Ships Svo, 

Hobart,  J.  F.     Hard  Solderingj  Soft  Soldering  and  Brazing i2mo, 

Hobbs,  W.  R.  P.     The  Arithmetic  of  Electrical  Measurements i2mo, 

Hoff,  J.  N.     Paint  and  Varnish  Facts  and  Formulas i2mo, 

Hoff,  Com.  W.  B.     The  Avoidance  of  Collisions  at  Sea. .  .  i6mo,  morocco, 

Hole,  W.     The  Distribution  of  Gas Svo, 

Holley,  A.  L.     Railway  Practice folio. 

Holmes,  A.  B.     The  Electric  Light  Popularly  Explained  ....  i2mo,  paper, 

Hopkins,  N.  M.     Experimental  Electrochemistry ...  Svo, 

Model  Engines  and  Small  Boats i2mo, 

Hopkinson,  J.     Shoolbred,  J.  N.,  and  Day,  R.  E.     Dynamic  Electricity. 

(Science  Series  No.  71.) i6mo, 

Horner,  J.     Engineers'  Turning Svo, 

Metal  Turning. i2mo, 

Toothed  Gearing i2mo, 

Houghton,  C.  E.     The  Elements  of  Mechanics  of  Materials i2mo, 

HouUevigue,  L.    The  Evolution  of  the  Sciences Svo, 

Houstoun,  R.  A.     Studies  in  Light  Production i2mo, 

Howe,  G.     Mathematics  for  the  Practical  Man i2mo, 

Howorth,  J.     Repairing  and  Riveting  Glass,  China  and  Earthenware. 

Svo,  paper, 

Hubbard,  E.     The  Utilization  of  Wood- waste Svo, 

Hiibner,  J.    Bleaching  and  Dyeing  of  Vegetable  and  Fibrous  Materials 

(Outlines  of  Industrial  Chemistry) Svo,     *5  00 

Hudson,  O.  F.    Iron  and  Steel.     (Outlines  of  Industrial  Chemistry.) 

Svo,  (In  Press.) 

Humper,  W.     Calculation  of  Strains  in  Girders i2mo,       2  50 

Humphreys,  A.  C.    The  Business  Features  of  Engineering  Practice .  Svo,     *i  25 

Himter,  A.    Bridge  Work Svo,  (In  Press.) 

Hurst,  G.  H.     Handbook  of  the  Theory  of  Color Svo,     *2  50 

Dictionary  of  Chemicals  and  Raw  Products Svo,     *3  00 

Lubricating  Oils,  Fats  and  Greases Svo,     *4  00 

Soaps Svo,     *s  00 
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Hurst,  G.  H.     Textile  Soaps  and  Oils 8vo,     *2  50 

Hurst,  H.  E.,  and  Lattey,  R.  T.     Text-book  of  Physics 8vo,     *3  00 

• Also  published  in  three  parts. 

Part     I.  Dynamics  and  Heat *i  25 

Part   n.  Sound  and  Light *i  25 

Part  HI.  Magnetism  and  Electricity *i  50 

Hutchinson,  R.  W.,  Jr.     Long  Distance  Electric  Power  Transmission. 

i2mo,    *3  00 
Hutchinson,  R.  W.,  Jr.,  and  Ihlseng,  M.  C.    Electricity  in  Mining. .  i2mo, 

(In  Press) 
Hutchinson,  W.  B.     Patents  and  How  to  Make  Money  Out  of  Them.  i2mo, 

Hutton,  W.  8.     Steam-boiler  Construction 8vo, 

Practical  Engineer's  Handbook 8vo, 

The  Works'  Manager's  Handbook 8vo, 

Hyde,  E.  W.     Skew  Arches.     (Science  Series  No.  15.) i6mo. 

Induction  Coils.     (Science  Series  No.  53.) i6mo. 

Ingle,  H.     Manual  of  Agricultural  Chemistry 8vo, 

Innes,  C.  H.     Problems  in  Machine  Design i2mo, 

Air  Compressors  and  Blowing  Engines i2mo, 

Centrifugal  Pumps i2mo, 

The  Fan i2mo, 

Isherwood,  B.  F.     Engineering  Precedents  for  Steam  Machinery 8vo, 

Ivatts,  E.  B.     Railway  Management  at  Stations 8vo, 

Jacob,  A.,  and  Gould,  E.  S.     On  the  Designing  and  Construction  of 

Storage  Reservoirs.     (Science  Series  No.  6.) i6mo, 

Jamieson,  A.     Text  Book  on  Steam  and  Steam  Engines 8vo, 

Elementary  Manual  on  Steam  and  the  Steam  Engine i2mo, 

Jannettaz,  E.     Guide  to  the  Determination  of  Rocks.     Trans,  by  G.  W. 

Plympton i2mo, 

Jehl,  F.     Manufacture  of  Carbons. 8vo, 

Jennings,  A.  S.     Commercial  Paints  and  Painting.     (Westminster  Series.) 

8vo  (In  Press.) 

Jennison,  F.  H.     The  Manufacture  of  Lake  Pigments 8vo, 

Jepson,  G.     Cams  and  the  Principles  of  their  Construction 8vo, 

Mechanical  Drawing 8vo  {In  Preparation.) 

Jockin,  W.     Arithmetic  of  the  Gold  and  Silversmith i2mo, 

Johnson,  G.  L.     Photographic  Optics  and  Color  Photography 8vo, 

Johnson,  J.  H.      Arc  Lamps  and  Accessory  Apparatus.     (Installation 

Manuals  Series.) i2mo,     *o  75 

Johnson,    T.    M.      Ship    Wiring   and    Fitting.      (Installation    Manuals 

Series) i2mo, 

Johnson,  W.  H.     The  Cultivation  and  Preparation  of  Para  Rubber. .  .8vo, 

Johnson,  W.  McA.     The  Metallurgy  of  Nickel {In  Preparation.) 

Johnston,  J.  F.  W.,  and  Cameron,  C.     Elements  of  Agricultural  Chemistry 

and  Geology i2mo, 

Joly,  J.     Raidoactivity  and  Geology i2mo, 

Jones,  H.  C.     Electrical  Nature  of  Matter  and  Radioactivity i2mo, 

Jones,  M.  W.     Testing  Raw  Materials  Used  in  Paint i2mo, 

Jones,  L.,  and  Scard,  F.  I.     Manufacture  of  Cane  Sugar 8vo, 
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Jordan,  L.  C.    Practical  Railway  Spiral i2mo,  Leather,  *i  50 

Joynson,  F.  H.     Designing  and  Construction  of  Machine  Gearing. . .  .8vo,  2  00 

Juptner,  H.  F.  V.    Siderology :  The  Science  of  Iron 8vo,  *5  00 

Kansas  City  Bridge 4to,  6  00 

Kapp,  G.     Alternate  Current  Machinery.     (Science  Series  No.  96.) .  i6mo,  o  50 

Electric  Transmission  of  Energy i2mo,  3  50 

Keim,  A.  W.     Prevention  of  Dampness  in  Buildings 8vo,  *2  00 

Keller,  S.  S.     Mathematics  for  Engineering  Students.     i2mo,  half  leather. 

Algebra  and  Trigonometry,  with  a  Chapter  on  Vectors , *i  75 

Special  Algebra  Edition *i  00 

Plane  and  Solid  Geometry *i  25 

Analytical  Geometry  and  Calculus *2  00 

Kelsey,  W.  R.     Continuous-current  Dynamos  and  Motors Svo,  *2  50 

Kemble,  W.  T.,  and  Underbill,  C.  R.     The  Periodic  Law  and  the  Hydrogen 

Spectrum Svo,  paper,  *o  50 

Kemp,  J.  F.    Handbook  of  Rocks Svo,  *i  50 

Kendall,  E.    Twelve  Figure  Cipher  Code .4to,  *I2  50 

Kennedy,  A.  B.  W.,  and  Thurston,  R.  H.     Kinematics  of  Machinery. 

(Science  Series  No.  54.) i6mo,  0  50 

Kennedy,  A.  B.  W.,  Unwin,  W.  C,  and  Idell,  F.  E.     Compressed  Air. 

(Science  Series  No.  106.) i6mo,  o  5a 

Kennedy,  R.     Modern  Engines  and  Power  Generators.     Six  Volumes.   4to,  15  00 

Single  Volumes each,  3  00 

Electrical  Installations.     Five  Volumes 4to,  15  00 

Single  Volumes each,  3  50 

Flying  Machines;  Practice  and  Design i2mo,  *2  00 

Principles  of  Aeroplane  Construction , Svo,  *i  50 

Kennelly,  A.  E.     Electro-dynamic  Machinery Svo,  1  50 

Kent,  W.     Strength  of  Materials.     (Science  Series  No.  41.) idmo,  o  50 

Kershaw,  J.  B.  C.     Fuel,  Water  and  Gas  Analysis Svo,  *2  50 

Electrometallurgy.     (Westminster  Series.) Svo,  *2  00 

The  Electric  Furnace  in  Iron  and  Steel  Production i2mo,  *i  50 

Kinzbrunner,  C.     Alternate  Current  Windings Svo,  *i  50 

Continuous  Current  Armatures Svo,  *i  50 

Testing  of  Alternating  Current  Machines Svo,  *2  00 

Kirkaldy,  W.  G.     David  Kirkaldy's  System  of  Mechanical  Testing 4to,  10  00 

Kirkbride,  J.     Engraving  for  Illustration Svo,  *i  50 

Kirkwood,  J.  P.     Filtration  of  River  Waters 4to,  7  50 

Klein,  J.  F.     Design  of  a  High-speed  Steam-engine Svo,  *5  00 

Physical  Significance  of  Entropy Svo,  *i  50 

Kleinhans,  F.  B.     Boiler  Construction Svo,  3  00 

Knight,  R.-Adm.  A.  M.    Modem  Seamanship Svo,  *7  50 

Half  morocco *9  00 

Knox,  J.    Physico-Chenjical  Calculations i2mo,  *i  00 

Knox,  W.  F.     Logarithm  Tables {In  Preparation.) 

Knott,  C.  G.,  and  Mackay,  J.  S.     Practical  Mathematics Svo,  2  00 

Koester,  F.     Steam-Electric  Power  Plants 4to,  *5  00 

Hydroelectric  Developments  and  Engineering 4tO,  *5  00 

KoUer,  T.    The  Utilization  of  Waste  Products Svo,  *3  50 

Cosmetics Svo,  *2  50 
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Kirschke,  A.    Gas  and  Oil  Engines Z2mo,  *i  25 

Kretchmar,  K.     Yarn  and  Warp  Sizing 8vo,  *4  00 

Lambert,  T.     Lead  and  its  Compounds .• 8vo,  *3  50 

Bone  Products  and  Manures 8vo,  *3  00 

Lamborn,  L.  L.     Cottonseed  Products 8vo,  *3  00 

Modern  Soaps,  Candles,  and  Glycerin. .v 8vo,  *7  50 

Lamprecht,  R.     Recovery  Work  After  Pit  Fires.     Trans,  by  C.  Salter . .  8vo,  *4  00 
Lanchester,  F.  W.     Aerial  Flight.     Two  Volumes.     8vo. 

Vol.   I.     Aerodynamics *6  00 

Aerial  Flight.     Vol.  II.     Aerodonetics *6  00 

Larner,  E.  T.     Principles  of  Alternating  Currents. i2mo,  *i  25 

Larrabee,  C.  S.     Cipher  and  Secret  Letter  and  Telegraphic  Code i6mo,  o  60 

La  Rue,  B.  F.     Swing  Bridges.     (Science  Series  No.  107.) i6mo,  050 

Lassar-Cohn,  Dr.     Modern  Scientific  Chemistry.     Trans,  by  M.  M.  Patti- 

son  Muir i2mo,  *2  00 

Latimer,  L.  H.,  Field,  C.  J.,  and  Howell,  J.  W.    Incandescent  Electric 

Lighting.     (Science  Series  No.  57.) i6mo,  o  50 

Latta,  M.  N.     Handbook  of  American  Gas-Engineering  Practice 8vo,  *4  50 

American  Producer  Gas  Practice. 4to,  *6  00 

Leask,  A.  R.     Breakdowns  at  Sea i2mo,  2  00 

Refrigerating  Machinery i2mo,  2  00 

Lecky,  S.  T.  S.     "  Wrinkles  "  in  Practical  Navigation 8vo,  *8  00 

Le  Doux,  M.     Ice-Making  Machines.     (Science  Series  No.  46.) ....  i6mo,  o  50 

Leeds,  C.  C.     Mechanical  Drawing  foi  Trade  Schools oblong  4to, 

High  School  Edition. *i  25 

Machinery  Trades  Edition ,  *2  00 

Lefevre,  L.     Architectural  Pottery.     Trans,  by  H.  K.  Bird  and  W.  M. 

Binns 4to,  *7  50 

Lehner,  S.     Ink  Manufacture.     Trans,  by  A.  Morris  and  H.  Robson  . .  8vo,  *2  50 

Lemstrom,  S.     Electricity  in  Agriculture  and  Horticulture .8vo,  *i  50 

LeVan,  W.  B.     Steam-Engine  Indicator.     (Science  Series  No.  78.) .  i6mo,  ,050 

Lewes,  V.  B.     Liquid  and  Gaseous  Fuels.     (Westminster  Series.). ..  .8vo,  *2  00 

Lewis,  L.  P.    Railway  Signal  Engineering 8vo,  *3  50 

Lieber,  B.  F.     Lieber's  Standard  Telegraphic  Code 8vo,  *io  00 

Code.     German  Edition 8vo,  *io  00 

Spanish  Edition 8vo,  *io  00 

—  French  Edition. 8vo,  *io  00 

Terminal  Index 8vo,  *2  50 

Lieber's  Appendix , folio,  *i5  00 

— Handy  Tables 4to,  *2  50 

Bankers  and  Stockbrokers'  Code  and  Merchants  and  Shippers'  Blank 

Tables 8vo,  *i5  00 

100,000,000  Combination  Code 8vo,  *io  00 

Engineering  Code . , : 8vo,  *I2  50 

Livermore,  V.  P.,  and  Williams,  J.     How  to  Become  a  Competent  Motor- 
man i2mo,  *i  00 

Livingstone,  R.     Design  and  Construction  of  Commutators 8vo,  *2  25 

Lobben,  P.     Machinists'  and  Draftsmen's  Handbook 8vo,  2  50 

Locke,  A.  G.  and  C.  G.     Manufacture  of  Sulphuric  Acid 8vo,  10  00 

Lockwood,  T.  D.     Electricity,  Magnetism,  and  Electro-telegraph  ....  8vo,  2  50 
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Lockwood,  T.  D.    Electrical  Measurement  and  the  Galvanometer .  i2mo, 

Lodge,  0.  J.     Elementary  Mechanics i2mo, 

Signalling  Across  Space  without  Wires 8vo, 

Loewenstein,  L.  C,  and  Crissey,  C.  P.     Centrifugal  Pumps *4 

Lord,  R.  T.     Decorative  and  Fancy  Fabrics 8vo, 

Loring,  A.  E.     A  Handbook  of  the  Electromagnetic  Telegraph i6mo, 

Handbook.     (Science  Series  No.  39.) i6mo, 

Low,  D.  A.    Applied  Mechanics  (Elementary) i6mo, 

Lubschez,  B.  J.    Perspective i2mo, 

Lucke,  C.  E.     Gas  Engine  Design Svo, 

Power  Plants :  Design,  Efficiency,  and  Power  Costs.     2  vols. 

{In  Preparation.) 

Lunge,  G.     Coal-tar  and  Ammonia.     Two  Volumes Svo, 

Manufacture  of  Sulphuric  Acid  and  Alkali.     Four  Volumes Svo, 

Vol.     I.     Sulphuric  Acid.     In  two  parts *iS  00 

Vol.   II.     Salt  Cake,  Hydrochloric  Acid  and  Leblanc  Soda.  In  two  parts  *i5  00 

Vol.  III.     Ammonia  Soda *io  00 

Vol.  IV.   Electrolytic  Methods {In  Press.) 

Technical  Chemists'  Handbook i2mo,  leather,     *3  50 

Technical  Methods  of  Chemical  Analysis.     Trans,  by  C.  A.  Keane. 

in  collaboration  with  the  corps  of  specialists. 

Vol.   I.     In  two  parts 8vo, 

Vol.  II.    In  two  parts Svo, 

Vol.  in {In  Preparation.) 

Lupton,  A.,  Parr,  G.  D.  A.,  and  Perkin,  H.     Electricity  as  Applied  to 

Mining Svo, 

Luquer  L.  M.     Minerals  in  Rock  Sections Svo, 

Macewen,  H.  A.     Food  Inspection Svo, 

Mackenzie,  N.  F.     Notes  on  Irrigation  "Works Svo, 

Mackie,  J.     How  to  Make  a  Woolen  Mill  Pay Svo, 

Mackrow,  C.     Naval  Architect's  and  Shipbuilder's  Pocket-book. 

i6mo,  leather, 

Maguire,  Wm,  R.     Domestic  Sanitary  Drainage  and  Plumbing 8vo, 

Mallet,  A.     Compound  Engines.     Trans,  by  R.  R.  Buel.     (Science  Series 

No.  10.) i6mo, 

Mansfield,  A.  N.     Electro-magnets.     (Science  Series  No.  64.) i6mo, 

Marks,  E.  C.  R.     Construction  of  Cranes  and  Lifting  Machinery.  .  .  .  i2mo, 

Construction  and  Working  of  Pumps i2mo, 

Manufacture  of  Iron  and  Steel  Tubes i2mo, 

Mechanical  Engineering  Materials i2mo, 

Marks,  G.  C.     Hydraulic  Power  Engineering 8vo, 

Inventions,  Patents  and  Designs i2mo, 

Marlow,  T.  G.     Drying  Machinery  and  Practice Svo, 

Marsh,  C.  F.     Concise  Treatise  on  Reinforced  Concrete Svo, 

Reinforced  Concrete  Compression  Member  Diagram.    Mounted  on 

Cloth  Boards *i  50 

Marsh,  C.  F.,  and  Dunn,  W.     Manual  of  Reinforced  Concrete  and  Con- 
crete Block  Construction i6mo,  morocco,     *2  50 
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Marshall,  W.  J.,  and  Sankey,  H.  R.     Gas  Engines.     (Westminster  Series.) 

8vo, 

Martin.  G,    Triumphs  and  Wonders  of  Modem  Chemistry 8vo, 

Martin,  N.    Properties  and  Design  of  Reinforced  Concrete i2mo, 

Massie,  W.  W.,  and  Underhill,  C.  R.     Wireless  Telegrapiiy  and  Telephony. 

i2mo, 
Matheson,  D.     Australian  Saw-Miller's  Log  and  Timber  Ready  Reckoner. 

i2mo,  leather, 

Mathot,  R.  E.     Internal  Combustion  Engines 8vo, 

Maurice,  W.     Electric  Blasting  Apparatus  and  Explosives Svo, 

Shot  Firer's  Guide Svo, 

Maxwell,  J.  C.     Matter  and  Motion.     (Science  Series  No.  36.) i6mo. 

Maxwell,  W.  H.,  and  Brown,  J.  T.     Encyclopedia  of  Municipal  and  Sani- 
tary Engineering 4to, 

Mayer,  A.  M.     Lecture  Notes  on  Physics Svo, 

McCullough,  R.  S.     Mechanical  Theory  of  Heat Svo, 

Mcintosh,  J.  G.     Technology  of  Sugar Svo, 

Industrial  Alcohol Svo, 

Manufacture  of  Varnishes  and  Kindred  Industries.     Three  Volumes. 

Svo. 

Vol.     I.     Oil  Crushing,  Refining  and  Boiling *3  50 

Vol.    II.     Varnish  Materials  and  Oil  Varnish  Making *4  00 

Vol.  ni.    Spirit  Varnishes  and  Materials *4  5o 

McKnight,  J.  D.,  and  Brown,  A.  W.     Marine  Multitubular  Boilers *i  50 

McMaster,  J.  B.     Bridge  and  Tunnel  Centres.     (Science  Series  No.  20.) 

i6mo,      o  50 

McMechen,  F.  L.      Tests  for  Ores,  Minerals  and  Metals i2mo,  *i  00 

McNeill,  B.     McNeill's  Code Svo,     *6  00 

McPherson,  J.  A.     Water-works  Distribution Svo,      2  50 

Melick,  C.  W.     Dairy  Laboratory  Guide i2mo,     *i  25 

Merck,  E.     Chemical  Reagents;  Their  Purity  and  Tests Svo,     *i  50 

Merritt,  Wm.  H.     Field  Testing  for  Gold  and  Silver i6mo,  leather,  .    i  50 

Messer,  W.  A.    Railway  Permanent  Way Svo,  {In  Press.) 

Meyer,  J.  G.  A.,  and  Pecker,  C.  G.     Mechanical  Drawing  and  Machine 

Design 4to,       5  00 

Michell,  S.     Mine  Drainage Svo,     10  00 

Mierzinski,  S.     Waterproofing  of  Fabrics.     Trans,  by  A.  Morris  and  H. 

Robson Svo,     *2  50 

Miller,  E.  H.     Quantitative  Analysis  for  Mining  Engineers Svo,     *i  50 

Miller,  G.  A.     Determinants.     (Science  Series  No.  105.) i6mo, 

Milroy,  M.  E.  W.     Home  Lace-making i2mo,     *i  00 

Minifie,  W.     Mechanical  Drawing Svo,     *4  00 

Mitchell,  C.  F.,  and  G.  A.    Building  Construction  and  Drawing. . .  i2mo, 

Elementary  Course *i  50 

Advanced  Coiu-se *2  50 

Mitchell,  C.  A.,  and  Prideaux,  R.  M.     Fibres  Used  in  Textile  and  Allied 

Industries Svo,     *3  00 

Modern  Meteorology i2mo,       i  50 

Monckton,  C.  C.  F.     Radiotelegraphy.     (Westminster  Series.) Svo,     *2  00 

Monteverde,  R.  D.     Vest  Pocket  Glossary  of  English-Spanish,  Spanish- 
English  Technical  Terms 64mo,  leather,     *i  00 
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Moore,  E.  C.  S.     New  Tables  for  the  Complete  Solution  of  Ganguillet  and 

Kutter's  Formula Svo,  *5  oo 

Morecroft,  J.  H.,  and  Hehre,  F.  W.     Short  Course  in  Electrical  Testing. 

8vo,  *i  50 

Moreing,  C.  A.,  and  Neal,  T.    New  General  and  Mining  Telegraph  Code,  8vo,  *5  00 

Morgan,  A.  P.    Wireless  Telegraph  Apparatus  for  Amateurs i2mo,  *i  50 

Moses,  A.  J.     The  Characters  of  Crystals 8vo,  *2  00 

Moses,  A.  J.,  and  Parsons,  C.  L.     Elements  of  Mineralogy Svo,  *2  50 

Moss,  S.  A.  Elements  of  Gas  Engine  Design.  (Science  Series  No.i2i.)i6mo,  o  50 

The  Lay-out  of  Corliss  Valve  Gears.   (Science  Series  No.  119.).  i6mo,  0  50 

Mulford,  A.  C.    Boundaries  and  Landmarks i2mo,  *i  00 

MuUin,  J.  P.     Modern  Moulding  and  Pattern-making i2mo,  2  50 

Munby,  A.  E.    Chemistry  and  Physics  of  Building  Materials.     (Westmin- 
ster Series.) ,.....,. .:.  ^. ... .. Svo,  *2  00 

Murphy,  J.  G.     Practical  Mining i6mo,  i  00 

Murray,  J.  A.     Soils  and  Manures.     (Westminster  Series.) . . ... . , . , .  .8vo,  *2  00 

Naquet,  A.     Legal  Chemistry i2mo,  2  00 

Nasmith,  J.     The  Student's  Cotton  Spinning Svo,  3  00 

Recent  Cotton  Mill  Construction , i2mo,  2  00 

Neave,  G.  B.,  and  Heilbron,  I.  M.    Identification  of  Organic  Compounds. 

i2mo,  *i  25 

Neilson,  R.  M.     Aeroplane  Patents Svo,  *2  00 

Nerz,  F.     Searchlights.     Trans,  by  C.  Rodgers Svo,  *3  00 

Nesbit,  A.  F.    Electricity  and  Magnetism (In  Preparation.) 

Neuberger,  H.,  and  Noalhat,  H.     Technology  of  Petroleum.     Trans,  by  J. 

G.  Mcintosh Svo,  *io  00 

Newall,  J.  W.     Drawing,  Sizing  and  Cutting  Bevel-gears Svo,  1  50 

Nicol,  G.     Ship  Construction  and  Calculations Svo,  *4  50 

Nipher,  F.  E.     Theory  of  Magnetic  Measurements i2mo,  i  00 

Nisbet,  H.     Grammar  of  Textile  Design .,....:„ Svo,  *3  00 

Nolan,  H.    The  Telescope.     (Science  Series  No.  51.) i6mo,  o  50 

Noll,  A.     How  to  Wire  Buildings i2mo,  i  50 

North,  H.  B.    Laboratory  Notes  of  Experiments  in  General  Chemistry. 

(In  Press.) 

Nugent,  E.     Treatise  on  Optics , i2mo,  i  50 

O'Connor,  H.     The  Gas  Engineer's  Pocketbook i2mo,  leather,  3  50 

Petrol  Air  Gas i2mo,  *o  75 

Ohm,  G.  S.,  and  Lockwood,  T.  D.     Galvanic  Circuit.     Translated  by 

William  Francis.     (Science  Series  No.  102.) i6mo,  o  50 

Olsen,  J.  C.     Text-book  of  Quantitative  Chemical  Analysis Svo,  *4  00 

Olsson,  A.    Motor  Control,  in  Turret  Turning  and  Gun  Elevating.     (U.  S. 

Navy  Electrical  Series,  No.  i.) i2mo,  paper,  *o  50 

Oudin,  M.  A.     Standard  Polyphase  Apparatus  and  Systems Svo,  *3  00 

Pakes,  W.  C.  C,  and  Nankivell,  A.  T.    The  Science  of  Hygiene.  Svo,  *i  75 

Palaz,  A.     Industrial  Photometry.     Trans,  by  G.  W.  Patterson,  Jr. . .  Svo,  *4  00 

Pamely,  C.     Colliery  Manager's  Handbook Svo,  *io  00 

Parr,  G.  D.  A.     Electrical  Engineering  Measuring  Instruments Svo,  *3  50 

Parry.  E.  J.     Chemistry  of  Essential  Oils  and  Artificial  Perfumes ....  Svo,  *5  00 
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Parry,  E.  J.    Foods  and  Drugs.    Two  Volumes 8vo, 

Vol.   I.    Chemical  and  Microscopical  Analysis  of  Foods  and  Drugs.  *7  50 

Vol.  II.    Sale  of  Food  and  Drugs  Act *3  00 

Parry,  E.  J.,  and  Coste,  J.  H.     Chemistry  of  Pigments 8vo,  *4  50 

Parry,  L.  A.     Risk  and  Dangers  of  Various  Occupations .8vo,  *3  00 

Parshall,  H.  F.,  and  Hobart,  H.  M.     Armature  Windings 4to,  *7  50 

Electric  Railway  Engineering 4to,  *io  00 

Parshall,  H.  F.,  and  Parry,  E.     Electrical  Equipment  of  Tramways. . .  .{In  Press.) 

Parsons,  S.  J.     Malleable  Cast  Iron Svo,  *2  50 

Partington,  J.  R.    Higher  Mathematics  for  Chemical  Students.  .i2mo,  *2  00 

Passmore,  A,  C.     Technical  Terms  Used  in  Architecture. Svo,  *3  50 

Paterson,  G.  W.  L.    Wiring  Calculations i2mo,  *2  00 

Patterson,  D.     The  Color  Printing  of  Carpet  Yarns. . .  o Svo,  *3  50 

Color  Matching  on  Textiles » Svo,  *3  00 

The  Science  of  Color  Mixing Svo,  *3  00 

Paulding,  C.  P.     Condensation  of  Steam  in  Covered  and  Bare  Pipes     Svo,  *2  00 

Transmission  of  Heat  through  Cold-storage  Insulation i2mo,  *i  00 

Payne,  D.   W.     Iron  Founders'   Handbook {In  Press.) 

Peddie,  R.  A.    Engineering  and  Metallurgical  Books i2mo,  *i  50 

Peirce,  B.     System  of  Analytic  Mechanics 4to,  10  00 

Pendred,  V.     The  Railway  Locomotive.     (Westminster  Series.) Svo,  *2  00 

Perkin,  F.  M.     Practical  Methods  of  Inorganic  Chemistry i2mo,  *i  00 

Perrigo,  0.  E.     Change  Gear  Devices Svo,  i  00 

Perrine,  F.  A.  C.     Conductors  for  Electrical  Distribution Svo,  *3  50 

Perry,  J.     Applied  Mechanics Svo,  *2  50 

Petit,  G,     White  Lead  and  Zinc  White  Paints. Svo,  *i  50 

Petit,  R.     How  to  Build  an  Aeroplane.     Trans,  by  T.  O'B.  Hubbard,  and 

J.  H.  Ledeboer Svo,  *i  50 

Pettit,  Lieut.  J.  S.     Graphic  Processes.     (Science  Series  No.  76.) . . .  i6mo,  o  50 
Philbrick,  P.  H.     Beams  and  Girders.     (Science  Series  No.  C8.) . . .  i6mo, 

Phillips,  J.     Engineering  Chemistry Svo,  *4  50 

Gold  Assaying Svo,  *2  50 

Dangerous  Goods Svo,  3  50 

Phin,  J.     Seven  Follies  of  Science i2mo,  *i  25 

Pickworth,  C.  N.     The  Indicator  Handbook.     Two  Volumes.  .i2mo,  each,  150 

Logarithms  for  Beginners i2mo-  boards,  o  50 

The  Slide  Rule i2mo,  i  00 

Plattner's  Manual  of  Blow-pipe  Analysis,    Eighth  Edition,  revised.    Trans. 

by  H.  B.  Cornwall Svo,  *4  00 

Pl7mpton,  G.  W.   The  Aneroid  Barometer.    (Science  Series  No.  35.)   i6mo,  o  50 

How  to  become  an  Engineer.     (Science  Series  No.  100.) i6mo,  o  50 

Van  Nostrand's  Table  Book.      (Science  Series  No.  104.) i6mo,  050 

Pochet,  M.  L.     Steam  Injectors.     Translated  from  the  French.     (Science 

Series  No.  29.) i6mo,  o  50 

Pocket  Logarithms  to  Four  Places,     (Science  Series  No.  65.) i6mo,  o  50 

leather,  i  00 

PoUeyn,  F.     Dressings  and  Finishings  for  Textile  Fabrics .Svo,  *3  00 

Pope,  F.  L.     Modern  Practice  of  the  Electric  Telegraph Svo,  i  50 

Popplewell,  W.  C.  Elementary  Treatise  on  Heat  and  Heat  Engines.  .  i2mo,  *3  00 

Prevention  of  Smoke Svo,  *3  50 

Strength  of  Materials Svo,  *i  75 
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Porter,  J.  R.    Helicopter  Flying  Machine i2mo, 

Potter,  T.     Concrete 8vo, 

Potts,  H.  E.     Chemistry  of  the  Rubber  Industry.     (Outlines  of  Indus- 
trial Chemistry) 8vo, 

Practical  Compounding  of  Oils,  Tallow  and  Grease 8vo, 

Practical  Iron  Founding i2mo, 

Pratt,  K.    Boiler  Draught i2mo. 

Pray,  T.,  Jr.     Twenty  Years  with  the  Indicator Svo, 

Steam  Tables  and  Engine  Constant Svo, 

Calorimeter  Tables Svo, 

Preece,  W.  H.     Electric  Lamps {In  Press.) 

Prelini,  C.     Earth  and  Rock  Excavation Svo, 

Graphical  Determination  of  Earth  Slopes Svo, 

Tunneling.    New  Edition Svo, 

Dredging.    A  Practical  Treatise Svo, 

Prescott,  A.  B.     Organic  Analysis Svo, 

Prescott,  A.  B.,  and  Johnson,  0.  C.     Qualitative  Chemical  Analysis.  .  .Svo, 
Prescott,  A.  B.,  and  Sullivan,  E.  C.     First  Book  in  Qualitative  Chemistry. 

i2mo, 

Prideaux,  E.  B.  R.    Problems  in  Physical  Chemistry Svo, 

Pritchard,  0.  G.     The  Manufacture  of  Electric-light  Carbons .  .  Svo,  paper, 
PuUen,  W.  W.  F.     Application  of  Graphic  Methods  to  the  Design  of 

Structures i2mo, 

—^ —  Injectors:  Theory,  Construction  and  Working i2mo, 

Pulsifer,  W.  H.     Notes  for  a  History  of  Lead Svo, 

Purchase,  W.  R.     Masonry i2mo. 

Putsch,  A.     Gas  and  Coal-dust  Firing Svo, 

Pynchon,  T.  R.     Introduction  to  Chemical  Physics Svo, 

Rafter  G.  W.     Mechanics  of  Ventilation.     (Science  Series  No.  33.) .  i6mo, 

Potable  Water,     (Science  Series  No.  103.) i6mc 

.  Treatment  of  Septic  Sewage.     (Science  Series  No.  iiS.).  .  .  .  i6mo 

Rafter,  G.  W.,  and  Baker,  M.  N.     Sewage  Disposal  in  the  United  States. 

4to, 

Raikes,  H.  P.     Sewage  Disposal  Works Svo, 

Railway  Shop  Up-to-Date 4to, 

Ramp,  H.  M.     Foundry  Practice {In  Press.) 

Randall,  P.  M.     Quartz  Operator's  Handbook i2mo, 

Randau,  P.     Enamels  and  Enamelling Svo, 

Rankine,  W.  J.  M.     Applied  Mechanics Svo, 

Civil  Engineering Svo, 

Machinery  and  Millwork     .,,.., Svo, 

The  Steam-engine  and  Other  Prime  Movers Svo, 

Useful  Rules  and  Tables Svo, 

Rankine,  W.  J.  M.,  and  Bamber,  E.  F.     A  Mechanical  Text-book. . .  .Svo, 
Raphael,  F.  C.     Localization  of  Faults  in  Electric  Light  and  Power  Mains. 

Svo,     *3  00 
Rasch,  E.    Electric  Arc  Phenomena.    Trans,  by  K.  Tornberg  .{In  Press.) 

Rathbone,  R.  L.  B.     Simple  Jewellery Svo,     *2  00 

Rateau,  A.     Flow  of  Steam  through  Nozzles  and  Orifices.     Trans,  by  H. 

Bo  Brydon Svo,    *i  50 
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Rausenberger,  F.     The  Theory  of  the  Recoil  of  Guns 8vo,     *4  50 

Rautenstrauch,  W.    Notes  on  the  Elements  of  Machine  Design. 8 vo,  boards,     *i  50 
Rautenstrauch,  W.,  and  Williams,  J.  T.     Machine  Drafting  and  Empirical 
Design. 

Part   I.  Machine  Drafting Svo,     *i  25 

Part  II.  Empirical  Design {In  Preparation.) 

Raymond,  E.  B.     Alternating  Current  Engineering i2mo, 

Rayner,  H.     Silk  Throwing  and  Waste  Silk  Spinning Svo, 

Recipes  for  the  Color,  Paint,  Varnish,  Oil,  Soap  and  Drysaltery  Trades .  Svo, 

Recipes  for  Flint  Glass  Making i2mo, 

Redfem,  J.  B.    Bells,  Telephones  (Installation  Manuals  Series)  i6mo, 

(In  Press.) 

Redwood,  B.     Petroleum.     (Science  Series  No.  92.) i6mo, 

Reed's  Engineers'  Handbook Svo, 

Key  to  the  Nineteenth  Edition  of  Reed's  Engineers'  Handbook . .  Svo, 

Useful  Hints  to  Sea-going  Engineers i2mo, 

Marine  Boilers i2mo, 

Guide  to  the  Use  of  the  SUde  Valve i2mo, 

Reinhardt,  C.  W.     Lettering  for  Draftsmen,  Engineers,  and  Students. 

oblong  4to,  boards, 

The  Technic  of  Mechanical  Drafting oblong  4to,  boards, 

Reiser,  F.     Hardening  and  Tempering  of  Steel.     Trans,  by  A.  Morris  and 

H.  Robson i2mo,     *2  50 

Reiser,  N.     Faults  in  the  Manufacture  of  Woolen  Goods.     Trans,  by  A. 

Morris  and  H.  Robson Svo,    *2  50 

Spinning  and  Weaving  Calculations Svo,     *5  00 

Renwick,  W.  G.     Marble  and  Marble  Working Svo,       5  00 

Reynolds,   O.,  and  Idell,   F.   £.     Triple  Expansion  Engines.     (Science 

Series  No.  99.) i6mOp      o  50 

Rhead,  G.  F.     Simple  Structural  Woodwork i2mo,    *i  00 

Rice,  J.  M.,  and  Johnson,  W.  W.     A  New  Method  of  Obtaining  the  Differ- 
ential of  Functions i2mo,       o  50 

Richards,  W.  A.,  and  North,  H.  B.    Manual  of  Cement  Testing i2mo,     *i  50 

Richardson,  J.     The  Modern  Steam  Engine Svo,     *3  50 

Richardson,  S.  S.     Magnetism  and  Electricity .  i2mo,     *2  00 

Rideal,  S.     Glue  and  Glue  Testing Svo,     *4  00 

Rimmer,  E.  J.    Boiler  Explosions,  Collapses  and  Mishaps Svo,     *l  75 

Rings,  F.     Concrete  in  Theory  and  Practice i2mo,     *2  50 

Ripper,  W.     Course  of  Instruction  in  Machine  Drawing folio,    *6  00 

Roberts,  F.  C.     Figure  of  the  Earth.     (Science  Series  No.  79.) . . , . .  i6mo,      o  50 

Roberts,  J.,  Jr.     Laboratory  Work  in  Electrical  Engineering Svo,     *2  00 

Robertson,  L.  S.     Water-tube  Boilers « Svo,      2  00 

Robinson,  J.  B.     Architectural  Composition Svo,     *2  50 

Robinson,  S.  W.     Practical  Treatise  on  the  Teeth  of  Wheels.     (Science 

Series  No.  24.) i6mo,      o  50 

Railroad  Economics.     (Science  Series  No.  59.) i6mo,       o  50 

Wrought  Iron  Bridge  Members.     (Science  Series  No.  60.) i6mo,       o  50 

Robson,  J.  H.    Machine  Drawing  and  Sketching Svo,     *i  50 

Boebling,  J  A.     Long  and  Short  Span  Railway  Bridges folio,     25  00 

Rogers,  A.     A  Laboratory  Guide  of  Industrial  Chemistry i2mo,     *i  50 

and  Aubert,  A.  B.     Industrial  Chemistry Svo,     *5  00 
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Rogers,  F.    Magnetism  of  Iron  Vessels.     (Science  Series  No.  30.) . .  i6mo,  o  50 
Rohland,  P.     Colloidal  and  Cyrstalloidal   State  of  Matter.     Trans,  by 

W.  J.  Britland  and  H.  E.  Potts i2mo,  *i  25 

Rollins,  W.    Notes  on  X-Light 8vo,  *5  00 

Rollinson,  C.     Alphabets Oblong,  i2mo,  *i  00 

Rose,  J.     The  Pattern-makers'  Assistant 8vo,  2  50 

Key  to  Engines  and  Engine-running i2mo,  2  50 

Rose,  T.  K.     The  Precious  Metals.     (Westminster  Series.) 8vo,  *2  00 

Rosenhain,  W.     Glass  Manufacture.     (Westminster  Series.) Svo,  *2  00 

Ross,  W.  A.     Plowpipe  in  Chemistry  and  Metallurgy i2mo,  *2  00 

Rossiter,  J.  T.     Steam  Engines.     (Westminster  Series.). .  .  .Svo  {In  Press.) 

Pumps  and  Pumping  Machinery.      (Westminster  Series.) Svo, 

{In  Press.) 

Roth.     Physical  Chemistry Svo,  *2  00 

Rouillion,  L.     The  Economics  of  Manual  Training Svo,  2  00 

Rowan,  F.  J.     Practical  Physics  of  the  Modem  Steam-boiler Svo,  *3  00 

Rowan,   F.   J.,   and  Idell,   F.   E.     Boiler  Incrustation  and  Corrosion. 

(Science  Series  No.  27.) i6mo,  o  50 

Roxburgh,  W.     General  Foundry  Practice Svo,  *3  50 

Ruhmer,  E.     Wireless  Telephony.     Trans,  by  J.  Erskine-Murray ....  Svo,  *3  50 

Russell,  A.     Theory  of  Electric  Cables  and  Networks Svo,  *3  00 

Sabine,  R.     History  and  Progress  of  the  Electric  Telegraph i2mo,  i  25 

Saeltzer  A.     Treatise  on  Acoustics i2mo,  i  00 

Salomons,  D,     Electric  Light  Installations.     i2mo. 

Vol.    I,     The  Management  of  Accumulators 2  50 

Vol.  11.     Apparatus « 2  25 

Vol.  in.     Applications i  50 

Sanford,  P.  G.     Nitro-explosives Svo,  *4  00 

Saunders,  C.  H.     Handbook  of  Practical  Mechanics i6mo,  i  00 

leather,  i  25 

Saunnier,  C.     Watchmaker's  Handbook i2mo,  3  00 

Sayers,  H.  M.     Brakes  for  Tram  Cars Svo,  *i  25 

Scheele,  C.  W.     Chemical  Essays Svo,  *2  00 

Schellen,  H.     Magneto-electric  and  Dynamo-electric  Machines Svo,  5  00 

Sch'erer,  R.     Casein.     Trans,  by  C.  Salter Svo,  *3  00 

Schidrowitz,  P.    Rubber,  Its  Production  and  Industrial  Uses Svo,  *5  00 

Schindler,  K.     Iron  and  Steel  Construction  Works i2mo,  *i  25 

Schmall,  C.  N.     First  Course  in  Analytic  Geometry,  Plane  and  Solid. 

i2mo,  half  leather,  *i  75 

Schmall,  C.  N.,  and  Shack,  S.  M.     Elements  of  Plane  Geometry. .  . .  i2mo,  *i  25 

Schmeer,  L.     Flow  of  Water Svo,  *3  00 

Schumann,  F.     A  Manual  of  Heating  and  Ventilation i2mo,  leather,  i  50 

Schwarz,  E.  H.  L.     Causal  Geology Svo,  *2  50 

Schweizer,  V.,  Distillation  of  Resins Svo,  *3  50 

Scott,  W.  W.     Qualitative  Analysis.     A  Laboratory  Manual Svo,  *i  50 

Scribner,  J.  M.     Engineers'  and  Mechanics'  Companion  .  . .  i6mo,  leather,  i  50 

Searle,  A.  B.     Modern  Brickmaking Svo,  *5  00 

Searle,  G.  M.     "  Sumners'  Method."     Condensed  and  Improved.    (Science 

Series  No.  124.) i6mo,  o  50 

Seaton,  A.  £.     Manual  of  Marine  Engineering Svo,  6  00 


24     D.  VAN    NOSTRAND   COMPANY'S   SHORT  TITLE   CATALOG 

Seaton,  A.  E.,  and  Rounthwaite,  H.  M.     Pocket-book  of  Marine  Engineer- 
ing  i6mo,  leather,      3  00 

Seeligmann,  T.,  Torrilhon,  G.  L.,  and  Falconnet,  H.     India  Rubber  and 

Gutta  Percha.     Trans,  by  J.  G.  Mcintosh 8vo,     *5  00 

Seidell,  A.     Solubilities  of  Inorganic  and  Organic  Substances 8vo,     *3  00 

Sellew,  W.  H.     Steel  Rails 4to  {In  Press.) 

Senter,  G.     Outlines  of  Physical  Chemistry i2mo, 

Textbook  of  Inorganic  Chemistry i2mo, 

Sever,  G.  F.     Electric  Engineering  Experiments 8vo,  boards. 

Sever,  G.  F.,  and  Townsend,  F.     Laboratory  and  Factory  Tests  in  Electrical, 

Engineering 8vo, 

Sewall,  C.  H.     Wireless  Telegraphy 8vo, 

Lessons  in  Telegraphy i i2mo, 

Sewell,  T.     Elements  of  Electrical  Engineering 8vo, 

The  Construction  of  Dynamos 8mo, 

Sexton,  A.  H.     Fuel  and  Refractory  Materials i2mo, 

Chemistry  of  the  Materials  of  Engineering i2mo, 

Alloys  (Non-Ferrous) 8vo, 

The  Metallurgy  of  Iron  and  Steel 8vo, 

Seymour,  A.     Practical  Lithography 8vo, 

Modern  Printing  Inks 8vo, 

Shaw,  Henry  S.  H.     Mechanical  Integrators.     (Science  Series  No.  83.) 

i6mo, 

Shaw,  P.  E.     Course  of  Practical  Magnetism  and  Electricity 8vo, 

Shaw,  S.     History  of  the  Staffordshire  Potteries 8vo, 

Chemistry  of  Compounds  Used  in  Porcelain  Manufacture 8vo, 

Shaw,  W.  N.    Forecasting  Weather 8vo, 

Sheldon,  S.,  and  Hausmann,  E.    Direct  Current  Machines i2mo, 

Alternating  Current  Machines i2mo, 

Sheldon,  S.,  and  Hausmann,  E.     Electric  Traction  and  Transmission 

Engineering i2mo, 

Sherriff,  F.  F.     Oil  Merchants'  Manual i2mo, 

Shields,  J.  E.     Notes  on  Engineering  Construction i2mo, 

Shock,  W.  H.     Steam  Boilers 4to,  half  morocco, 

Shreve,  S.  H.     Strength  of  Bridges  and  Roofs 8vo, 

Shunk,  W.  F.     The  Field  Engineer i2mo,  morocco, 

Simmons,  W.  H.,  and  Appleton,  H.  A,    Handbook  of  Soap  Manufacture. 

8vo, 

Simmons,  W.  H.,  and  Mitchell,  C.  A.     Edible  Fats  and  Oils 8vo, 

Simms,  F.  W.     The  Principles  and  Practice  of  Leveling 8vo, 

Practical  Tunneling 8vo, 

Simpson,  G.    The  Naval  Constructor i2mo,  morocco, 

Simpson,   W.    Foundations 8vo,    {In  Press.) 

Sinclair,  A.     Development  of  the  Locomotive  Engine  .  . .  8vo,  half  leather, 

Twentieth  Century  Locomotive 8vo,  half  leather, 

Sindall,  R.  W.,  and  Bacon,  W.  N.     The  Testing  of  Wood  Pulp 8vo, . 

Sindall,  R.  W.     Manufacture  of  Paper.     (Westminster  Series.) 8vo, 

Sloane,  T.  O'C.     Elementary  Electrical  Calculations i2mo. 

Smith,  C.  A.  M.     Handbook  of  Testing,  MATERIALS 8vo, 

Smith,  C.  A.  M.,  and  Warren,  A.  G.    New  Steam  Tables 8vo, 

Smith,  C.  F.     Practical  Alternating  Currents  and  Testing 8vo,     *2  50 
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Smith,  C.  F.     Practical  Testing  of  Dynamos  and  Motors 8vo,  *2  oo 

Smith,  F.  E.     Handbook  of  General  Instruction  for  Mechanics. .  . .  i2mo,  i  50 

Smith,  J.  C.     Manufacture  of  Paint 8vo,  *3  00 

Smith,  R.  H.    Principles  of  Machine  Work i2mo,  *3  00 

Elements  of  Machine  Work i2mo,  *2  00 

Smith,  W.     Chemistry  of  Hat  Manufacturing i2mo,  *3  00 

Snell,  A.  T.     Electric  Motive  Power 8vo,  *4  00 

Snow,  W.  G.     Pocketbook  of  Steam  Heating  and  Ventilation.    {In  Press.) 
Snow,  W.  G.,  and  Nolan,  T.     Ventilation  of  Buildings.     (Science  Series 

No.  5.) i6mo,  o  50 

Soddy,  F.     Radioactivity 8vo,  *3  00 

Solomon,  M.     Electric  Lamps.     (Westminster  Series.) 8vo,  *2  00 

Sothern,  J.  W.     The  Marine  Steam  Turbine 8vo,  *5  00 

Southcombe,  J.  E.    Paints,  Oils  and  Varnishes.     (Outlines  of  Indus- 
trial Chemistry.) 8vo,   (In  Press.) 

Soxhlet,  D.  H.     Dyeing  and  Staining  Marble.     Trans,  by  A.  Morris  and 

H.  Robson 8vo,  *2  50 

Spang,  H.  W.     A  Practical  Treatise  on  Lightning  Protection i2mo,  i  00 

Spangenburg,    L.     Fatigue    of    Metals.     Translated   by    S.    H.    Shreve. 

(Science  Series  No.  23.) i6mo,  o  50 

Specht,  G.  J.,  Hardy,  A.  S.,  McMaster,  J.B  .,  and  Walling.     Topographical 

Surveying.     (Science  Series  No.  72.) i6mo,  0  50 

Speyers,  C.  L.     Text-book  of  Physical  Chemistry 8vo,  *2  25 

Stahl,  A.  W.     Transmission  of  Power.     (Science  Series  No.  28.) . . .  i6mo, 

Stahl,  A.  W.,  and  Woods,  A.  T.     Elementary  Mechanism : i2mo,  *2  00 

Staley,  C,  and  Pierson,  G.  S.     The  Separate  System  of  Sewerage. . .  .8vo,  *3  00 

Standage,  H.  C.     Leatherworkers'  Manual 8vo,  *3  50 

Sealing  Waxes,  Wafers,  and  Other  Adhesives 8vo,  *2  00 

Agglutinants  of  all  Kinds  for  all  Purposes i2mo,  *3  50 

Stansbie,  J.  H.     Iron  and  Steel.     (Westminster  Series.) 8vo,  *2  00 

Steadman,  F.  M.     Unit  Photography  and  Actinometry (In  Press.) 

Steinman,  D.  B.     Suspension  Bridges  and  Cantilevers.     (Science  Series 

No.  127) 0  50 

Stevens,  H.  P.     Paper  Mill  Chemist i6mo,  *2  50 

Stevenson,  J.  L.     Blast-Furnace  Calculations. i2mo,  leather,  *2  00 

Stewart,  A.     Modern  Polyphase  Machinery i2mo,  *2  00 

Stewart,  G.     Modern  Steam  Traps i2mo,  *i  25 

Stiles,  A.     Tables  for  Field  Engineers.  „ „ i2mo,  i  00 

Stillman,  P.     Steam-engine  Indicator i2mo,  i  00 

Stodola,  A.     Steam  Turbines.     Trans,  by  L.  C.  Loewenstein 8vo,  *5  00 

Stone,  H.     The  Timbers  of  Commerce 8vo,  3  50 

Stone,  Gen.  R.    New  Roads  and  Road  Laws i2mo,  i  00 

Stopes,  M.     Ancient  Plants 8vo,  *2  00 

The  Study  of  Plant  Life 8vo,  *2  00 

Stimipf,  Prof.     Una-Flow  of  Steam  Engine 4to,  *3  50 

Sudborough,  J.  J.,  and  James,  T.  C.     Practical  Organic  Chemistry.  .  i2mo,  *2  00 

Suffling,  E.  R.     Treatise  on  the  Art  of  Glass  Painting 8vo,  *3  50 

Suggate,  A.     Elements  of  Engineering  Estimating i2mo, 

Swan,  K.     Patents,  Designs  and  Trade  Marks.      (Westminster  Series.). 

8vo,  *2  00 

Sweet,  S.  H.     Special  Report  on  Coal 8vo,  3  00 
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Swinburne,  J.,  Wordingham,  C.  H.,  and  Martin,  T.  C.     Eletcric  Currents. 

(Science  Series  No.  109.) i6mo,  o  50 

Swoope,  C.  W.     Practical  Lessons  in  Electricity i2mo,  *2  00 

Tailfer,  L.     Bleaching  Linen  and  Cotton  Yarn  and  Fabrics. 8vo,  *5  00 

Tate,  J.  S.     Surcharged  and  Different  Forms  of  Retaining-walls.     (Science 

Series  No.  7.) i6mo,  o  50 

Taylor,  E.  N.    Small  Water  Supplies lamo,  *2  00 

Templeton,  W.     Practical  Mechanic's  Workshop  Companion. 

i2mo,  morocco,  2  00 
Terry,  H.  L.     India  Rubber  and  its  Manufacture.     (Westminster  Series.) 

8vo,  *2  00 
Thayer,  H.  R.     Structural  Design.    8vo. 

Vol.     I.     Elements  of  Structural  Design *2  00 

Vol.    II.    Design  of  Simple  Structures {In  Preparation.) 

Vol.  ni.     Design  of  Advanced  Structures (In  Preparation.) 

Thiess,  J.  B.  and  Joy,  G.  A.    Toll  Telephone  Practice Svo,  *3  50 

Thorn,  C,  and  Jones,  W.  H.     Telegraphic  Connections oblong  i2mo,  i  50 

Thomas,  C.  W.     Paper-makers'  Handbook. {In  Press.) 

Thompson,  A.  B.     Oil  Fields  of  Russia 4to,  *7  50 

Petroleum  Mining  and  Oil  Field  Development , . .  .Svo,  *5  00 

Thompson,  E.  P.     How  to  Make  Inventions Svo,  0  50 

Thompson,  S.  P.     Dynamo  Electric  Machines.     (Science  Series  No.  75.) 

i6mo,  o  50 

Thompson,  W.  P.     Handbook  of  Patent  Law  of  All  Countries i6mo,  i  50 

Thomson,  G.  S.    Milk  and  Cream  Testing i2mo,  *i  75 

Modem  Sanitary  Engineering,  House  Drainage,  etc Svo,  *3  00 

Thornley,  T.     Cotton  Combing  Machines Svo,  *3  00 

Cotton  Spinning.     Svo. 

First  Year , *i  50 

Second  Year *2  50 

Third  Year *2  50 

Thurso,  J.  W.     Modern  Turbine  Practice Svo,  *4  00 

Tidy,  C.  Meymott.     Treatment  of  Sewage.     (Science  Series  No.  94.).  i6mo,  o  50 

Tinney,  W.  H.     Gold-mining  Machinery Svo,  *3  00 

Titherley,  A.  W.     Laboratory  Course  of  Organic  Chemistry Svo,  *2  00 

Toch,  M.     Chemistry  and  Technology  of  Mixed  Paints Svo,  *3  00 

Materials  for  Permanent  Painting i2mo,  *2  00 

Todd,  J.,  and  Whall,  W.  B.     Practical  Seamanship Svo,  *7  50 

Tonge,  J.     Coal.     (Westminster  Series.) Svo,  *2  00 

Townsend,  F.     Alternating  Current  Engineering Svo,  boards  *o  75 

Townsend,  J.     Ionization  of  Gases  by  Collision Svo,  *i  25 

Transactions  of  the  American  Institute  of  Chemical  Engineers.     Svo. 

Vol.     1.     1908 *6  00 

Vol.    II.     1909 *6  00 

Vol.  in.     1910 *6  CO 

Vol.  IV.     1911 *6  00 

Traverse  Tables.     (Science  Series  No.  115.) i6mo,  o  50 

morocco,  i  00 
Trinks,  W.,  and  Housum,  C.    Shaft  Governors.     (Science  Series  No.  122.) 

i6mo,  o  50 
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Trowbridge,  W.  P.    Turbine  Wheels.     (Science  Series  No.  44.) i6mo, 

Tucker,  J.  H.     A  Manual  of  Sugar  Analysis 8vo, 

Tumlirz,  0.     Potential.     Trans,  by  D.  Robertson i2mo, 

Tunner,  P.  A.     Treatise  on  Roll-turning.     Trans,  by  J.  B.  Pearse. 

8vo,  text  and  folio  atlas, 

Turbayne,  A.  A.     Alphabets  and  Numerals 4to, 

Turnbull,  Jr.,  J.,  and  Robinson,  S.  W.     A  Treatise  on  the  Compound 

Steam-engine,      (Science  Series  No.  8.) i6mo, 

Turrill,  S.  M.     Elementary  Course  in  Perspective i2mo,     *i  25 

Underbill,  C.  R.     Solenoids,  Electromagnets  and  Electromagnetic  Wind- 
ings  i2mo,  *2  00 

Universal  Telegraph  Cipher  Code , i2mo,  i  00 

Urquhart,  J.  W,     Electric  Light  Fitting i2mo,  2  00 

Electro-plating limo,  2  00 

Electrotyping i2mo,  2  00 

■  Electric  Ship  Lighting i2mo,  3  00 

Usborne,  P.  O.  G.    Design  of  Simple  Steel  Bridges 8vo,  *4  00 

Vacher,  F.    Food  Inspector's  Handbook i2mo,     *2  50 

Van  Nostrand*s  Chemical  Annual.     Second  issue  1909 i2mo,     *2  50 

Year  Book  of  Mechanical  Engineering  Data.    First  issue  1912 . . .  {In  Press.) 

Van  Wagenen,  T.  F.     Manual  of  Hydraulic  Mining i6mo,       i  00 

Vega,  Baron  Von.     Logarithmic  Tables 8vo,  half  morocco,       2  00 

Villon,  A.  M.     Practical  Treatise  on  the  Leather  Industry.     Trans,  by  F. 

T.  Addyman 8vo, 

Vincent,  C.     Ammonia  and  its  Compounds.     Trans,  by  M.  J.  Salter . .  8vo, 

Volk,  C.     Haulage  and  Winding  Appliances 8vo, 

Von  Georgievics,  G.    Chemical  Technology  of  Textile  Fibres.     Trans,  by 

C.  Salter 8vo, 

— —  Chemistry  of  Dyestuflfs.     Trans,  by  C.  Salter 8vo, 

Vose,  G.  L.     Graphic  Method  for  Solving  Certain  Questions  in  Arithmetic 

and  Algebra.     (Science  Series  No.  16.) i6mo, 

Wabner,  R.     Ventilation  in  Mines.     Trans,  by  C.  Salter 8vo, 

Wade,  E.  J.     Secondary  Batteries 8vo, 

Wadmore,  T.  M.    Elementary  Chemical  Theory i2mo, 

Wadsworth,  C.     Primary  Battery  Ignition i2mo, 

Wagner,  E.     Preserving  Fruits,  Vegetables,  and  Meat i2mo, 

Waldram,  P.  J.    Principles  of  Structural  Mechanics i2mo. 

Walker,  F.     Aerial  Navigation 8vo, 

Dynamo  Building.     (Science  Series  No.  98.) , i6mo, 

Electric  Lighting  for  Marine  Engineers 8vo, 

Walker,  S.  F.     Steam  Boilers,  Engines  and  Turbines 8vo, 

Refrigeration,  Heating  and  Ventilation  on  Shipboard i2mo, 

Electricity  in  Mining 8vo, 

Walker,  W.  H.     Screw  Propulsion. 8vo, 

Wallis-Tayler,  A.  J.     Bearings  and  Lubrication 8vo, 

Aerial  or  Wire  Ropeways Svo, 

Modern  Cycles 8vo, 

Motor  Cars Svo, 

Motor  Vehicles  for  Business  Purposes Svo, 


Ho 

00 

*2 

00 

*4 

00 

*4 

50 

*4 

50 

0 

50 

*4 

50 

*4 

00 

*i 

50 

*o 

50 

*2 

50 

*3 

00 

2 

00 

0 

50 

2 

00 

3 

00 

*2 

00 

*3 

50 

0 

75 

*i 

50 

*3 

00 

4 

00 

I 

80 

3 

50 

28     D.  VAN   NOSTRAND  COMPANY'S  SHORT  TITLE  CATALOG 

Wallis-Tayler,  A.  J.    Pocket  Book  of  Refrigeration  and  Ice  Making.  i2mo,       i  50 

Refrigeration,  Cold  Storage  and  Ice-Making 8vo, 

Sugar  Machinery i2mo, 

Wanklyn,  J.  A,     Water  Analysis 12210, 

Wansbrough,  W.  D,    The  A  B  C  of  the  Differential  Calculus i2mo, 

Slide  Valves o i2mo, 

Ward,  J.  H.     Steam  for  the  Million 8vo, 

Waring,  Jr.,  G.  E,     Sanitary  Conditions.     (Science  Series  No.  31.). .  i6mo, 

Sewerage  and  Land  Drainage *6  00 

Waring,  Jr.,  G.  E.    Modern  Methods  of  Sewage  Disposal i2mo, 

— —  How  to  Drain  a  House i2mo, 

Warren,  F.  D.     Handbook  on  Reinforced  Concrete i2mo, 

Watkins,  A.    Photography.     (Westminster  Series.) . 8vo, 

Watson,  E.  P.     Small  Engines  and  Boilers i2mo. 

Watt,  A.     Electro-plating  and  Electro-refining  of  Metals ■» Svo, 

Electro-metallurgy i2mo, 

■ The  Art  of  Soap-making Svo, 

Leather  Manufacture » Svo, 

Paper-Making _  .  Svo, 

Weale,  J.     Dictionary  of  Terms  Used  in  Architecture i2mo, 

Weale's  Scientific  and  Technical  Series.     (Complete  list  sent  on  applica- 
tion.) 
Weather  and  Weather  Instruments „ i2mo, 

paper, 
Webb,  H.  L,     Guide  to  the  Testing  of  Insulated  Wires  and  Cables. .  i2mo, 

Webber,  W.  H.  Y.     Town  Gas.     (Westminster  Series.) „ Svo, 

Weisbach,  J.     A  Manual  of  Theoretical  Mechanics » , .  Svo, 

sheep, 

Weisbach,  J.,  and  Herrmann,  G.     Mechanics  of  Air  Machinery Svo, 

Welch,  W.     Correct  Lettering .  {In  Press.) 

Weston,  E.  B.     Loss  of  Head  Due  to  Friction  of  Water  in  Pipes  . . .  i2mo, 

Weymouth,  F.  M.     Drum  Armatures  and  Commutators Svo, 

Wheatley,  O.     Ornamental  Cement  Work {In  Press.) 

Wheeler,  J.  B.     Art  of  War i2mo, 

Field  Fortifications i2mo, 

Whipple,  S.     An  Elementary  and  Practical  Treatise  on  Bridge  Building. 

Svo, 

White,  A.  T.     Toothed  Gearing i2mo, 

Whithard,  P.     Illuminating  and  Missal  Painting i2mo, 

Wilcox,  R.  M.     Cantilever  Bridges.     (Sciejice  Series  No.  25.) i6mo, 

Wilda,  H.     Steam  Turbines.     Trans,  by  C.  Salter i2mo,       i  25 

Wilkinson,  H.  D.     Submarine  Cable  Laying  and  Repairing Svo,     *6  00 

Williams,  A,  D.,  Jr.,  and  Hutchinson,  R.  W.     The  Steam  Turbine {In  Press.) 

Williamson,  J.,  and  Blackadder,  H.  Surveying Svo,   {In  Press.) 

Williamson,  R.  S.     On  the  Use  of  the  Barometer 4to, 

Practical  Tables  in  Meteorology  and  Hypsometery .4to, 

Willson,  F.  N.     Theoretical  and  Practical  Graphics 4to, 

Wilson,  F.  J.,  and  Heilbron,  I.  M.     Chemical  Theory  and  Calculations. 

i2mo, 

Wimperis,  H.  E.     Internal  Combustion  Engine Svo, 

Primer  of  Internal  Combustion  Engine i2mo. 
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Winchell,  N.  H.,  and  A.  N.     Elements  of  Optical  Mineralogy 8vo, 

Winkler,  C,  and  Lunge,  G.     Handbook  of  Technical  Gas- Analysis . .  .8vo, 

Winslow,  A.     Stadia  Surveying.     (Science  Series  No.  77.) i6mo, 

Wisser,   Lieut.   J.   Po    Explosive  Materials.     (Science   Series  No.   70.). 

i6mo, 
Wisser,  Lieut.  J.  P.  Modern  Gun  Cotton.  (Science  Series  No.  89.)i6mo, 
Wood,  De  V.  Luminiferous  Aether.  (Science  Series  No.  85.) ....  i6mo, 
Woodbury,  D.  V.     Elements  of  Stability  in  the  Well-proportioned  Arch. 

8vo,  half  morocco, 

Worden,  E.  C.     The  Nitrocellulose  Industry.     Two  Volumes 8vo, 

Cellulose  Acetate 8vo,  (Jn  Press.) 

Wright,  A.  C.     Analysis  of  Oils  and  Allied  Substances 8vo, 

Simple  Method  for  Testing  Painters'  Materials , » 8vo, 

Wright,  F.  W.     Design  of  a  Condensing  Plant i2mo, 

Wright,  H.  E.     Handy  Book  for  Brewers 8vo, 

Wright,  J.    Testing,  Fault  Finding,  etc.,  for  Wiremen.     (Installation 

Manuals  Series.) , i6mo, 

Wright,  T.  W»     Elements  of  Mechanics 8vo, 

Wright,  T.  W.,  and  Hayford,  J.  F.     Adjustment  of  Observations 8vo, 

Young,  J.  E,     Electrical  Testing  for  Telegraph  Engineers. , 8vo,     *4  00 

Zahner,  Ro     Transmission  of  Power.     (Science  Series  No.  40.) i6mo, 

Zeidler,  J.,  and  Lustgarten,  J,     Electric  Arc  Lamps 8vo,     *2  00 

Zeuner,  A.     Technical  Thermodynamics.     Trans,  by  J.  F.  Klein.     Two 

Volumes 8vo,     *8  00 

Zimmer,  G.  F.     Mechanical  Handling  of  Material 4to,  *io  00 

Zipser,  J.    Textile  Raw  Materials.     Trans,  by  C.  Salter 8vo,     *5  00 

Zur  Nedden,  F.    Engineering  Workshop  Machines  and  Processes.     Trans. 

by  J.  A.  Davenport. .Svo    *2  00 
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D.Van  Nostrand  Company 

are  prepared  to    supply,    either    from 

their   complete  stock   or    at 

short    notice, 

Any  Technical  or 

Scientific  Book 

In  addition  to  publishing  a  very  large 
and  varied  number  of  Scientific  and 
Engineering  Books,  D.Van  Nostrand 
Company  have  on  hand  the  largest 
assortment  in  the  United  States  of  such 
books  issued  by  American  and  foreign 
publishers. 


All  inquiries  are  cheerfully  and  care- 
fully answered  and  complete  catalogs 
sent  free   on  request. 


25  Park  Place  -         .         o         .         .      New  York 
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